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PREFACE   TO   FIRST   EDITION. 


This  volume  is  the  result  of  a  group  of  articles  which 
appeared  serially  in  the  Electrical  Age  during  the  years  1908 
and  1909,  covering  various  phases  of  Central  Station  Distri- 
bution Work.  The  preparation  of  these  articles  was  under- 
taken by  the  authors  because  of  repeated  requests  from 
young  engineers  engaged  in  distribution  work  for  informa- 
tion bearing  on  many  of  the  details  of  their  work. 

While  there  were  various  treatises  dealing  with  special 
subjects  such  as  low-tension  networks,  transmission  of  power, 
storage  batteries,  etc.,  quite  fully,  there  appeared  to  be  no 
treatise  covering  the  general  field  of  distribution  from  the 
standpoint  of  American  practice  to  which  young  engineers 
and  students  could  be  referred.  The  material  of  the  original 
articles  revised  and  somewhat  extended  is  presented  in  this 
volimie.  Two  chapters  have  been  included  for  convenient 
reference  at  the  close  of  the  book,  in  which  are  compiled  such 
tables  as  are  likely  to  be  needed  by  the  distribution  engineer, 
together  with  a  brief  outline  of  the  laws  of  electric  circuits. 
The  treatment  is  based  upon  the  assiimption  of  a  general 
knowledge  of  electrical  theory  such  as  is  possessed  by  the 
more  advanced  students  of  engineering  and  by  men  in  prac- 
tical distribution  engineering  work.  Much  of  the  subject 
matter  of  the  book  is,  however,  of  such  a  nature  as  to  be 
easily  grasped  by  practical  men  who  have  not  had  a  full 
theoretical  training. 

Distribution  problems  are  usually  capable  of  more  than 
one  solution,  and  the  decision  as  to  which  is  best  is  often 
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determined  by  local  conditions  which  .cannot  be  made  sub- 
servient to  general  rules.  It  is  therefore  difficult  to  generalize 
upon  many  phases  of  the  subject,  and  frequent  use  has  been 
made  of  such  qualifjdng  phrases  as  "in  most  cases,"  "usu- 
ally" or  "under  some  circumstances." 

The  subject  matter  has  been  treated  entirely  from  the 
American  point  of  view,  as  the  book  is  intended  for  American 
Engineers.  European  methods  differ  so  much  from  those 
followed  in  America,  owing  to  differences  in  the  conditions 
under  which  electric  h'ghting  properties  are  owned  and  oper- 
ated there,  that  it  was  not  felt  that  their  consideration  would 
be  of  especial  value. 

THE  AUTHORS. 

Chicago,  1910. 


PREFACE   TO   SECOND   EDITION. 


The  rapid  changes  in  the  conditions  under  which  electricity 
is  distributed,  and  the  progress  made  since  the  first  appearance 
of  this  treatise  have  necessitated  niunerous  changes  and  the 
addition  of  considerable  new  matter.  The  subject  of  urban 
transmission  and  high-tension  distribution  has  been  made  the 
subject  of  a  separate  chapter.  The  chapters  on  overhead 
and  underground  construction  have  been  expanded  to  include 
the  progress  made  in  recent  years.  The  discussion  of  diver- 
sity factor  has  been  broadened  and  supplemented  by  a  brief 
statement  of  the  relation  "of  diversity  to  the  cost  of  service,  and 
to  rate  systems. 

With  a  view  to  improving  the  logical  sequence  of  presenta- 
tion, much  of  the  text  has  been  re-arranged  and  re-written. 

THE  AUTHORS. 

Chicago,  III., 
Aug.  ist,  1916. 
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CHAPTER  I. 

SYSTEMS   OF  DISTRIBUTION. 

Series  Systems.  —  The  arc  lamp  was  the  first  practical 
device  for  converting  electrical  energy  into  light.  It  was 
developed  by  Brush  in  Cleveland  in  1876  and  later  by  Thomson 
and  Houston  and  others. 

The  early  arc  systems  found  a  ready  application  in  the 
lighting  of  dty  streets.  The  large  areas  to  be  covered  by 
street-lighting  circuits  led  naturally  to  the  high  voltage  series 
system  as  the  most  economical  in  first  cost. 

Special  direct-current  generators  equipped  with  automatic 
regulators  to  maintain  the  current  constant  as  the  mmiber 
of  lamps  in  circuit  varied,  were  required. 

The  lamps  were  designed  to  burn  carbon  electrodes  which 
were  consumed  after  about  twelve  hours'  burning  with  a  cur- 
rent strength  of  about  ten  amperes.  Later,  seven-ampere 
generators  and  lamps  were  designed  in  response  to  a  demand 
for  a  less  expensive  light,  and  arc-lighting  systems  were  ex- 
tended to  general  commercial  lighting. 

Following  the  year  1895,  the  enclosed  arc  lamp  burning 
carbon  electrodes  in  an  inner  globe,  so  designed  that  a  very 
small  supply  of  air  could  enter,  was  brought  to  a  commer- 
cial stage  of  development.  These  lamps  required  trimming 
only  after  sixty  to  eighty  hours'  burning,  and  so  permitted  a 
reduction  of  75  to  80  per  cent  in  the  expense  of  carbons  and 
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lamp  trimming  labor.  They  therefore  became  standard  and 
were  substituted  for  open  arc  lamp  systems  very  generally 
during  the  following  decade. 

During  this  period  of  change  from  open  to  enclosed  lamps, 
advantage  was  taken  of  the  use  of  alternating  current  for 
arc  hghting  purposes.  The  special  direct-current  generator 
was  replaced  by  a  transformer  receiving  energy  at  the  stand- 
ard system  voltage  and  delivering  it  to  the  circuit  at  the  volt- 
age required  to  maintain  a  constant  current  of  the  desired 
strength  at  full  load. 

This  resulted  in  a  considerable  saving  in  the  cost  of  series 
Hghting  equipment,  since  the  main  generator  capacity  of 
the  alternating  current  systems  cost  very  much  less  per  lamp 
than  the  relatively  small  series  arc  machines  which  were  re- 
quired for  the  direct  current  systems. 

There  was  also  a  greatly  reduced  building  expense  since 
the  floor  space  required  for  the  shafting  and  belting  of  the 
numerous  arc  machines  was  excessive. 

The  series  regulating  equipment  could  be  placed  in  sub- 
stations in  various  parts  of  a  large  city,  thus  shortening  the 
average  length  of  arc  Hghting  circuits. 

In  some  cases  where  there  was  too  large  an  equipment  of 
the  better  tjqjes  of  arc  machines  installed  to  be  scrapped, 
the  shafting  and  belting  were  displaced  by  alternating  cur- 
rent motors,  each  driving  a  pair  of  arc  machines.  These  sys- 
tems at  first  used  direct  current  enclosed  lamps,  and-  later 
magnetite  or  flaming  arc  lamps.  For  a  time,  this  gave  them 
some  advantage  over  the  alternating  current  systems  which 
could  not  use  the  high  efficiency  direct  current  lamps  with- 
out adding  rectifier  equipment.  Mercury  arc  rectifiers  were 
installed  for  this  purpose  where  it  was  desired  to  get  this 
benefit. 

With  the  development  of  suitable  flaming  arc  lamps  for 
60  cycle  alternating  current  service,  the  necessity  for  recti- 
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fying  equipment  disappeared,  and  the  alternating  current  series 
system  became  the  simplest  and  most  economical  form  of 
series  distribution. 

This  system  may  be  used  equally  well  for  series  incandes- 
cent lighting  and  has  become  standard  for  new  installations. 

Two  general  types  of  regulating  equipment  are  in  use  for 
the  purpose  of  maintaining  a  constant  current.  One  consists 
of  a  transformer  of  sufficient  capacity  to  carry  several  circuits, 
with  a  separate  choke  coil  for  each  series  circuit.  The  posi- 
tion of  the  choke  coil  is  varied  by  weights  in  such  a  way  as 
to  make  it  automatically  add  the  necessary  amount  of  react- 
ance to  hold  the  current  constant. 

The  other  is  a  transformer  with  secondary  coils  arranged  to 
be  movable  with  respect  to  the  primary.  The  position  of 
the  secondary  is  governed  by  the  action  of  weights  which  are 
balanced  against  the  magnetic  force  between  primary  and 
secondary  coils  in  such  a  way  as  to  hold  the  current  constant. 
Each-  circuit  has  its  own  transformer  in  this  system. 

The  choke-coil  system  has  not  been  found  satisfactory  on 
account  of  the  fact  that  when  grounds  develop  at  two  points 
on  any  of  the  circuits,  a  part  of  the  lamps  are  shunted  out, 
and  the  location  of  trouble  is  difficult. 

The  use  of  a  separate  transformer  for  each  circuit  has 
therefore  become  standard  for  alternating-current  series  cir- 
cuits. 

Series  alternating-current  systems  using  enclosed  lamps  are 
operated  at  4.5  to  7.5  amperes,  6.6  amperes  being  the  most 
common  current  strength. 

The  rapid  advance  in  the  development  of  the  tungsten 
incandescent  lamp  has  brought  this  form  of  lighting  into 
close  competition  with  arc  lamps  for  all  kinds  of  street  and 
public  space  lighting. 

The  tungsten  lamp,  by  reason  of  the  wide  range  of  sizes 
of  units  in  which  it  can  be  made,  is  found  as  readily  adapt- 
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able  to  the  lighting  of  business  districts  using  the  larger 
units  as  to  the  lighting  of  residence  districts  with  smaller 
units. 

Tungsten  units  of  300  to  500  watts  have  been  substituted 
for  450  watt  alternating  current  enclosed  arc  lamps  effecting 
a  saving  in  operating  cost  and  a  materially  improved  illumi- 
nation. 

The  life  and  efficiency  of  these  units  has  been  notably 
increased  on  series  circuits  by  the  use  of  a  small  compen- 
sator coil  in  the  hood  of  the  lamp  which  steps  the  current  up 
from  the  standard  current  strength  of  the  circuit  to  about 
20  amperes  in  the  lamp  filament. 

In  the  lighting  of  business  districts  where  great  intensi- 
ties are  essential  the  tungsten  lamp  in  sizes  of  750  to  1000 
watts  has  advantages  over  the  arc  lamp  which  are  resulting 
in  the  displacement  of  the  arc  lamp  for  this  service. 

In  residence  and  suburban  districts  where  shade  trees  de- 
mand the  use  of  units  distributed  more  frequently,  the  smaller 
sizes  are  most  economical. 

Application  of  Series  Systems.  —  Since  the  lamps  supplied 
by  a  series  circuit  are  operated  at  constant  current,  it  follows 
that  the  voltage  impressed  upon  the  circuit  terminals  must  be 
varied  as  energy  consuming  devices  are  switched  into  or  out 
of  the  series.  With  circuits  operated  at  6.6  to  10  amperes, 
the  pressure  absorbed  at  the  terminals  of  a  500  watt  arc 
lamp  is  from  50  to  75  volts,  and  the  circuit  must  be  operated 
at  5000  to  7500  volts  when  carrying  100  of  these  lamps. 

A  constant  current  circuit  is  thus,  inherently,  a  high  potential 
circuit  and  is  not  suited  to  the  requirements  of  safety  and 
convenience  afforded  by  low  potential  systems  for  the  lighting 
of  buildings. 

The  use  of  constant  current  systems  for  interior  lighting 
which  was  common  in  the  earlier  years  of  the  industry  has 
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therefore  steadily  decreased,  and  following  the  introduc- 
tion of  the  tungsten  lamp,  practically  disappeared. 

Series  distribution  has  found  a  wide  field  of  application  in 
the  field  of  street  and  park  lighting.  The  conditions  obtain- 
ing in  such  Ughting  are  that  the  load  density  runs  from  5  to 
10  kw.  per  mile  of  street  and  the  lights  must  be  switched 
on  and  off  at  a  given  time  each  day. 

The  switching  requirements  favor  the  use  of  separate  cir- 
cuits, controlled  at  the  point  of  supply. 

On  the  contrary,  the  low  load  density  favors  the  absorp- 
tion of  the  street  lighting  load  on  the  general  lighting  system 
as  far  as  possible. 

Where  the  general  light  and  power  system  does  not  fully 
cover  the  district  in  which  the  streets  are  to  be  lighted  or 
where  alley  routes  are  largely  used,  it  is  sometimes  more 
economical  to  run  separate  circuits  on  the  streets  to  be  lighted. 
Where  there  is  no  general  supply  as  in  park  and  boulevard 
lighting,  it  is  usually  necessary  to  provide  separate  circuits 
in  any  event,  in  which  case  the  series  system  is  usually  the 
more  economical. 

In  the  central  parts  of  larger  cities,  street  lighting  is  often 
supplied  from  the  general  system,  the  switching  being  done 
more  economically  by  patrolmen. 

Types  of  Series  Circuits.  —  The  routing  of  a  series  lighting 
circuit  is  fixed  by 

(a)  the  location  of  the  lamps. 

(6)  the  geographical  arrangement  of  streets  and  alleys  and 

(c)  the  requirements  of  operation  and  maintenance. 

Having  the  locations  of  the  lamps  fixed,  the  problem  of 
circuit  design  consists  in  so  routing  the  circuit  that  it  will 
require  a  minimum  length  of  conductor  consistent  with  re- 
quirements of  continuous  service. 

The  series  system  is  subject  to  the  inherent  weakness  that 
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a  break  on  any  loop  of  the  circuit  interrupts  the  service  on  the 
entire  circuit.  With  circuits  having  5  to  10  miles  of  conductor 
the  location  of  a  break  may  require  considerable  time,  during 
which  several  miles  of  streets  are  in  darkness  unless  facilities 
for  testing  are  provided  at  several  points  on  the  circuit. 

A  circuit  may  be  laid  out  on  the  open  loop  plan  as  shown  in 
Fig,  I,  or  on  the  parallel  loop  plan  as  in  Fig.  2.    The  open  loop 


Fig.  I.    Open  Loop  Series  Circuit.  Fig.  2.    Parallel  Loop  Series  Circuit. 

circuit  proceeds  away  from  the  point  of  supply  through  one 
section  of  the  city  and  returns  through  another  district. 
Consisting  of  but  one  wire,  it  is  constructed  with  the  mini- 
mum of  conductor  mileage.  But  in  case  of  a  break  there  is 
no  provision  for  making  a  test  to  locate  the  trouble,  and  the 
circuit  must  be  traversed  until  the  break  is  located. 

With  the  parallel  loop  plan  the  wires  are  together  so  that 
a  jumper  connection  can  be  made  at  any  one  of  a  number  of 
points.  When  a  break  occurs  the  circuit  can  be  quickly 
closed  through  the  remaining  lamps  and  only  those  lamps  on 
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the  broken  loop  are  out.  The  provision  of  several  test  points 
on  a  circuit  thus  enables  a  repair  man  to  locate  the  broken 
loop  promptly  and  restore  service  on  the  remainder  of  the 
circuit  before  the  break  is  repaired. 

When  continuity  of  service  is  important,  the  use  of  open 
loop  should  be  limited  to  relatively  small  areas,  as  in  Fig.  3, 
and  the  circuits  should  be  equipped  with  convenient  facilities 
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Fig.  3.    Mixed  Loop  Series  Circuit. 

by  which  tests  can  be  quickly  made.  With  alternating  current 
the  use  of  extended  open  loops  is  likely  to  be  the  source  of 
trouble  with  telephone  and  other  signaling  circuits. 


Series  Cutouts.  —  The  type  of  switch  required  for  the  control 
of  lamps  or  groups  of  lamps  on  a  series  circuit  must  be  such 
that  it  will  short-circuit  the  loop  which  is  to  be  cut  out,  and 
remove  the  short-circuit  when  the  loop  is  to  be  cut  in. 
The  capacity  of  the  "  cutout "  as  it  is  commonly  known,  is 
determined  by  its  ability  to  open  the  short  circuit  across  a 
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loop,  without  allowing  the  arc  to  carry  across  the  terminals. 
Its  current-carrying  parts  are  ordinarily  more  than  ample 
when  made  sufficiently  rugged  for  mechanical  strength. 

It  is  desirable  that  the  loop  which  is  switched  out  be  com- 
pletely isolated  from  the  working  circuit,  for  the  safety  of 
repair  men.  The  cutout  is  therefore  usually  so  constructed 
as  to  both  short-circuit  and  disconnect  the  loops  and  in 
this  form  is  known  as  an  "absolute"  cutout. 


LAMP 


LAMP 


LAMP 


LAMP 


Fig.  4.    Types  of  Series  Cutouts. 

Various  mechanical  arrangements  have  been  devised  by 
which  loops  can  be  absolutely  cut  out,  two  of  the  more  common 
being  shown  in  Fig.  4  as  used  in  overhead  construction. 
When  lead  covered  cables  are  brought  into  the  base  of  a  lamp 
pole,  a  combination  pothead  and  cutout  such  as  that  shown 
in  Fig.  5  has  been  found  very  useful. 

Constant  Current  Transmission.  —  The  use  of  constant 
current  has  been  limited  to  street  hghting  systrans  almost 
entirely  in  America.    In  France,  however,  M.  Thury  has 
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developed  a  system  of  generators  and  accessories  which  are 
being  used  to  transmit  energy  over  considerable  distance  at 
constant  current  strengths  of  loo  to  150  amperes,  at  20,000 
to  30,000  volts  or  more. 

In  these  systems  the  power  is  delivered  to  the  line  from  the 
generators  connected  in  series  at  voltages  as  high  as  10,000 
volts  each,  and  is  received  by 
series  motors  driving  alternat- 
ing current  generators  which 
supply  the  distributing  system. 
The  generating  and  sub-station 
machinery  is  necessarily  more 
complicated  and  expensive  than 
that  required  for  an  alternating  \ 
currpnt'constant  potential  sys- 
^ceva,  but  the  high  tension 
switching  equipment  is  very 
simple. 

The  simpHcity  of  the  switch- 
ing equipment  results  in  a 
material  saving  in  space,  which 
is  said  to  largely  offset  the  differ- 
ences between  the  cost  of  the 
motor-generator  equipment  and 


the  step  down  transformer  equip- 


Fig.  s-  Series  Cutout.  Pothead  Type. 


ment  which  would  be  used  with  an  alternating  current  trans- 
mission system  at  equivalent  transmission  pressures. 

The  use  of  direct  current  in  the  series  transmission  sys- 
tem makes  possible  the  use  of  somewhat  less  insulating  ma- 
terial in  the  cable  system  for  a  given  working  voltage,  as  the 
maximum  pressure  at  the  peak  of  the  wave  is  40  per  cent 
higher  than  it  is  in  a  direct  current  system  at  the  same  effective 
pressure.  The  weight  of  copper  required  for  a  series  system 
working  at  the  same  effective  pressure  and  percentage  of  loss 
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as  a  three-phase  system  is  33  per  cent  greater,  since  the  three- 
phase  circuit  requires  but  75  per  cent  as  much  copper  as  an 
equivalent  single  phase  or  direct  current  circuit.  But  by 
increasing  the  pressure  in  the  series  direct  current  system, 
33  per  cent  the  total  weight  of  copper  and  thickness  of  in- 
sulation may  be  made  the  same  as  for  an  equivalent  three- 
phase  circuit.  The  series  circuit  has  the  further  advantage 
that  there  are  but  two  conductors  to  insulate  as  against  three 
in  the  three-phase  circuit. 

Series  transmission  is  obviously  not  so  well  suited  to  con- 
ditions where  it  is  desirable  to  take  off  branches  for  indus- 
trial power  consumers  or  for  smaller  towns,  as  is  alternating 
transmission. 

Multiple  Systems.  —  The  comparatively  large  unit  re- 
quired for  arc  lighting  rendered  it  unfit  for  interior  light- , 
ing  of  many  kinds  and  led  to  a  demand  for  a  "  subdivided  " 
form  of  light,  which  could  be  used  in  houses,  offices  and 
stores,  as  a  substitute  for  gas  and  oil  lamps.  The  high 
voltages  inherent  to  series  systems  made  them  unsafe  to 
Hfe  and  property,  and  suggested  the  desirability  of  a  multiple 
system  operating  at  a  voltage  low  enough  to  be  safe  and 
easy  to  handle,  and  yet  high  enough  to  be  commercially 
feasible. 

These  considerations  led  Thos.  A.  Edison  to  enter  upon  a 
long  and  most  thorough  search  for  materials  which  could  be 
made  into  an  incandescent  type  of  lamp.  His  untiring  zeal 
and  native  genius  finally  produced  incandescent  lamps  which 
would  burn  for  a  sufficient  length  of  time  to  be  considered 
commercially  practicable. 

Having  solved  the  problem  of  subdividing  the  electric  lamp, 
he  next  turned  his  attention  to  the  development  of  a  multiple 
system  of  distribution  by  which  it  could  be  made  available  to 
the  world.    This  involved  a  suitable  lamp  socket  and  base. 
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safety  fuse  cutouts  to  protect  from  short  circuits,  switches  of 
all  sizes,  generators,  motors,  and  various  wiring  fittings  none 
of  which  were  then  available. 

The  necessity  of  using  underground  construction  further 
required  the  development  of  the  "tube"  system  of  mains 
and  feeders,  together  with  junction  boxes  and  fittings. 

The  first  electric  central  station  for  incandescent  lighting 
in  America  was  put  into  operation  in  August,  1882,  at  Apple- 
ton,  Wisconsin.  This  was  followed  within  a  few  weeks  by 
the  first  station  of  the  Edison  Illuminating  Company  of  New 
York.  These  first  systems  were  operated  at  about  no  volts 
on  the  two-wire  plan.  Direct  current  was  used  because  of 
the  lack  of  knowledge  of  alternating-current  motors  and  trans- 
formers, and  the  ready  adaptability  of  the  direct-current 
motor  to  variable-speed  machinery. 

The~voItage  was-fixed  at  about  no  by  the  inherent  nature 
of  the  incandescent  lamp  filament,  which  in  the  early  stages  of 
the  art  could  not  be  made  to  give  16  candle  power  at  much  more 
than  no  volts  without  reducing  the  life  of  the  filament  below 
commercial  limits. 

The  excessive  cross-section  of  copper  used  to  dehver  elec- 
tricity in  the  quantities  demanded  and  at  the  distances  re- 
quired led  Edison  to  devise  his  three-wire  system.  This 
system  which  is  widely  used  at  present  is  based  on  the  oper- 
ation of  two  generators  in  series  with  a  third  wire  connected 
between  the  machines.  This  permitted  the  use  of  no-volt 
lamps  and  yet  gave  the  advantage  of  2  20- volt  distribution  when 
the  load  was  evenly  divided  on  the  opposite  sides  of  the  third 
or  neutral  wire.  Its  invention  permitted  a  saving  in  conductor 
copper  of  over  60  per  cent  and  doubled  the  radius  of  distribution. 

This  system  was  adopted  for  use  in  the  central^parts  of 
most  of  the  larger  American  cities  and  in  many  of  the  cities 
of  Europe,  and  was  designed  for  installation  underground, 
since  municipal  regulations  required  it  in  most  large  cities. 
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The  adaptability  of  the  direct-current  motor  to  elevator 
and  other  variable-speed  power  work,  and  the  possibility  of 
utilizing  the  storage  battery  as  a  reserve  in  case  of  emergency, 
have  made  it  desirable  to  retain  the  direct-current  systems  in 
the  central  parts  of  most  of  the  larger  cities  where  it  was 
originally  established. 

The  excessive  investment  required  to  extend  low  potential 
lines  into  the  parts  of  a  city  where  the  load  is  scattered  and 
the  necessity  of  establishing  several  generating  stations  in  the 
large  cities,  thus  increasing  the  cost  of  operation,  led  in- 
ventors to  turn  their  attention  to  the  development  of  alter- 
nating-current distributing  systems  by  which  higher  voltages 
could  be  used  with  transformers.  The  first  alternating- 
current  system  was  put  into  operation  at  Greenburg,  Penn- 
sylvania, in  1886,  by  the  Westinghouse  Company.  Thomson 
and  Houston  added  an  alternating-current  system  to  their  series 
arc  system  which  had  been  very  successful,  and  others  followed. 

These  systems  were  designed  to  operate  at  125  to  133  cycles, 
1 100  volts,  single-phase,  and  were  installed  in  medium-sized 
cities  where  the  direct  current  had  not  been  estabhshed,  or  in 
the  outlying  parts  of  those  cities  which  were  being  served  with 
direct  current  in  their  central  portions. 

As  these  systems  developed,  the  demand  for  power  service 
became  greater  and  the  plants  needed  a  day  load  to  make 
them  profitable.  The  single-phase  motor  was  not  satisfac- 
tory at  125  cycles  in  any  except  the  smaller  sizes,  and  the 
alternating-current  systems  were  greatly  handicapped  on  this 
account.  In  1888,  Tesla  brought  out  his  polyphase  system,  in 
which  two,  three  or  more  single-phase  circuits  were  arranged 
to  operate  with  a  definite  phase  displacement  between  them. 
This  permitted  the  use  of  a  simple  form  of  seK-starting 
motor  which  could  be  made  in  any  desired  size.  Being  of  a 
rugged  character  its  Maintenance  was  less  expensive  than  that 
of  the  direct-current  and  other  commutator  types  of  motors. 
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The  Tesla  system  was  introduced  in  America  by  Westing- 
house.  His  engineers  selected  the  two-phase  system  as  being 
the  best  suited  to  general  distribution  work,  chiefly  because  the 
problem  of  balancing  two  phases  in  a  small  system  presented 
the  fewest  difiiculties. 

Experience  had  previously  demonstrated  that  iioo  volts 
was  too  low  for  satisfactory  service  in  the  larger  systems  and 
2200  volts  was  therefore  made  standard. 

The  design  of  polyphase  motors  was  found  to  be  much 
more  satisfactory  at  60  cycles  than  at  125,  and  this  was  true 
of  arc  lamps  and  other  apparatus  having  coil  windings.  The 
two-phase  system  was  therefore  developed  for  2200  volts 
and  60-cycle  operation. 

The  three-phase  system  was  used  at  first  only  in  the  trans- 
mission of  large  amounts  of  power  at  higher  voltages  than 
were  used  in  distribution  work. 

Where  two^phase  generators  constituted  the  source  of 
supply  the  energy  was  transformed  into  three-phase  for 
the  purpose  of  transmission  by  a  special  method  of  con- 
nections devised  by  Charles  F.  Scott  of  the  Westinghouse 
Company. 

Later  the  three-phase  system  was  made  more  generally 
available  and  was  adopted  for  distribution  in  some  of  the 
larger  cities  where  the  problem  of  balancing  was  not  difficult 
because  of  the  larger  loads  involved.  Thus  it  came  about 
that  both  two-phase  and  three-phase  distribution  systems 
are  in  use  in  the  larger  American  cities. 

The  value  of  three-phase  transmission  for  large  amounts 
of  energy  was  soon  recognized  by  the  engineers  of  the  larger 
direct-current  systems,  who  were  in  need  of  some  means  of 
consolidating  numerous  small  steam  plants  into  one  or  two 
large  generating  stations,  to  reduce  the  cost  of  production. 
This  was  accomplished  by  the  introduction  of  rotary  con- 
verter substations  receiving  high-tension  three-phase  energy 
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and  converting  it  to  direct  current  at  iia-120  volts  for  dis- 
tribution. 

The  first  American  installation  of  this  character  was  de- 
signed by  Louis  A.  Ferguson  and  was  put  into  operation 
in  Chicago  in  the  year  1897.  It  was  operated  at  2250  volts, 
and  25-cycles,  three  phase,  and  carried  a  load  of  about  200 
k.w.  permitting  a  steam  plant  to  be  shut  down  except  during 
the  heavy  load  period  in  the  evening. 

This  was  very  shortly  raised  to  4500  volts  and  later  to 
9000  volts  as  the  system  was  extended. 

The  25-cycle  frequency  was  adopted  because  of  the  more 
satisfactory  operation  of  synchronous  converters  at  the  lower 
frequencies,  and  this  became  standard  for  systems  where  the 
larger  part  of  the  energy  was  converted  to  direct  current  for 
distribution. 

It  was  too  low,  however,  for  use  with  arc  and  incandescent 
lamps  directly  and  the  adoption  of  60-cycles  as  a  standard  fre- 
quency for  alternating-current  distribution  rendered  it  neces- 
sary to  provide  motor  generator  sets  as  the  converting  medium 
where  alternating  current  supply  was  derived  from  a  25-cycle 
transmission  system. 

These  frequency  changer  sub-stations  were  later  supple- 
mented in  some  of  the  larger  cities  by  transformers  supplied 
from  a  separate  60-cycle  generating  system.  The  lower 
efficiency  and  higher  first  cost  of  frequency  changing  sets 
as  compared  with  transformers  made  it  desirable  to  establish 
separate  generating  and  transmission  systems  for  the  60-cycle 
supply  as  soon  as  the  60-cycle  portion  of  the  load  became 
large  enough  to  justify  an  economical  size  of  generating  unit. 

Various  transmission  voltages  were  adopted,  6600  being 
used  in  New  York,  9000  in  Chicago  and  13,200  in  some  of  the 
other  large  cities.  In  Boston,  Chicago  and  other  cities  volt- 
ages of  2o,coo  and  upward  were  later  adopted  for  use  in 
transmission  to  suburban  districts.    As  a  result  of  this  grad- 
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ual  development  several  systems  of  distribution  are  found  in 
general  use  in  American  cities,  the  advantages  and  disadvan- 
tages of  which  will  be  considered. 


Single-Phase.  —  This  is  a  two-wire  system  and  therefore 
the  simplest  to  install  and  maintain  of  the  alternating-current 
systems.     When  used  for  distribution  in  cities  it  is  commonly 
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Fig.  6.     Single-phase  Feeder. 

operated  at  2200  volts  and  60  cycles,  though  some  of  the 
early  iioo-volt,   125-cycle  systems  are  still  in  operation. 

The  investment  required  for  feeder  copper  is  33  per  cent 
more  than  for  a  three-phase  feeder,  other  things  being  equal. 
This  is  true  of  the  distributing  mains  only  where  there  is  a 
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high  load  density,  that  is,  where  the  load  is  sufficient  to  re- 
quire the  use  of  primary  mains  larger  than  No.  6  A.W.G. 
The  mains  must  be  of  a  minimum  size  for  mechanical  strength 
(usually  No.  6  or  No.  4)  and  in  scattered  districts,  the  third 
wire  required  for  a  three-phase  system  adds  50  per  cent  to  the 
cost  of  copper  if  three  wire  or  100  per  cent  if  four  wire  with- 
out a  commensurate  gain  in  efficiency  of  distribution. 

The  use  of  single-phase  distribution  in  such  districts  is  also 
most  economical  from  the  standpoint  of  transformer  invest- 
ment. The  division  of  a  scattered  lighting  load  between 
three  phases  decreases  the  average  size  of  transformers,  thus 
increasing  the  investment  and  iron  losses. 

It  is  therefore  usual  to  retain  the  advantages  of  single-phase 
distribution  in  polyphase  systems  by  making  the  branches 
which  supply  no  large  power,  single-phase. 

The  chief  limitation  of  single-phase  distribution  as  applied 
to  all  purposes  is  that  single-phase  motors  are  much  more  com- 
plicated and  expensive  than  polyphase  motors  and  their  use 
is  limited  to  the  smaller  sizes.  A  single-phase  feeder  is  shown 
in  Fig.  6. 

Two-phase  Systems.  —  In  two-phase  systems  the  gener- 
ator deHvers  two  separate  currents,  one  of  which  is  a  quarter 
cycle  behind  the  other.  Hence  the  name  quarter-phase  is 
sometimes  applied  to  these  systems. 

When  the  two  parts  of  the  system  are  operated  electrically 
separated  from  each  other,  four  wires  are  required.  Under 
these  conditions  the  circuits  are  virtually  single-phase  as  far 
as  their  capacity  for  the  transmission  of  energy  is  concerned. 
Where  used  to  supply  the  windings  of  a  two-phase  motor 
through  suitable  transformers,  the  displaced  phase  produces  a 
torque  which  makes  the  motor  self-starting  without  special 
commutation  or  split  phase  coils,  such  as  are  necessary  with 
single-phase  motors. 
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Where  used  for  general  lighting  and  power  distribution, 
the  lighting  taps  are  made  single-phase  and  balanced  on  the 
two  phases  with  approximate  equahty.  The  four  wires  are 
carried  along  the  principal  thoroughfares  and  in  such  other 
places  as  the  demand  for  large  power  service  requires.  Con- 
sumers using  less  than  5  horse  power  are  usually  required  to 
provide  single-phase  motors,  on  account  of  the  extra  cost 
of  transformers  and  line  wire  required  for  small  two-phase 
service. 

With  inductive  loads  the  drop  on  the  two, phases  is  not 
symmetrical  and  this  tends  to  produce  an  unbalanced  pres- 
sure condition  on  motor  circuits. 

The  two-phase  system  requires  but  two  transformers  for 
power  service.  In  this  respect  it  has  an  advantage  over  the 
three-phase  system.  Where  the  amount  of  power  served  is 
less  than  25  to  30  horse  power,  two  transformers  may  be  used 
in  either  the  two-phase  or  the  three-phase  system,  but  in 
larger  installations,  there  is  a  saving  in  transformer  invest- 
ment in  two-phase  installations  due  to  the  average  size  of 
units  being  larger  and  to  the  ability  to  adjust  transformer 
capacity  to  maximum  demand  somewhat  more  closely. 
Thus  in  a  two-phase  installation,  a  demand  of  85  kv-a.  could 
be  taken  care  of  by  2-40  kv-a.  units  while  in  three-phase 
work,  this  load  would  ordinarily  require  3-30  kv-a.  units,  cost- 
ing about  20  per  cent  more  than  the  two-phase  installation. 

One  method  of  arrangement  of  a  four-wire  two-phase  feeder 
supplying  a  mixed  light  and  power  load  is  shown  in  Fig.  7. 
Where  two  terminals  of  a  two-phase  generator  are  connected 
together,  as  shown  in  Fig.  8,  two  of  the  four  wires  may  be 
combined  in  one  neutral  wire  and  the  feeder  and  main  system 
reduced  to  a  three-wire  basis. 

The  neutral  wire  in  such  a  system  carries  the  resultant  of 
the  current  in  the  two  phases,  which  is  41.4  per  cent  more 
than  that  in  the  phase  wires.    That  is,  in  a  feeder  carrying 
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Fig.  7.    Two-phase  Four-wire  Feeder. 

100  amperes  on  each  phase  wire  the  neutral  wire  carries 
14 1. 4  amperes.  If  the  same  size  of  wire  is  used  on  each  pole 
of  the  circuit,  the  energy  loss  is  the  same  as  it  is  in  a  four- 
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wire  two-phase  feeder  under  the  same  conditions.  There 
being  but  three  wires  it  is  evident  that  only  75  per  cent  as 
much  copper  is  required  for  the  three-wire  system  as  for  a 
four-wire  two-phase  system  under  equivalent  conditions. 
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Fig.  8.    Three-wire  Two-phase  System. 

In  cases  where  feeders  are  so  short  that  they  are  loaded  up 
to  the  current  carrying  capacity  of  the  wires,  it  is  desirable  to 
use  a  larger  conductor  on  the  neutral.  In  such  cases  the  saving 
in  copper  is  not  more  than  10  to  15  per  cent. 

In  the  primary  distributing  mains  where,  for  mechanical 
reasons,  no  wire  smaller  than  No.  6  should  be  used,  a  saving 
of  25  per  cent  is  generally  realized. 

With  four-wire  two-phase  systems,  it  is  usual  to  step  up 
the  voltage  for  any  transmission  of  large  amounts  of  energy 
by  two  transformers  connected  by  the  "Scott  connection." 
(See  Chapter  VII.)  This  produces  three-phase  currents  on 
the  high  voltage  side,  permitting  the  transmission  to  be  made 
on  the  more  economical  three-phase  system.  The  reverse 
arrangement  is  used  at  the  remote  end  of  the  Hne  when  there 
is  a  light  and  power  load  to  be  distributed  by  two-phase 
currents. 


Three-phase  Systems.  —  Such  systems  are  operated  from 
generators  having  three  sets  of  windings  in  their  armatures, 
which  are  so  placed  that  they  deliver  three  equal  voltage  waves 
which  are  a  third  of  a  cycle  apart.    When  these  three  wind- 
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ings  are  connected  in  series  to  form  a  closed  ring  the  sum  of 
the  electromotive  forces  is  always  zero  and  no  current  flows  in 
the  ring. 

When  three  wires  are  connected  at  the  junctions  between 
adjacent  coils  they  constitute  a  three-wire  three-phase  circuit 
which  is  said  to  be  delta  connected.     See  Fig.  9  (.4). 

When  the  windings  of  the  generator  are  so  connected  that 
the  three  corresponding  terminals  of  the  coils  are  joined  to- 
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Fig.  9.     Delta  and  Star  Connections. 

gether,  as  in  Fig.  9  (B),  the  line  wires  are  connected  to  the 
other  three  terminals  and  to  the  common  or  neutral  point,  mak- 
ing a  four-wire  circuit  which  is  said  to  be  Y  or  star  connected. 
With  a  balanced  load  the  fourth  wire  is  not  needed  and  a  three- 
wire  circuit  may  be  used  for  motor  loads  even  though  it  is 
suppUed  from  a  star  connected  source. 

For  general  distribution  purposes,  the  three-wire  system  is 
best  adapted  to  use  in  the  smaller  cities  where  distances  are 
not  greater  than  can  be  properly  covered  at  2200  volts' and 
where  feeder  loads  are  under  about  500  k.w. 

The  four-wire  system  is  normally  operated  at  2300  volts 
from  phase  wire  to  neutral  with  4000  volts  between  phase 
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wires.  This  is  more  economical  where  the  load  is  denser, 
feeder  loads  are  heavier,  and  distances  of  transmission  to  out- 
lying suburbs  are  greater,  as  is  the  case  in  the  larger  cities. 

Three-wire  distribution  requires  but  three  wires  for  the 
distributing  mains  while  four  wires  are  required  in  the  four- 
wire  system  in  places  where  power  consumers  requiring  25 
horse  power  and  upward  are  served.  Three  wires  are  suffi-. 
cient  in  either  system  for  power  installations  under  25 
horse  power  as  they  can  be  served  by  two  transformers  in 
either  case  by  the  scheme  of  connections  illustrated  in  Chapter 
VII.  The  cost  of  the  extra  conductor  in  the  four-wire  main 
system  may  largely  offset  the  saving  in  feeder  copper  except 
where  feeders  are  more  than  two  miles  long  or  where  the  load 
is  so  dense  that  the  feeders  are  numerous  and  the  mains  do 
not  extend  over  a  very  large  area. 

This  appHes  chiefly  to  districts  where  there  is  so  general 
use  of  power  that  all  phases  must  be  carried  on  the  majority 
of  the  streets.  In  residence  districts  where  the  load  is  chiefly 
single-phase,  it  is  usual  to  use  two- wire  mains,  balancing  them 
on  the  three  phases  as  nearly  as  is  practicable.  In  some  cities 
this  has  been  carried  to  the  feeder  system  by  putting  all  light- 
ing on  one  phase  and  running  on'y  a  smaller  third  wire  for 
such  three-phase  wire  service  as  may  happen  to  fall  within 
the  area  served  by  the  lighting  feeder.  This  makes  the 
lighting  feeder  virtually  single-phase,  and  has  the  advantage 
that  pressure  regulation  may  be  made  somewhat  simpler  as 
only  one  regulator  is  required. 

Where  lighting  is  carried  on  each  phase  with  potential 
regulators  in  each  wire,  the  regulation  of  the  pressure  on  the 
different  phases  is  somewhat  complicated  when  the  load 
changes  more  rapidly  on  one  phase  than  on  the  others. 

This  may  be  seen  by  reference  to  Fig.  10  showing  the  pha.se 
relation  of  current  and  pressure  in  a  three-wire  three-phase 
circuit.    The  lines  AB,  BC,  and  CA  represent  the  line  pres-. 
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sure.  The  lines  AR,BS,  and  CT  represent  the  resistance  drop 
in  the  Hne  wires  with  balanced  load.  AU  and  CV  represent 
the  drop  in  the  A  and  C  wires  where  the^Cyl  phase  lias  twice 
as  much  load  on  it  as  the  other  two  phases.     The  pressure 


Fig.  lo.     Drop  on  Three-phase  Circuit. 

coil  of  the  regulator  in  the  A  wire  is  connected  across  the  CA 
phase,  and  it  therefore  adds  pressure  to  the  C  phase  along 
the  Hne  AW.  The  regulator  in  the  C  wire,  drawing  pressure 
from  the  BC  phase,  adds  pressure  along  the  Une  CX.  Thus 
both  of  these  regulators  affect  the  pressure  between  the  C  and 
A  wires.  With  a  change  in  load  which  occurs  on  one  phase, 
the  regulators  in  both  C  and  A  wires  must  be  operated  to 
compensate  for  the  additional  drop  in  that  phase.  With 
hand  regulation,  close  attention  by  the  operator  is  required 
while  the  load  is  coming  on  in  the  evening.  With  automatic 
regulation  and  suitable  compensating  devices,  however,  this 
difficulty  is  not  a  serious  one,  and  there  are  several  cities  of 
over  100,000  population  in  which  the  three-wire  three-phase 
system  is  employed. 
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A  typical  arrangement  of  a  three-wire  three-phase  feeder 
with  single  phase  branches  in  a  portion  of  the  district  served 
is  shown  in  Fig.  11. 

A  desirable  method  of  operating  this  system  in  residence  sec- 
tions is  to  carry  all  the  lighting  on  one  phase  of  a  feeder  with 
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Fig.  1 1 .     Three-phase  Three-wire  Feeder, 
a  smaller  third  wire  carried  only  to  such  points  as  require  it  for 
power  users. 

This  plan  permits  the  use  of  a  single  potential  regulator 
on  each  lighting  feeder,  which  permits  of  accurate  regula- 
tion of  pressure  and  reduces  the  disturbance  due  to  power 
load  to  a  minimum. 

The  four-wire  three-phase  system  has  several  advantages 
over  the  three-wire  system,  and  has  been  adopted  in  most 
of  the  larger  American  cities  which  have  remodeled  their 
early  equipment  or  developed  new  systems  since  the  year 
1900.    The  first  large  four-wire  system  was  adopted  for  the 
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outlying  parts  of  Chicago  in  1898,  and  that  system  is  one  of 
the  largest  of  its  kind  in  existence.  A  large  suburban  terri- 
tory around  Boston  is  served  by  the  four-wire  system,  and 
it  is  in  use  in  Cincinnati,  Baltimore  and  some  other  smaller 
American  cities. 

The  chief  point  of  superiority  in  this  system  is  that  the  trans- 
mission is  effected  at  3800  to  4000  volts,  which  increases 
the  range  of  distribution  to  nearly  twice  that  of  the  2200- 
volt  system.  The  pressure  from  either  phase  wire  to  neutral 
being  2200  volts,  standard  2200-volt  transformers  are  used  for 
both  light  and  power  service. 

The  lighting  branches  are  made  single-phase  as  in  other 
polyphase  systems,  but  the  importance  of  a  careful  balance 
of  load  on  the  feeder  is  reduced  very  greatly,  as  the  neutral 
wire  carries  the  unbalanced  current  and  it  is  quite  feasible  to 
regulate  pressure  on  all  phases  satisfactorily  regardless  of 
balance.  In  fact,  one  method  of  developing  a  four-wire 
feeder  system  consists  in  starting  with  a  regulator  on  but 
one  phase,  all  lighting  being  on  that  phase.  As  more  lighting 
load  is  added  another  phase  is  equipped  with  a  regulator 
and  finally  the  third  regulator  is  added.  Such  a  method 
is  quite  satisfactory  when  a  line-drop  compensator  is  in- 
stalled in  the  neutral  wire,  as  well  as  in  the  phase  wire. 

When  the  area  to  be  served  is  so  large  that  it  is  not  pos- 
sible to  distribute  all  the  lighting  load  of  a  four-wire  feeder 
from  one  point  without  too  much  drop  in  the  No.  6  primary 
main,  some  of  the  principal  mains  may  be  made  larger, 
or  the  territory  may  be  so  divided  that  all  lighting  in  one 
district  is  on  one  phase  and  that  in  the  other  districts  on 
other  phases.  Two  of  the  heavy  feeder  conductors  are  then 
run  to  the  center  of  the  lighting  district,  thus  shortening 
the  mains  and  permitting  each  phase  to  be  regulated  for  the 
drop  on  the  feeder  and  mains  on  that  phase.  Such  an  ar- 
rangement of  a  four- wire  feeder  is  shown  in  Fig.  12. 
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The  neutral  wire  in  this  system  naturally  runs  near  earth 
potential  and  is  therefore  usually  grounded  at  the  generating 
station.  This  makes  it  necessary  to  look  after  the  insulation 
of  lightning-arrester  cases,  cables  at  points  where  they  join 
overhead  wires,  fuse  boxes  and  other  fittings  somewhat 
more  carefully  than  in  other  systems.     It  is  also  necessary 
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.^^  FOUR  WIRE  THREE  PHASE  MAIN 

Fig.  12.     Four-wire  Three-phase  Feeder. 

to  exercise  more  care  in  working  on  lines  where  there  are 
two  or  more  phases  present,  since  the  difference  of  potential 
between  phases  is  about  3800  volts  and  that  to  ground  is 
2200  volts  normally. 

This  system  requires  one-third  the  copper  in  the  feeders 
which  is  required  for  a  single-  or  two-phase  system  at  2200 
volts,  or  44.4  per  cent  of  that  required  for  a  three-wire  three- 
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phase  system  at  2200  volts  under  equivalent  conditions. 
This  saving  is  somewhat  offset  by  the  increased  cost  of  four- 
wire  mains  as  compared  with  two-  or  three-wire  mains. 

The  smaller  three-phase  power  users  up  to  25-horsepower 
may  be  suppUed  from  two  transformers  with  open  delta-con- 
nected secondaries  as  in  the  three-wire  system. 

The  supply  of  power  service  in  manufacturing  districts 
is  sometimes  accomplished  by  the  use  of  separate  power  feed- 
ers, the  lighting  being  carried  on  other  circuits.  The  use 
of  separate  power  circuits  tends  to  produce  a  duplicate  dis- 
tributing system  and  requires  increased  feeder  capacity  on 
account  of  the  lower  power  factor,  while  with  combined  ser- 
vice, the  hghting  tends  to  keep  the  power  factor  up.  The 
diversity  of  demand  between  power  and  lighting  loads  also 
makes  possible  a  considerable  saving  in  feeder  capacity  where 
the  lighting  load  in  a  given  district  is  of  the  same  order  of 
magnitude  as  the  power  load. 

Thus  the  policy  of  a  combined  feeder  system  is  prefer- 
able from  the  standpoint  of  both  feeder  and  main  investment, 
in  most  cases. 

With  modern  pressure  regulating  apparatus,  there  are  not 
many  situations  where  the  Ughting  service  carmot  be  made 
what  it  should  be,  when  lighting  and  power  is  served  from  the 
same  primary  mains. 

Arrangement  of  Primary  Mains. — The  primary  main  system 
cannot  be  interconnected  as  are  the  mains  in  a  low-tension 
system,  because  it  is  impracticable  to  provide  fuse  protec- 
tion which  will  isolate  a  section  of  main  which  is  in  trouble 
without  simultaneously  blowing  other  fuses  through  which 
the  energy  is  supplied.  Thus  the  primary  system  loses 
the  advantage  of  parallel  feeding,  and  the  feeder  end  must 
be  located  as  nearly  as  possible  to  the  electrical  center  of  the 
district  which  it  serves,  thus  forming  a  center  of  distribution 
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with  radial  mains.  These  centers  of  distribution  should  be 
chosen  so  that  the  drop  on  the  primary  main  will  average 
about  2  per  cent  from  feeder  end  to. transformers.  The  limit 
is  not  always  commercially  feasible,  however,  in  the  case  of 
lines  to  outlying  districts. 

In  cases  where  a  feeder  follows  a  main  thoroughfare  along 
which  most  of  the  load  is  located,  and  the  side  branches  are 
short,  the  "tree"  system  sometimes  is  used,  as  in  Fig.  13. 
This  tends  to  give  high  pressure  at  the  near 
end  and  low  pressure  at  the  far  end  but 
saves  the  cost  of  a  "back  feed  "  main. 

The  center  of  distribution  plan  of 
arranging  primary  mains  is  quite  com- 
monly used  in  the  larger  systems.  In 
this  plan  the  feeder  is  terminated  at  a 
point  near  the  electrical  center  of  the 
district  which  it  serves,  and  branches  are 
radiated  in  as  many  directions  from  this 
point  as  there  are  routes  available,  usually 
3  to  4.  In  this  manner  the  mains  sup- 
plying service  nearer  the  source  are  given 
the  same  pressure  regulation  as  others 
which  are  served  by  the  feeder  under 
similar  conditions  of  load  and  distance 
from  the  center. 

By  this  plan  the  pressure  may  be  regulated  to  maintain 
the  correct  value  at  the  center  of  distribution  at  all  loads 
and  the  range  of  pressure  variation  between  no  load  and 
full  load  is  a  minimum.  It  is  preferable,  in  most  cases,  not  to 
use  the  tree  system,  since  the  pressure  on  the  service  near  the 
source  is  higher  than  that  farther  away.  The  tree  system 
is  only  suitable  where  the  district  served  is  so  small  that  the 
drop  at  full  load  between  the  point  where  the  first  tap  is 
taken   off,   to   the  end  of  the   trunk  is  within  permissible 
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Fig.  13.     Tree  System. 
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limits,  say  2  to  3  per  cent.  This  condition  is  often  found  in 
serving  business  sections  where  load  densities  are  high  and 
distances  therefore  short. 

In  scattered  residence  sections  during  the  development 
period  and  in  suburban  distribution  there  are  groups  of 
consumers  whose  demand  is  not  sufficient  to  require  a  sepa- 
rate feeder.     In  such  cases  it  is  desirable  to  use  two  centers 
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Fig.  14.     Centers  of  Distribution. 


of  distribution  or  the  scattered  portion  of  the  feeder  may 
be  treated  as  a  tree  system.  These  cases  are  shown  in  Fig. 
14,  one  feeder  having  double  centers  of  distribution  and  the 
other  supplying  all  the  load  from  one  center,  the  mains  being 
on  the  tree  system. 

In  three-phase,  four-wire  systems  a  modified  form  of  the 
center  of  distribution  plan  may  be  used,  as  shown  in  Fig.  12. 
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The  center  of  distribution  of  each  phase  is  located  with 
reference  to  the  electrical  center  of  the  single-phase  load 
carried  by  that  phase.  Since  each  phase  can  be  regulated 
for  pressure  separately,  this  gives  a  good  distribution  in 
scattered  districts,  and  permits  feeders  to  be  loaded  more 
heavily  than  is  possible  when  the  load  is  distributed  from 
a  single  center.  In  the  denser  business  districts  it  is  pos- 
sible to  pick  up  enough  load  for  a  feeder  within  a  small 
radius,  and  a  single  center  is  adequate. 

The  separate  centers  of  distribution  can  be  used  in  two- 
phase  systems  but  do  not  work  out  well  for  three- wire,  three- 
phase  circuits,  since  the  line  drop  compensators  cannot  be 
set  to  take  care  of  drop  in  the  single-phase  branch  after  it 
leaves  the  other  phases. 

Emergency  Switching  Points.  —  One  of  the  chief  operating 
advantages  of  the  center  of  distribution  plan  of  arranging 
a  feeder  is  that  in  an  emergency,  the  principal  mains  having 
the  center  of  distribution  may  be  equipped  with  suitable 
disconnecting  devices  by  which  they  may  be  cut  off  with  a 
minimum  of  time  spent  in  travel.  With  each  principal 
main  thus  equipped,  the  repair  man  may  readily  determine 
which  branch  of  the  circuit  is  in  trouble. 

Where  portions  of  the  primary  system  are  underground 
and  where  mains  of  adjacent  feeders  come  together,  it  is  im- 
portant that  there  be  suitable  facihties  by  which  the  mains 
of  the  two  circuits  may  be  joined  together  in  emergencies. 
Cable  repairs  require  a  considerable  time  and  emergency 
connections  must  be  provided  in  sufficient  number  to 
permit  the  minimum  interruption  of  service.  Emergency 
switching  points  are  also  necessary  as  a  means  of  putting 
sections  of  cable  out  of  service  while  new  cable  taps  are  being 
cut  in.  The  safety  of  Hnemen  and  continuity  of  service 
largely  depend  upon  the  facihty  with  which  sections  of  the 
primary  main  system  may  be  controlled. 
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An  arrangement  of  two  adjacent  feeders  with  mixed  un- 
derground and  overhead  lines  provided  with  facilities  for 
emergency  switching  appears  in  Fig.  15.  This  is  arranged  so 
that  in  case  of  the  failure  of  any  section  of  cable  main,  the 
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resumed  as  soon 
as  the  potheads 
on  the  cable 
poles  connected 
to  the  main  can 
be  opened  and 
the  emergency 
connection  be- 
tween the  over- 
head branches 
of  the  adjoining 
circuit  closed. 
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Fig.  15.    Emergency  Disconnectives. 


Direct-cur- 
rent Systems. 
— ^Direct-current 
systems  are  two-wire  at  550  volts,  or  three-wire  at  110-220 
or  220-440  volts.  Two-wire,  5  50- volt  power  systems,  which 
were  established  before  polyphase  systems  were  available, 
still  survive  in  some  American  cities,  partly  because  the 
general  distribution  is  carried  out  by  alternating  current  and 
partly  because  it  would  be  a  matter  of  much  expense  to 
abandon  the  system  and  exchange  all  the  direct-current 
motors  for  others  suited  to  the  alternating-current  system. 

This  voltage  is  high  enough  to  permit  economical  distrib- 
ution in  medium-sized  cities  and  the  savings  to  be  effected 
by  a  change  are  chiefly  those  incidental  to  the  ehmination 
of  a  separate  set  of  lines  paralleling  the  main  lighting 
system. 
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Direct  current  at  220-440  volts  on  the  three-wire  system 
is  distributed  in  a  few  medium-sized  American  cities.  The 
saving  in  copper  over  a  110-220- volt,  three-wire  system 
hardly  compensates  for  the  loss  in  adaptability  to  high- 
efficiency  lamps,  fans,  heating  appliances  and  similar  devices. 

The  three-wire  system  at  110-220  volts  (approximate)  is 
the  one  in  most  general  use.  The  Edison  systems  established 
in  the  large  American  cities  between  1882  and  1890  are  for 
the  most  part  still  continued  in  the  central  portions  of  those 
cities,  their  growth  having  followed  the  development  of  the 
commercial  and  manufacturing  interests  very  closely.  In 
the  larger  cities  the  direct  current  is  now  derived  chiefly 
from  synchronous  converters,  the  direct-current  generating 
machinery  having  been  replaced  by  more  modern  alternat- 
ing-current units  or  held  in  reserve  for  use  during  the  max- 
imum-load period  of  the  winter  months. 

The  scattered  mains  originally  laid  have  grown  to  heavy 
networks  with  feeders  supplying  them  at  frequent  intervals 
and  service  connections  into  almost  every  building. 

The  direct-current  system  is  maintained  for  the  most  im- 
portant service  because  of  the  demand  for  variable-speed 
motors  above  referred  to,  and  because  of  the  availability  of 
the  storage  battery  as  a  reserve. 

With  storage  batteries  located  at  important  points  on  the 
system,  the  interruption  of  service  to  a  converter  substation 
may  occur  with  little  or  no  interruption  to  the  direct-current 
service.  In  case  of  a  general  interruption  affecting  several  sub- 
stations partial  service  may  be  maintained  for  a  sufficient 
time  to  permit  converters  to  be  synchronized  and  gotten 
into  operation  again.  There  are  several  large  direct-current 
networks  in  America  which  have  not  suffered  a  general  shut- 
down during  ten  years  or  more. 

The  mains  from  which  service  is  taken  in  the  underground 
portions  of  direct-current  networks  are  rarely  smaller  than 
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No.  o  or  larger  than  1,000,000  cm.  In  the  heavily  loaded 
districts  350,000  to  750,000  mains  are  commonly  found.  The 
feeders  vary  from  4/0  to  2,000,000  cm.  The  common  sizes 
in  the  denser  parts  are  750,000  to  1,500,000  cm.  The  net- 
work is  joined  at  street  intersections  through  fused  junction 
boxes.  The  main  in  each  block,  therefore,  has  a  double  feed, 
which  enables  it  to  carry  a  heavy  load  at  any  point  more 
satisfactory  than  if  there  were  no  network  arrangement. 
This  also  assists  in  maintaining  continuous  service,  as  the 
melting  of  a  fuse  at  either  end  may  merely  drop  the  pressure 
without  blowing  the  fuse  at  the  other  end.  In  case  of  a 
burnout  of  a  main  the  fuses  at  both  ends  are  usually  blown, 
thus  isolating  the  section  and  preventing  the  extension  of 
the  trouble  to  other  blocks. 

Combination  of  Systems.  —  A  combination  of  alternating 
with  direct  current,  or  of  two  alternating  systems,  at  different 
frequencies  is  usually  found  in  the  larger  cities. 

Direct-current  systems  are  supplied  by  converting  from 
alternating  current,  in  many  cases,  and  60-cycle  systems  are 
supplied  in  part  from  a  25-cycle  source  of  energy.  When  the 
generating  system  is  operated  at  60  cycles  the  direct-current 
service  is  derived  through  motor  generators,  as  in  the  Boston 
and  Philadelphia  systems.  Where  25-cycle  energy  is  gener- 
ated the  direct-current  supply  is  derived  through  synchronous 
converters.  In  recent  years  synchronous  converters  have 
been  successfully  introduced  into  60-cycle  system  instead  of 
motor-generators . 

The  superior  economy  of  the  synchronous  converter  as 
compared  with  the  motor  generator  outweighs  its  lack  of 
stability.  Where  the  larger  part  of  the  load  generated  is 
distributed  in  the  form  of  direct  currents,  as  in  cities  like  New 
York  and  Chicago,  synchronous  converters  are  therefore  used 
in  preference  to  motor  generators. 
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The  portion  of  the  load  which  is  distributed  as  alternating 
current  in  such  cities  must  be  generated  by  separate  6o-cycle 
steam-driven  generators  or  by  25-cycle  motor-driven  gener- 
ators, since  2S-cycle  current  is  not  well  adapted  to  general 
lightmg  and  power  purposes  and  is  not  as  salable  as  60-cycle 
electricity. 

When  the  load  distributed  at  60  cycles  forms  a  considerable 
part  of  the  whole,  electricity  is  preferably  generated  at  this 
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Fig.  16.     Low  Tension  Network. 


frequency  and  the  portion  required  in  the  form  of  direct  current 
is  secured  through  motor  generators.  The  selection  of  the 
transmission  frequency  is  therefore  usually  governed  by  the 
relative  amount  of  direct-  and  alternating-current  load  which 
is  to  be  distributed.  A  typical  arrangement  of  substations 
and  direct-current  network  is  illustrated  in  diagrammatic  form 
in  Fig.  16. 


CHAPTER  II. 
TRANSMISSION   SYSTEMS. 

The  transmission  of  energy  in  large  quantities  is  necessi- 
tated by  three  general  conditions:  (a)  the  presence  of  water 
power  at  a  point  remote  from  the  power  market;  (b)  the  pres- 
ence of  a  group  of  distributing  substations  in  a  large  center 
of  population  and  (c)  the  existence  of  a  group  of  towns  and 
cities  separated  by  distances  greater  than  those  separating 
city  substations  but  yet  within  economical  reach  of  a  central 
point  at  which  a  power  station  may  be  located. 

In  the  first  case,  the  transmission  line  is  the  connecting 
Hnk  between  the  source  of  cheap  power  and  the  market  where 
it  may  be  consumed.  The  transmission  is  usually  a  through 
service  without  intermediate  stations  and  involves  very  high 
voltages,  steel  tower  lines,  and  a  multitude  of  special  problems 
which  place  its  consideration  beyond  the  scope  of  this  treatise. 

The  second  case,  that  of  urban  transmission  cables  connect- 
ing a  group  of  substations  in  a  densely  populated  district, 
is  one"  common  to  aU  larger  cities  and  wiU  be  considered  ir_ 
detail. 

The  third  condition,  that  of  district  supply,  is  one  which 
is  being  rapidly  extended  and  is  still  in  an  evolutionary 
period. 

These  transmission  systems  connecting  many  towns  and 
villages,  in  fact  constitute  a  high  tension  distributing  system 
with  many  problems  pecuUar  to  themselves. 

All  of  these  types  of  transmission  lines  are  operated  by  three- 
phase  currents  at  voltages  and  frequencies  established  by  the 
conditions  existing  at  various  periods  of  development. 
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Voltage.  —  In  general,  the  voltage  selected  for  a  transmission 
system  should  be  such  that  energy  can  be  dehvered  without 
excessive  loss  at  the  most  remote  parts  of  the  territory  sup- 
plied. The  "  rule  of  thumb  "  of  1000  volts  per  mile,  which  is 
often  used  as  a  guide,  is  based  upon  the  fact  that  at  tliis 
voltage,  with  copper  conductors,  a  current  density  of  one 
ampere  per  1000  circular  mils  gives  a  loss  of  about  10  per  cent. 
Thus  the  line  carries  approximately  its  rated  safe  current  at 
a  loss  of  10  per  cent.  In  the  case  of  the  very  large  cities 
where  Hnes  are  called  upon  to  carry  5000  to  10,000  kw.  or 
more,  to  a  single  substation,  this  rule  gives  voltages  which 
are  too  low  for  the  most  economical  investment  in  cable. 
The  adoption  of  6600  volts  in  some  of  the  large  systems  dur- 
ing the  earlier  years  of  development  necessitated  the  use  of 
excessively  large  cable  sections  in  later  years.  Other  systems 
which  adopted  12,000,  13,200  and  20,000  volts  later  have  been 
constructed  much  more  economically  because  of  the  develop- 
ment of  apparatus  and  cable  which  permitted  the  adoption 
of  these  higher  pressures. 

On  the  other  hand,  with  district  supply  systems  spreading 
over  wide  areas  in  which  load  densities  are  very  light,  the 
adoption  of  voltages  less  than  1000  volts  per  mile  is  sometimes 
possible.  These  hnes  are  chiefly  overhead  and  are  operated 
at  20,000, 33,000  or  40,000  volts  (nominal) .  At  these  pressures, 
cities  and  towns  with  loads  of  50  to  500  kw.  may  be  carried, 
at  distances  of  30  to  100  miles  with  reasonably  satisfactory 
regulation  and  losses.  As  the  load  densities  increase,  the 
number  of  points  of  supply  is  apt  to  be  increased,  thus  short- 
ening the  average  distance  of  transmission  as  may  be  necessary. 

The  practical  upper  Limit  of  voltage  in  urban  systems  is 
usually  found  in  the  manufacture  of  suitable  underground 
cables.  Various  installations  of  cables  operating  at  voltages 
up  to  25,000  are  in  operation  in  America  and  there  is  an  exten- 
sive suburban  system  operating  at  30,000  volts  in  the  vicinity 
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of  the  city  of  Berlin.  In  suburban  and  district  supply  systems, 
this  limit  is  fixed  by  the  inherent  limitations  of  small  trans- 
former hghtning  arresters,  fuses  and  other  accessories. 

Standard  vo'tages  should  be  selected  for  new  installations, 
in  order  that  advantage  may  be  taken  of  machinery  and 
apparatus  already  developed  for  these  voltages,  as  far  as 
possible. 


Line  Capacities. — ^A  large  proportion  of  the  lines  making 
up  bulk  supply  systems  in  large  cities  are  placed  imderground 
in  lead-sheathed  three-conductor  cables  drawn  into  ducts. 
The  most  economical  use  of  capital  is  made  when  such  cables 
are  as  large  as  can  be  properly  handled.  The  kilowatt  capac- 
ity of  a  high-tension  cable  at  a  given  voltage  increases  more 
rapidly  with  increasing  sizes  of  copper,  than  the  cost  of  the 
cable.  The  most  economical  cost  per  kilowatt,  therefore,  re- 
quires the  use  of  as  large  a  cable  as  it  is  practicable  to  draw 
into  a  standard  duct. 

The  following  table  gives  the  maximum  sizes  of  three- 
core  cable  which  are  installed  at  the  present  time  and  the 
approximate  continuous  capacity  of  each  at  various  voltages: 


Volts. 

Size  of  each  core. 

Amperes. 

KV.-A. 

6,600 

9,000 

13,200 

20,000 

350,000 
350,000 
300,000 
250,000 

290 
290 
24s 
215 

3200 
4500 
5600 
7100 

The  current  values  are  taken  for  average  conditions.  They 
are  somewhat  high  for  situations  where  the  facihties  for  heat 
radiation  are  poor,  or  where  there  is  a  considerable  nmnber 
of  other  cables  liberating  heat  in  the  same  duct  hne.  These 
amounts  of  power  could  be  exceeded  for  a  few  hours  during  a 
peak  load,  without  risk  of  injury,  in  many  cases. 
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The  canying  capacity  of  overhead  lines  of  the  same  size 
and  at  the  same  voltage  is  about  33  per  cent  greater  than  that 
of  underground  cables  as  given  above.  At  33,000  volts,  the 
capacity  of  a  line  of  0000  A.W.G.  wire  is  approximately 
13,000  kv-a.,  or  at  40,000  volts  it  is  about  15,000  kv-a. 

These  loads  are  based  on  the  carrying  capacity  of  the  con- 
ductor, and  neglect  distance.  If  the  distance  approaches  or 
exceeds  one  mile  per  1000  volts  of  line  pressure,  these  capaci- 
ties will  give  losses  in  excess  of  10  per  cent.  They  are  there- 
fore of  interest  for  lines  which  are  well  within  the  distance 
at  which  drop  in  pressure  is  a  factor,  and  as  indicating  what 
can  be  done  in  the  way  of  loading  Hnes  in  an  emergency, 
where  temporary  overloading  and  excessive  drop  may  be  pref- 
erable to  an  interruption  of  a  portion  of  the  service. 

Frequency.  —  In  American  practice  two  frequencies  are 
standard  for  transmission  purposes,  namely,  25  and  60 
cycles  per  second.  Other  frequencies,  such  as  30,  40,  and  66 
cycles,  are  in  use  to  a  limited  extent,  but  are  not  considered 
standard.  25-cycle  energy,  however,  cannot  be  used  for  arc 
lighting  and  is  not  satisfactory  for  incandescent  Hghting,  ex- 
cept out  of  doors,  owing  to  the  noticeable  flickering  of  the 
light.  It  is  therefore  necessary  to  convert  the  energy  to  60 
cycles  for  distributing  purposes  where  25-cycle  energy  is  used 
in  transmission.  6o-cycle  motors  and  transformers  are  less 
expensive  than  similar  25-cycle  apparatus  which  further  favors 
the  use  of  the  higher  frequency  for  distribution  purposes. 

The  use  of  a  frequency  below  45  cycles  was  necessary 
for  many  years  in  connection  with  direct  current  systems 
because  of  the'  unsatisfactory  operation  of  synchronous 
converters  at  frequencies  above  45.  This  was  overcome 
with  the  development  of  interpole  machines  which  made 
commutation  on  60-cycle  machines  satisfactory  and  improved 
their  reliability. 
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The  choice  of  frequency  was  therefore  fixed  m  most  cities 
by  the  relative  proportions  of  direct  current  and  alternating 
current  service.  25  cycles  was  chosen  in  cities  like  New  York 
and  Chicago  where  at  the  time  the  choice  was  made,  the 
direct  current  service  was  over  80  per  cent  of  the  total  service. 
In  the  first  plant  at  Niagara  Falls  it  was  chosen  at  25  cycles 
because  of  the  use  of  large  amounts  of  direct  current  energy 
for  electrolytic  work.  This  was  the  first  large  25-cycle  instal- 
lation in  America,  and  had  great  influence  in  making  25  cycles 
the  standard  for  low  frequency  transmission  in  other 
systems. 

The  use  of  125  and  133  cycles  which  was  common  in  the 
early  alternating-current  systems  was  found  too  high  for 
satisfactory  pressure  regulation  with  motor  and  arc  lamp 
service,  and  60  cycle  systems  were  introduced  at  about  the 
same  time  that  25  cycle  transmission  began  to  be  introduced 
as  an  auxiliary  method  of  distribution  in  direct  current 
systems. 

It  was  unfortunate  for  the  users  of  frequency  changers  that 
the  cycle  25-frequency  was  not  made  30  cycles  in  order  to 
simplify  the  design  of  the  motor-generator  set  which  had  to 
be  provided  as  a  connecting  link  between  the  two  systems. 

These  developments  have  led  to  the  use  of  two  generating 
frequencies  in  some  of  the  larger  American  cities,  which  neces- 
sitates the  use  of  frequency  changer  units  (of  5000  kw.  or 
larger  in  some  cases)  as  a  means  of  transferring  load  from 
one  system  to  the  other  at  certain  times  when  operating  con- 
ditions require  it.  Such  a  connecting  link  makes  it  possible 
to  utihze  reserve  capacity  in  either  system  for  the  load  of 
the  other. 

Reserve  Lines.  —  In  a  system  embod)dng  a  number  of  sub- 
stations and  perhaps  more  than  one  generating  station,  the 
arrangement  of  the  transmission  lines  supplying  substations. 
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with  reference  to  continuity  of  service,  becomes  a  matter  of 
great  importance.  Important  substations  must  have  at  least 
two  sources  of  supply. 

The  supply  of  energy  in  bulk  to  points  of  conversion  and 
distribution  has  been  effected  in  American  practice  largely 
on  the  radial  system;  a  radial  being  a  line  direct  from  the  point 
of  supply  to  the  point  of  delivery. 

The  reserve  supply  is  then  secured  by  tapping  a  radial 
line  or  by  extending  a  tie  line  from  another  substation  as  indi- 
cated in  the  typical  cases  shown  in  Fig.  17. 
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Fig.  17.    Reserve  Lines. 

In  Fig.  17  (A),  the  substation  B  can  be  carried  either  from 
a  cable  having  a  capacity  of  3500  kw.  acting  as  a  radial  line 
to  substation  A  or  from  a  similar  hne  to  C.  If  one  radial  is 
out  of  service,  the  entire  3cx)o  kw.  oiA,B  and  C  is  carried  by 
the  other  one. 

After  the  load  at  B  has  become  so  large  that  the  line 
to  .4  or  C  is  overloaded,  if  either  of  them  fails,  a  radial  is  run 
to  substation  B,  and  this  radial  is  then  available  as  reserve 
for  either  of  the  others. 
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In  Fig.  17  (B),  the  tap  on  the  line  to  substation  B  is  used  as 
the  normal  supply  for  substation  A.  A  tie  line  from  substa- 
tion C  constitutes  the  reserve  supply.  As  the  load  increases 
the  tap  is  removed  and  becomes  a  part  of  a  radial  line  to  sub- 
station A.  It  is  somewhat  difficult  to  locate  trouble  on  an 
underground  cable  when  there  are  tap  connections,  and  the 
number  of  taps  should  be  limited  to  one  if  possible  on  this 
account. 

The  ring  system  of  Fig.  17  (A)  may  be  used  to  take  in  any 
number  of  industrial  power  consumers  up  to  the  capacity  of 


Fig.  18.    Tandem  Arrangement. 

the  cable;  the  substations  in  this  case  being  on  or  very  near 
the  customer's  premises. 

The  transmission  system  of  one  of  the  large  companies  in 
America  has  been  developed  on  the  principle  of  duplicate  lines 
arranged  with  substations  in  tandem,  as  shown  in  Fig.  18. 
The  converting  units  in  each  substation  are  divided  into  two 
sections  so  that  an  interruption  on  either  line  interferes  with 
only  one-half  of  the  capacity  in  operation.  These  hnes  are 
protected  by  overload  circuit  breakers  actuated  by  definite 
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time-limit  relays  so  set  that  they  will  operate  in  tandem;  that 
is,  only  that  part  of  the  service  is  interrupted  which  is  beyond 
the  fault  in  the  cable. 

As  the  loads  increase  and  more  radial  lines  are  required,  the 
importance  of  having  a  diversity  of  routes  to  guard  against 
the  failure  of  two  or  more  cables  to  the  same  substation  in- 
creases. This  condition  is  illustrated  in  Fig.  19.  The  con- 
gestion near  the  power  station  must  be  guarded  against  by 
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Fig.  19.     Diversity  of  Routes. 

limiting  the  size  of  duct  runs  and  providing  several  conduit 
routes.  The  percentage  of  reserve  investment  becomes  smaller, 
since  one  reserve  line  is  sufficient  for  the  three  substations 
in  this  case.  Thus  the  reserve  investment  is  about  one- 
eighth  of  the  total  in  Fig.  19,  whereas  it  is  about  forty  per 
cent  in  Fig.  17. 

The  radial  system  is  often  arranged  geographically  through 
tie  lines  as  if  it  were  a  network,  but  buBi  supply  systems 
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serving  city  substations  have  not  been  operated  in  parallel 
as  networks,  because  of  the  lack  of  protective  equipment 
which  would  adequately  guard  against  unnecessarily  extended 
interruption  of  service  on  lines  which  were  not  involved  in 
trouble. 

In  England  networks  have  been  developed  because  of  special 
protective  equipment,  the  operation  of  which  is  based  on  pilot 
wires  laid  along  with  the  transmission  lines.  The  success  of 
this  system  (see  Merz-Price  system.  Chapter  VIII)  in  main- 
taining continuous  service  to  substations  and  wholesale  con- 
sumers of  200  to  1000  kw.  has  been  so  marked  as  to  engage 
the  earnest  attention  of  American  engineers  and  designers  in 
working  out  adaptations  of  it  in  America.  The  lack  of  pilot 
wires  renders  the  immediate  application  of  the  Merz-Price 
system  difficult,  but  other  methods  are  being  developed  which 
operate  sufficiently  well  to  give  rise  to  the  belief  that  the 
parallel  operation  of  high  tension  lines  will  become  standard 
practice. 

The  perfection  of  such  methods  permits  material  savings 
in  transmission  line  capacity  since  each  group  of  lines  must 
have  independent  reserve  under  radial  operation,  while  with 
parallel  operation  the  reserve  capacity  of  all  cables  in  the 
group  is  available.  This  may  give  sufficient  capacity,  often, 
to  postpone  additional  Kne  investment  until  a  later  date. 

Prior  to  the  development  of  the  commutating  pole  con- 
verter, the  largest  unit  which  was  considered  practical  had 
a  continuous  capacity  of  2000  kw.  These  machines  were 
designed  to  carry  2500  to  3000  kw.,  however,  for  about  two 
hours.  It  therefore  became  common  practice  to  install  a 
line  for  each  2000-kw.  converter  or  for  two  machines  where 
1000  kw.-units  were  installed.  Thus  the  average  load  per 
cable  was  about  2000  kw.  under  normal  operating  condi- 
tions, but  as  the  cables  used  had  a  capacity  of  3000  to  4500 
kw.,  there  has  been  an  accumulation  of  surplus  cable  capac- 
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ity  in  the  larger  systems,  which  could  have  been  saved  if 
means  for  parallel  operation  of  cables  and  larger  converting 
units  had  been  available  prior  to  1910. 

The  introduction  of  converting  units  of  3000-  to  4000-kw. 
capacity  for  direct-current  work  and  three-phase  transformers 
of  almost  any  desired  capacity  for  alternating-current  dis- 
tribution has  done  much  to  improve  this  condition  in  recent 
years. 

Interurban  Transmission  Systems.  —  The  extension  of  the 
lines  of  city  systems  to  surrounding  suburbs,  and  thence  to 
other  towns  and  cities  within  a  radius  of  50  to  100  miles  or 
more  has  been  the  natural  result  of  the  development  of  the 
financial  scheme  under  which  a  group  of  pubHc  utilities  is 
assembled  under  one  management  through  the  medium  of  a 
holding  company,  or  by  consolidation. 

The  development  of  extensive  distributing  networks  of 
transmission  lines  about  such  cities  as  Boston,  New  York, 
Detroit,  Chicago,  San  Francisco  and  Los  Angeles,  has  pro- 
ceeded with  great  rapidity  in  recent  years  as  a  result  of  the 
modern  financial  poHcy  of  centraHzing  management,  and 
imifjdng  power  supply  systems. 

The  precedent  estabUshed  by  the  developments  around 
the  large  cities  has  led  to  the  application  of  this  poHcy  to 
smaller  cities  and  towns  where  they  are  so  located  that  they 
can  be  grouped  together  in  one  transmission  system.  In 
Illinois,  these  systems  have  centered  about  the  coal  fields.  In 
the  southern  states  several  large  systems  have  been  built  up 
in  the  cotton  mill  and  iron  working  districts.  In  the  western 
states  the  combination  of  mining  and  irrigation  pumping 
have  contributed  largely  to  the  development.  In  the  eastern 
states  such  systems  are  based  upon  greater  density  of  popu- 
lation and  prevalence  of  general  manufacturing  enterprises. 

Where  the  generating  stations  are  located  with  reference  to 
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a  suitable  supply  of  water  for  hydraulic  operations,  the  sta- 
tions are  usually  at  some  distance  from  the  districts  in  which 
the  power  is  consumed.  In  such  cases  the  transmission  is 
effected  at  voltages  above  50,000,  if  the  load  is  10,000  kw. 
or  more,  and  the  line  is  used  purely  for  transmission,  without 
taps  at  intermediate  points.  These  lines  are  constructed 
with  high  factors  of  safety  which  are  justified  by  the  impor- 
tance of  the  service  which  they  render.  Steel  towers  or  poles, 
suspension  type  insulators,  long  spans  of  heavy  conductors 
and  other  engineering  problems  enter  into  their  design,  which 
are  somewhat  beyond  the  scope  of  this  discussion  and  will 
not  be  considered  in  detail. 

In  some  of  the  larger  systems,  the  generating  stations  are 
so  disposed,  in  the  district  served,  that  the  lines  above  50,000 
volts  serve  as  the  bulk  supply  system  to  main  distributing 
centers  from  which  lines  emanate  at  11,000,  22,000  and  33,000 
volts.  These  lines  serve  the  large  industrial  users  and  the 
substations  in  towns  and  cities  in  the  district,  and  in  some 
places  may  parallel  the  higher  voltage  system  along  the  same 
routes. 

In  other  systems  in  more  densely  populated  districts  the 
main  transmission  system  may  be  operated  below  50,000  volts 
because  of  the  shorter  distances.  In  such  cases  the  trans- 
mission tie  lines  may  be  used  to  serve  large  users  along  or 
within  reach  of  the  lines. 

In  this  way  lines  operating  above  the  ordinary  distributing 
voltages  are  used  as  a  high  tension  transmission  and  whole- 
sale distribution  system,  and  this  type  of  service  is  rapidly 
growing  in  usefuhiess  to  communities  which  have  before  been 
without  electric  service  and  to  those  which  have  had  partial 
service. 

The  design  of  transmission  systems  for  this  class  of  electrical 
distribution  must  be  based  upon  the  requirement  that  small 
towns  and  cities,  isolated  manufacturing  establishments,  and 
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other  energy  consuming  enterprises,  may  be  served  at  any 
point  along  the  route  of  the  line.  The  voltage  must  be  high 
enough  for  economical  operation  and  yet  low  enough  to  permit 
the  use  of  transformers  of  any  size  from  15  or  20  kw.  up. 

Distribution  within  a  radius  of  about  10  miles  where  the 
rural  population  and  villages  require  electric  service  in  amounts 
of  5  to  50  kw.,  may  be  served  satisfactorily  by  the  use  of  a 
double  voltage  four-wire  three-phase  circuit  operating  at  4600- 
8000  volts.  Transformers  are  wound  for  4600  volts  and,  except 
in  wet  weather,  it  is  quite  feasible  to  work  on  hve  Unes  safely 
while  installing  transformers.  The  use  Of  this  system  permits 
voltage  regulation  to  be  maintained  independently  on  the 
three  phases  from  the  main  point  of  supply  and  entirely 
obviates  the  necessity  of  substations  or  regulating  apparatus 
at  any  of  the  towns  or  villages  served.  Loads  of  500  kw. 
to  1000  kw.  or  more  may  be  served  in  this  way  very  satis- 
factorily. 

As  distances  are  increased  the  voltages  must  be  raised  and 
there  are  systems  operating  at  6600,  13,200,  22,000  and 
33,000  volts  for  this  class  of  work.  These  systems  are  three- 
wire  three-phase,  some  operating  with  neutral  grounded  and 
others  without  the  earth  connection.  The  neutral  is  grounded 
for  the  purpose  of  fixing  the  potential  of  the  phase  wires  with 
reference  to  the  earth  and  eliminating  surges  of  high  poten- 
tial which  are  experienced  on  ungrounded  systems  when  one 
phase  becomes  accidentally  grounded.  With  a  grounded 
neutral,  A  ground  on  a  phase  wire  produces  a  short  circuit 
which  opens  the  circuit  breaker,  thus  giving  prompt  indica- 
tion of  trouble  and  preventing  any  serious  rise  of  potential. 

The  problems  arising  in  connection  with  high  tension  dis- 
tribution of  this  kind  involve  the  questions  of  disconnective 
switches,  out-door  substations,  fuses,  lightning  arresters  and 
potential  regulators  which  are  not  usually  a  part  of  a  straight 
away  transmission  problem. 
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The  use  of  disconnective  switches  is  necessary  at  junction 
points  where  branches  must  be  opened  at  times  to  facilitate 
location  of  trouble  or  to  shift  load  from  one  point  of  supply 
to  another.  These  are  commonly  open  air  switches  mounted 
on  poles  and  operated  from  a  point  below  by  means  of  levers, 
as  shown  in  Fig.  20. 
Where  the  loads  carried  are  small  as  compared  with  the 

line  capacity,  or  where  the  dis- 
tances are  short  as  compared  with 
the  voltage,  as  is  the  case  in  cer- 
tain stages  of  development,  the 
line  drop  is  likely  to  be  within 
5  per  cent  and  it  is  possible  to 
serve  the  wholesale  users  on  the 
Kne  without  potential  regulators 
at  the  receiving  substations. 

With  the  development  of  pole- 
type  automatic  regulators,  how- 
ever, it  is  becoming  possible  to 
provide  pressure  control  for  a 
town  or  industrial  user  without 
the  expense  of  an  attendant. 
This  is  quite  important  for  certain 
classes  of  service  which  require  better  regulation  than  is 
afforded  by  the  transmission  line  and  station  bus  pressure 
control. 

Where  the  town  was  large  enough  to  have  had  a  generat- 
ing plant  before  it  was  taken  over  on  the  transmission  system, 
a  building  is  usually  available  and  regulating  equipment  of 
the  inside  tj^e  is  used.  Where  no  building  is  available,  all 
equipment  is  placed  out  of  doors,  since  in  many  cases  the 
cost  of  a  building  is  not  justified  by  the  amount  of  income 
derived  from  the  consumer  and  it  is  not  necessary  in  any 
event,  in  many  cases. 


Fig.  20. 


TRANSMISSION  SYSTEMS  47 

In  the  case  of  a  factory,  stone  quarry,  irrigation  pumping 
plant  or  other  industrial  consumer,  the  equipment  of  trans- 
formers is  mounted  on  poles  or  on  a  platform  supported  by 
poles,  at  a  convenient  point  on  or  very  near  the  consimiers' 
premises.  The  equipment  is  usually  provided  with  primary 
fuses,  air  break  switches,  and  lightning  arresters.  In  the  case 
of  a  town,  the  transformers  usually  work  from  the  trans- 
mission voltage  to  a  voltage  of  2200,  the  distributing  line 
being  operated  in  the  usual  way  about  town. 

In  towns  having  less  than  20  kw.  load  which  are  com- 
pactly arranged,  it  is  sometimes  possible  to  use  110-220  volt 
distribution  and  so  avoid  the  uSe  of  2200  volt  transformers. 
The  main  transformation  is  sometimes  made  at  one  side  of 
the  town,  in  order  to  avoid  bringing  the  high  voltage  lines 
into  the  town.  With  this  condition  it  is  usually  preferable 
to  operate  the  distribution  lines  at  2200  volts. 

The  transformers  must  be  protected  from  the  effects  of 
discharges  of  lightning  in  some  manner  in  these  substations. 
Where  there  is  a  building  and  an  equipment  of  150  kw.  or 
more,  the  protection  may  be  secured  by  the  use  of  aluminum 
cell  arresters  of  a  type  suited  to  the  line  voltage.  This  equip- 
ment is  too  expensive,  however,  for  smaller  installations  and 
a  multi-gap  arrester  equipment  is  often  used.  Even  that  is 
rather  too  expensive  for  the  smaller  substations  on  voltages  of 
20,000  or  more.  In  these  cases  a  plain  horn  gap  arrester  has 
been  used  to  a  considerable  extent,  the  ground  connection 
being  provided  with  resistance  sufficient  to  prevent  an  ex- 
cessive flow  of  the  Hne  current  to  ground. 

An  out-of-door  installation  of  this  type  is  illustrated  in 

Fig.  21. 

The  class  of  construction  of  lateral  branches  to  towns  or 
wholesale  users  from  the  transmission  system,  is  determined 
partly  by  the  importance  of  the  load  served  and  partly  by 
the  importance  of  the  line  from  which  the  branch  is  served. 
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The  cost  of  the  extension  should  be  kept  within  reasonable 
limits  in  view  of  the  income  to  be  derived  and  yet  must  not 
be  of  so  low  a  grade  as  to  jeopardize  the  continuity  of  service 
on  the  important  main  line. 


Eig.  21.     Outdoor  Substation. 

In  the  case  of  small  towns  the  loads  are  often  less  than 
50  kw.  and  the  10  or  15  miles  of  hne  required  may  be  con- 
structed of  iron  wire  on  25  or  30  foot  poles  in  order  to  keep 
the  investment  per  kw.  within  profitable  hmits.  It  is  not 
unusual  in  running  lines  to  growing  communities  to  make 
an  investment  which  is  not  profitable  at  first.  As  the 
community  grows  and  overloads  the  Hne  it  is  replaced  by  a 
better  grade  of  construction. 


CHAPTER   III. 

SUBSTATIONS. 

In  the  development  of  a  city  distributing  system,  the  radius 
of  action  from  the  point  of  supply  tends  to  increase  as  the 
population  grows.  After  a  time  the  number  of  feeders  to 
certain  districts  remote  from  the  generating  station  becomes 
such  that  the  transmission  may  be  effected  at  higher  voltage 
to  much  better  advantage.  Such  transmission  involves  trans- 
forming and  regulating  apparatus  at  a  point  remote  from  the 
generating  station,  which  in  turn  requires. a  building  and 
other  accessories,  and  the  result  is  a  substation.  The  sub- 
station involves  an  investment  in  real  estate  (or  a  rental 
charge),  transforming  apparatus,  switchboard,  etc.,  and  an 
operating  expense  for  attendance  and  repairs.  On  the  other 
hand  the  feeders  running  into  the  district  to  be  served  by  the 
substation  occupy  valuable  duct  or  pole  space  and  require  a 
large  investment  in  conductors. 

Establishment  of  Substations.  —  It  therefore  becomes  profit- 
able to  establish  a  substation  when  the  amount  required  to 
pay  fixed  charges  on  the  substation  investment  and  its  oper- 
ating expenses  is  about  equal  to  that  required  to  meet  the 
fixed  charges  and  maintenance  expense  on  the  feeder  equip- 
ments which  would  be  required  if  a  substation  were  not 
installed.  In  a  growing  system  it  may  be  advisable  to  an- 
ticipate this  point  somewhat  and  install  the  substation  earlier, 
in  order  to  avoid  the  loss  due  to  the  installation  and  removal 
of  feeders  which  are  transferred  to  the  substation  after  but 
a  few  years'  service. 
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The  point  at  which  the  balance  between  substation  cost 
and  feeder  cost  is  struck  varies  widely  with  different  systems 
and  classes  of  construction.  In  a  low-tension  direct-current 
underground  system,  the  number  of  substations  must  be 
greater  than  in  an  alternating  system  with  2  200- volt  mains, 
because  of  the  shorter  radius  of  action  in  low-tension  systems. 

There  are  also  many  local  conditions  to  be  considered,  and 
two  problems  are  rarely,  if  ever,  identical.  With  a  given 
class  of  construction,  the  radius  of  distribution  and  therefore 
the  number  of  substations  is  fixed  first  by  the  voltage  of 
distribution  and  second  by  the  load  density. 

With  a  feeder  loss  of  10  per  cent  at  maximum  load  and  a 
current  density  of  i  ampere  per  1000  cm.,  the  length  of  a 
feeder  is  approximately  one  mile  per  1000  volts  of  working 
pressure.  On  tliis  basis  the  radius  of  distribution  at  220 
volts  is  .22  mile  or  iioo  feet,  and  at  2200  volts  it  is  2.2  miles. 
There  are  usually  some  feeders  which  are  longer  than  this 
on  which  the  loss  runs  higher.  When  these  become  suffi- 
ciently numerous  an  additional  substation  becomes  desirable. 

It  is  sometimes  necessary  to  estabUsh  a  substation  on 
account  of  a  large  block  of  load  such  as  an  amusement  park, 
large  retail  store,  manufacturing  plant  or  other  similar  enter- 
prise. 

j  Classes  of  Substations.  —  Substations  may  be  divided  into 
two  general  classes  according  to  the  kind  of  electricity  they 
are  designed  to  distribute  —  viz.,  alternating  current  and  direct 
current.  Alternating-current  substations  are  of  two  general 
types,  transformer  and  frequency  changer. 

Direct-current  substations  are  of  three  t)^es,  synchronous- 
converter,  motor-generator  and  storage-battery. 

General  Principles.  —  The  design  of  a  substation  building 
and  equipment  must  be  made  with  a  view  to  economy  of 
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operation,  facility  of  repair  and  construction  work,  security^ 
of  the  service  and  employees,  and  a  minimum  first  cost  con4 
sistent  with  these  conditions  and  with  the  importance  of  the \ 
service.  Where  growth  is  probable,  due  regard  must  be  had 
for  extensions  of  building  or  equipment,  or  both.  The  char- 
acter of  the  building  and  equipment  is  fixed  by  the  kind  of 
service  to  be  given,  whether  alternating-  or  direct-current, 
at  high  or  low  tension. 

The  economy  of  operation  should  be  as  high  as  possible, 
as  the  added  expense  of  maintaining  an  attendant  must  be 
offset  by  the  superior  efficiency  of  the  substation  system  as 
compared  with  feeders  direct  from  a  generating  station. 

The  arrangement  of  apparatus  with  regard  to  the  work  of 
construction  and  repair  men  should  be  such  as  to  minimize 
first  cost  and  operation.  Proper  provision  for  repairs  will 
shorten  the  time  of  a  shutdown  very  materially,  thus  saving 
loss  of  income  and  injured  reputation  for  reliability.  No 
design  is  permissible  which  involves  unusual  risk  of  interrup- 
tion to  the  service.  The  first  cost  must  be  kept  within  proper 
limits,  since  fixed  charges  on  the  investment  form  a  consider- 
able part  of  the  cost  of  electricity  supply  and  must  be  as  low 
as  possible. 

Transformer  Substations.  —  Transformer  substations  are 
used  where  the  frequency  of  the  distributing  system  is  the 
same  as  that  of  the  transmission  lines,  and  only  voltage  trans- 
formation is  necessary.  Such  a  substation  consists  essentially^ 
of  incoming  transmission  lines,  oil  switches,  transformers,! 
distributing  switchboard,  feeder  regulators,  switches,  instru-j 
ments,  etc.,  and  outgoing  feeders.  It  will  facilitate  the  disf 
cussion  to  consider  a  practical  example  of  this  class  and  the 
various  .elements  which  require  treatment  in  the  design. 

Assume  that  a  substation  receiving  energy  at  60  cycles, 
13,200  volts,  is  to  deliver  it  at  2300-4000  volts  on  the  four- 
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wire,  three-phase  system.  The  maximum  load  of  2400  kw. 
is  to  be  dehvered  by  four  feeders.  The  building  is  to  be 
located  on  a  fifty-foot  lot  on  a  side  street  near  the  electrical 
center  of  the  district  which  it  is  to  supply.  The  value  of  the 
equipment  and  the  importance  of  the  service  demand  a  fire- 
proof building.  The  external  appearance  will  be  suited  to 
the  character  of  the  neighborhood.     If  it  is  in  a  manufactur- 


Fig.  22.     Transformer  Substation. 

ing  district  it  may  have  the  character  of  a  factory  building. 
If  in  a  residence  district  it  may  be  given  the  appearance  of 
an  apartment  building.  In  suburban  territory  where  land 
is  plentiful,  it  is  desirable  to  finish  the  building  on  all  sides 
and  surround  it  by  lawn  and  flower  gardens.  Where  it  is 
desirable  to  combine  the  substation  building  with  a  district 
office,  it  is  usual  to  locate  it  on  a  business  street,  placing 
the  office  building  in  front. 
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The  interior  of  a  transformer  substation  having  air  cooled 
transformers  is  illustrated  in  Fig.  22. 

The  arrangement  of  the  interior  of  the  building  is  neces- 
sarily restricted  in  many  cases  by  local  conditions  which  do 
not  permit  an  ideal  arrangement  of  the  apparatus,  but  as 
such  cases  require  special  treatment,  a  building  of  ample  size 
and  proper  shape  to  permit  of  an  unrestricted  design  will  be 
assumed  available. 

The  arrangement  of  apparatus  will,  in  general,  be  most 
desirable  when  it  is  such  that  the  flow  of  energy  progresses 
from  entrance  to  exit  in  the  most  direct  path  possible. 
This  makes  the  length  of  cables  a  minimum,  tends  to  avoid 
crossovers,  facilitates  repairs  and  results  in  economical 
operation. 

This  is  carried  out  in  the  arrangement  illustrated  in  Fig.  23. 
It  will  be  noted  that  the  transmission  lines  enter  at  one  side 
of  the  building,  pass  through  their  oil  switches  to  a  bus  bar, 
thence  through  a  smaller  oil  switch  to  the  transformers. 
From  the  transformers  the  2300-4000  volt  energy  passes 
through  switches  to  the  bus  from  which  it  is  distributed.  The 
outgoing  feeders  pass  through  switches  and  potential  regu- 
lators and  leave  the  building  at  the  other  side. 

Two  incoming  lines  are  essential  to  continuous  service. 
This  necessitates  a  tie  switch  between  them  so  that  the  whole 
load  can  be  carried  on  either  line. 

Switches  must  be  provided  on  each  side  of  the  transformers 
so  that  they  can  be  isolated  when  necessary  for  repair  and 
maintenance  work. 

The  2300-4000  volt  bus  is  made  double  to  permit  repairs  or 
alterations  to  be  made  without  interrupting  the  service.  It 
is  also  useful  at  times  in  permitting  longer  feeders  to  be  carried 
at  a  higher  bus  pressure  or  from  a  different  source  of 
power. 

The  use  of  an  amdliary  bus  requires  double-throw  switches 
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throughout  and  adds  to  the  first  cost  of  the  station.    This 
may  be  omitted  in  small  substations  where  there  is  a  single 
incoming  line  and  only  two  or  three  outgoing  feeders. 
The  outgoing  feeders  leave  the  bus  through  single-pole 
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Fig.  23.     Component  Parts  of  Transformer  Substation. 
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switches  and  pass  through  the  regulators  for  the  control  of 
the  pressure.  With  a  three-wire  three-phase  system  it  is  usual 
to  employ  three-pole  switches,  but  in  a  four-wire,  three-phase 
system  each  phase  is  independent  and  it  is  not  desirable  to 
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open  the  entire  feeder  when  trouble  occurs  on  one  phase  only, 
as  is  often  the  case. 

In  the  arrangement  suggested  in  Fig.  23,  the  high-tension 
switches  occupy  space  next  to  the  wall,  with  an  aisle  between 
them  and  the  transformers  of  such  width  as  to  permit  ready 
access  for  inspection,  repairs  or  the  replacement  of  a  trans- 
former. The  2300-4000  volt  busses  are  at  the  rear  of  the 
control  board,  with  an  aisle  between  them  and  the  regulators 
so  that  they  may  be  accessible.  The  regulators  are  motor- 
operated  and  are  placed  near  the  wall  in  the  path  of  the  out- 
going feeders.  The  control  switches  for  the  regulator  motors 
are  on  the  switchboard  panels  close  to  the  voltmeter,  so  that 
the  operator  may  control  the  pressure  while  watching  the  volt- 
meter. Less  expensive  hand-controlled  regulators  are  some- 
times installed  where  the  arrangement  is  such  that  the  handles 
can  be  extended  to  the  front  of  the  switchboard. 

The  high-voltage  conductors  between  oil  switches  and  busses 
are  commonly  insulated  with  varnished  cambric  and  supported 
on  suitable  insulators.  The  lead  sheaths  of  incoming  lines 
and  outgoing  feeders  are  terminated  in  suitable  pot  heads, 
which  serve  to  dissipate  any  static  charge  which  may  tend  to 
accumulate  and  to  exclude  moisture  from  the  insulation  of  the 
cable. 

The  arrangement  suggested  in  this  assumed  case  is  of  course 
an  ideal  one,  since  no  limitation  of  space  or  other  local  con- 
ditions are  imposed.  In  many  cases  the  required  floor  space 
is  not  available  or  is  too  valuable  for  other  purposes  to  justify 
its  use  for  substation  purposes.  Under  such  circumstances, 
floor  space  may  be  economized  by  placing  the  potential  reg- 
ulators on  a  gallery  above  the  switchboard,  or  the  2300  volt 
bus  and  switches  in  the  basement.  The  latter  arrangement 
brings  them  in  line  with  the  outgoing  feeders,  and  is  prefer- 
able if  the  basement  is  of  suitable  depth  and  size  to  give  room 
to  handle  and  install  the  apparatus.    With  a  room  which  is  not 
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long  enough  to  permit  the  transformers  to  be  set  in  a  row  it 
may  be  necessary  to  try  various  groupings  of  the  oil  switches 
and  transformers  until  the  best  arrangement  is  found.  Each 
proposed  arrangement  must  be  considered  with  reference  to 
the  disposition  of  the  apparatus  and  connections  in  the  base- 
ment as  well  as  on  the  main  floor.  No  design  is  justifiable 
which  makes  a  nice-appearing  installation  of  the  main  floor 
but  which  necessitates  dangerous  conditions  elsewhere  in  the 
building. 

Switching  Apparatus.  —  The  switches  on  the  incoming  line 
must  be  capable  of  opening  the  entire  load  under  emer- 
gency conditions,  and  should  therefore  be  of  the  oil  break  type 
with  fireproof  compartments  for  each  pole.  These  switches 
must  be  equipped  for  protection  from  short  circuit,  which 
necessitates  a  set  of  current  transformers  on  each  line.  Suit- 
able space  must  be  provided  for  these  near  the  switch,  as  well 
as  for  the  relays. 

The  switches  are  operated  by  alternating  current  with  auxil- 
iary hand  control  in  the  absence  of  any  source  of  direct  current 
for  this  purpose.  The  switches  controlling  the  transformers 
may  be  of  the  tank  type  of  oil  switch,  the  transformers  being 
arranged  so  that  they  can  be  disconnected  entirely  on  both 
sides.  The  switches  on  the  line  side  should  be  protected  by 
overload  relays,  while  those  on  the  2300- volt  bus  should  be 
protected  by  reverse-energy  relays  to  guard  against  the 
failure  of  a  transformer  coil. 

These  switches  may  be  of  the  type  which  is  closed  against 
a  spring  by  hand  and  opens  automatically  when  tripped  by 
the  relay.  The  relays  for  primary  and  secondary  of  the  trans- 
formers may  conveniently  be  located  on  the  switchboard 
panel  which  carries  the  secondary  switch.  The  current  trans- 
formers should  be  located  in  a  place  where  they  are  convenient 
to  the  leads  of  the  main  transformers. 
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The  switches  on  the  outgoing  four-wire  feeders  should  be  of 
the  hand-closing,  spring-actuated  type  of  circuit  breaker. 
Fuse  protection  is  sometimes  used  on  2300-volt  feeders,  but 
it  is  not  as  satisfactory  as  circuit  breakers,  because  of  the 
longer  time  required  to  restore  the  service  when  a  fuse  blows, 
the  greater  Hkelihood  of  fuses  blowing  unnecessarily  under 
heavy  loads,  and  the  difficulty  of  designing  a  fuse  block  which 
will  not  be  injured  by  the  operation  of  the  fuse  within  a  com- 
paratively short  time. 

Outgoing  feeder  switches  should  have  a  capacity  of  150  to 
200  amperes  at  2300  volts.  It  is  not  desirable  to  load  dis- 
tributing feeders  any  more  heavily  than  this,  and  in  scattered 
districts  100  amperes  is  as  much  as  can  be  properly  distrib- 
uted from  the  feeder  end. 

Transformers.  —  The  transformer  equipment  may  be  of  the 
air-blast,  oil-cooled  or  water-cooled  type.  Oil-insulated  trans- 
formers are  less  subject  to  puncture  by  lightning  or  high- 
potential  surges  and  are  usually  used  with  overhead  lines  for 
this  reason.  Air-blast  transformers  are  the  least  expensive 
in  first  cost,  but  involve  apparatus  and  ducts  for  the  fresh-air 
supply.  In  a  large  substation  this  may  become  a  serious 
difficulty  owing  to  the  space  required  for  the  air  ducts.  The 
circulation  of  water  or  oil  permits  more  rapid  cooUng  and  is 
therefore  desirable  in  the  larger  units  in  order  to  keep  the  size 
and  first  cost  of  the  transformer  within  reasonable  hmits. 

Where  floor  space  is  Kmited,  air-cooled  units  are  desirable, 
as  they  are  smaller  in  external  dimensions  and  are  designed 
with  a  view  to  occupying  a  rectangular  floor  space  of  very 
small  area. 

With  oil-cooled  units  of  50°  kw.  and  upward  it  is  advis- 
able to  provide  drains  to  a  sewer  for  the  transformer  oil  so 
that  in  case  it  should  become  ignited  it  could  be  drained  off 
to  assist  in  extinguishing  the  fire. 
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With  large  high  voltage  transmission  systems  it  is  usual  to 
install  the  transformers  in  separate  compartments  to  guard 
against  the  spread  of  an  arc  or  flames  from  burning  oil  to 
adjacent  transformers.  With  units  of  2000  kw.  and  larger 
this  expense  is  usually  justified  in  view  of  the  importance  of 
the  service  and  the  investment  involved. 

Reserve  Capacity.  —  The  selection  of  the  size  and  number 
of  units  for  a  substation  is  a  matter  of  great  importance  from 
both  operating  and  investment  standpoints. 

The  units  should  be  as  large  as  possible  to  insure  low  first 
cost  per  kilowatt  and  high  efficiency,  and  numerous  enough 
to  leave  sufficient  working  capacity  in  case  a  unit  fails. 

In  the  three-phase  station  used  here  for  illustration,  the 
use  of  two  units  on  each  phase  would  result  in  a  reduction  of 
50  per  cent  in  capacity  on  one  phase  if  a  unit  fails.  If  the 
units  are  selected  with  a  reserve  capacity  of  30  per  cent,  the 
load  can  be  carried  by  running  one  unit  at  about  50  per  cent 
overload  until  a  spare  unit  is  put  in  place  of  the  defective 
one.  Where  the  service  is  important  a  spare  unit  should  be 
available  at  all  times  for  emergencies.  In  a  system  with 
several  substations,  two  or  three  sizes  may  be  standardized, 
one  of  each  being  carried  as  reserve.  Where  there  are  sev- 
eral substations  it  is  sometimes  possible  to  secure  reserve  in 
part  through  tie  lines  from  adjacent  stations  which  may  have 
spare  capacity. 

Switchboard.  —  The  switchboard  panels  carrying  control 
switches  should  be  located  in  a  position  where  the  instruments 
may  be  readily  observed  by  the  operator,  and  at  a  sufficient 
distance  from  the  wall  to  give  reasonably  good  access  for 
construction  and  repair  work.  It  carries  no  high-tension  con- 
nections except  where  the  feeder  switches  are  of  the  hand- 
operated  type,  in  which  case  they  are  preferably  mounted 
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on  the  panel  with  the  instruments.  Where  remote  con- 
trol switches  are  employed,  the  switchboard  carries  only 
secondary  low-pressure  wiring,  such  as  instrument  connections, 
remote  contfol  circuits,  compensator  circuits  and  the  like. 
Such  a  board  must  be  located  in  a  part  of  the  room  where  it 
is  accessible  to  the  operator.  The  operation  of  remote  control 
switches  should  be  indicated  to  the  operator  by  pilot  lamps 
of  red  and  green  on  the  operating  board. 

Each  feeder  should  be  provided  with  an  ammeter  as  a  means, 
of  indication  of  the  load  carried  and  a  voltmeter  in  connection 
with  a  Kne  drop  compensator  to  indicate  the  feeder  end  pres- 
sure to  the  operator.  A  power  factor  indicator  is  a  desirable 
accessory  on  the  main  bus. 

The  transformer  panels  should  be  provided  with  ammeters 
and  a  bus  voltmeter  for  each  bus  and  phase.  The  control 
wiring  for  the  transformer  switches  is  also  brought  to  the 
transformer  panels. 

The  design  of  the  switchboard  should  be  carried  out  with 
a  view  to  making  as  economical  an  arrangement  of  the  appa- 
ratus as  is  consistent  with  safety  of  installation  and  operation. 

The  arrangement  of  the  wiring  for  instruments,  relays  and 
similar  apparatus  should  be  carefully  made  with  a  view  to 
making  it  secure  from  failure,  accessible  for  testing  and  repair 
work,  and  neat  in  appearance.  Where  a  number  of  wires 
are  grouped  on  one  or  two  panels,  the  use  of  terminal  boards 
for  testing  and  repair  purposes  is  very  desirable.  These 
should  be  placed  so  that  an  instrument  adjuster  can  get  at 
them  conveniently  without  disturbing  the  connections  at  the 
instrument  terminals. 

The  switchboard  should  be  of  fireproof  materials,  marble 
or  slate  on  angle  iron  frames  being  the  most  commonly  used 
construction.  The,  arrangement  of  switches  and  bus  connec- 
tions should  be  such  as  to  minimize  the  danger  of  the  spread 
of  an  arc.     The  location  and  arrangement  should  permit  of 
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necessary  extensions  which  may  be  required  in  connection 
with  the  addition  of  feeders  from  year  to  year. 

Frequency  Changer  Substations.  —  The  essential  difference 
between  the  frequency  changing  substation  and  a  transformer 
substation  lies  in  the  presence  of  motor  generators.  The 
incoming  lines  with  their  high-tension  switching  equipment 
and  outgoing  feeders  with  their  switchboard  and  regulators 
are  practically  identical  under  equivalent  conditions  of  load 
and  space  available  in  the  two  kinds  of  substations. 

The  motor  generator  outfit  requires  about  the  same  floor 
space  as  an  equal  capacity  in  single-phase  transformers  when 
the  motor  is  wound  for  the  transmission  voltage  and  the  two 
machines  are  mounted  on  a  common  bedplate  with  a  short 
shaft  and  two  bearings.  When  designed  in  the  vertical  form 
there  is  some  saving  in  floor  space  in  the  larger  units. 

Where  the  transmission  is  at  a  pressure  too  high  for  the 
motor  windings  direct,  the  motor  generators  require  trans- 
formers and  this  increases  the  required  floor  space  of  the 
substation  very  materially. 

With  a  substation  of  2500  kw.  capacity  with  synchronous 
motor  generators  taking  energy  at  the  line  voltage  the  units 
should  consist  of  two  looo-kw.  and  one  500-kw.  and  the 
arrangement  might  be  made  similar  to  that  shown  in  Fig.  24. 

It  will  be  noted  that  this  substation  includes  exciters  for  the 
fields  of  the  motor  generators  and  a  high-tension  starting  bus 
fed  by  a  reactance  coil,  for  use  in  bringing  the  synchronous 
motors  up  to  speed,  at  reduced  pressure.  A  single  reactance 
coil  is  provided  together  with  double-throw  switches  on  the 
motors  so  that  any  motor  can  be  thrown  to  the  starting  bus 
and  started  from  the  one  starting  coil,  the  cost  of  the  bus  and 
double-throw  switches  being  less  than  that  of  extra  reactance 
coils.  Duplicate  exciters  driven  by  separate  motors  at  the 
transmission  freauencv  should  be  provided,  as  thev  must  be 
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started  at  times  when  the  station  is  shut  down,  and  reserve 
capacity  must  be  available  in  case  repairs  become  necessary 
on  either  unit.    In  some  cases  it  is  sufficient  to  have  two 
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Fig.  24.     Frequency  Changer  Substation. 

exciter  units  separately  driven,  the  others  being  driven  by 
connection  to  the  main  units. 

Where  the  presence  of  direct  current  is  taken  advantage  of 
for  automobile  charging,  traveling  crane  or  hoist  service,  it 
is  important  that  the  direct  current  bus  be  divided  so  that 
the  fluctuations  of  load  will  not  affect  the  generator  fields  and 
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SO  produce  pressure  variations  throughout  the  entire  system. 
Where  Tirrill  regulators  are  used,  it  is  desirable  to  have 
them  control  the  pressure  on  the  6o-cycle  generators  only. 
This  necessitates  the  use  of  a  separate  direct  current  bus  for 
the  synchronous  motor  excitation. 

The  exciter  units  being  less  than  loo  kw.,  it  is  usually  not 
practicable  to  use  motors  wound  for  the  line  voltage  to  drive 
them.  This  requires  a  set  of  transformers  and  permits  the 
use  of  low-voltage  induction  motors  which  are  less  sensitive 
to  shocks  on  the  transmission  system.  The  entire  control 
of  the  exciter  may  thus  be  placed  on  a  low-voltage  switch- 
board. 

One  of  the  chief  points  of  interest  about  such  a  substation 
is  the  method  of  starting  and  synchronizing  the  motor  gener- 
ator sets.  WTien  a  unit  is  to  be  put  in  service  it  is  connected 
to  a  starting  bus  supplied  by  an  autotransformer  at  40  per 
cent  of  the  transmission  line  pressure.  The  switches  con- 
trolling the  direct  current  for  the  fields  of  the  motor  are  left 
open.  The  oil  switch  controlling  the  motor  is  then  closed  to 
the  starting  bus  and  the  unit  begins  to  revolve  as  a  hysteresis 
and  induction  motor.  When  the  unit  is  at  approximately 
synchronous  speed  the  field  is  excited,  thus  drawing  the  unit 
into  step  as  a  synchronous  motor.  This  usually  causes  a 
rush  of  current  for  a  very  brief  interval  of  time,  as  the  machine 
is  likely  to  be  out  of  phase  at  the  instant  the  fields  are  excited. 

When  the  conversion  is  from  25  to  60  cycles  this  usually 
does  not  complete  the  operation  of  synchronizing,  as  the  60- 
cycle  generator  is  not  necessarily  in  phase  with  its  bus  when 
the  25-cycle  motor  has  been  synchronized.  The  ratio  of  the 
number  of  field  poles  on  the  2S-cycle  motor  to  those  on  the 
60-cycle  generator  must  be  as  25  is  to  60  or  as  10  is  to  24. 
When  a  lo-pole  field  is  mounted  on  the  same  shaft  with  a  24- 
pole  field,  as  is  usually  the  case  in  a  25-60  cycle  frequency 
changer,  only  one  set  of  poles  on  each  field  can  be  lined  up  in 
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the  same  radial  plane.  In  Fig.  25,  the  poles  which  are  aligned 
in  the  same  radial  plane  are  represented  by  the  heavy  diam- 
eters. When  the  2S-cycle  machines  are  synchronized,  any 
of  the  five  sets  of  poles  on  the  incoming  machine  may  fall  into 


1 
Fig.  25.    Poles  of  Frequency  Changer. 

step  with  the  poles  represented  by  the  heavy  line  on  the 
operating  unit.  When  the  25-cycle  machine  has  fallen  into 
step,  as  in  Fig.  26,  on  the  pair  of  poles  next  to  the  one  repre- 
sented by  the  heavy  line  in  Fig.  25,  the  incoming  60-cycle 


Fig.  26.     Displacement  of  Phase,  Frequency  Changer. 

machind  is  held  out  of  phase  with  the  operating  unit  as  shown 
by  the  dotted  vertical  line.  If  the  rotation  is  counterclock- 
wise, the  machines  can  be  brought  into  phase  by  cutting  off 
the  supply  of  energy  from  the  incoming  machine  and  allow- 
ing it  to  slip  back  one  pair  of  poles,  at  a  time,  until  the  heavy 
lines  are  in  phase  with  each  other.  The  machines  are  then 
in  phase  on  both  25-  and  60-cycle  ends.  A  special  synchro- 
scope is  employed  which  has  five  points  corresponding  to  the 


64 


ELECTRIC   CENTRAL   STATIONS 


five  positions  in  which  it  is  possible  to  bring  the  6o-cycle 

machines  into  synchronism.     The  dial  is  shown  in  Fig.  27. 

In  synchronizing  if  the  60-cycle  pointer  takes  position  No. 

4,  it  is  necessary  to  "shp  poles"  four  times 

before  the  60-cycle  machines  can  be  thrown 

in  parallel. 

These    compUcations    do    not  arise    in 

synchronizing  a  single   frequency  changer 

with  a  60-cycle  generator  driven  by  a  prime 

mover,  as  the  prime  mover  can  be  adjusted 

ig-  27-  ^Q  bring  it  into  phase. 

A  typical  substation  of  this  class  is  illustrated  in  Fig.  28. 

The  exciter  for  the  vertical  unit  is  mounted  at  the  top,  the 


Fig.  28.     Frequency  Changer  Substation. 

armature  being  carried  on  the  main  shaft.  In  this  substation 
the  exciter  for  the  2000-kw.  unit  is  provided  with  suitable 
switching  arrangements  which  permit  its  use  as  a  direct- 
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current  motor  in  bringing  the  unit  up  to  speed.  This  relieves 
the  transmission  system  of  the  shock  of  starting  as  an  induc- 
tion motor.  Direct  current  is  supplied  from  one  of  the  other 
exciter  units  for  this  purpose.  The  vertical  unit  is  carried 
on  a  special  roller  step-bearing.  Several  of  these  2000-kw. 
units  are  in  service  in  the  city  of  Chicago,  in  substations 
where  the  saving  in  floor  space,  improved  efficiency  and 
slightly  lower  first  cost  made  their  adoption  desirable. 

Direct-current  Substations.  —  The  direct-current  substa- 
tion receives  high-tension  alternating  current  energy  and 
converts  it  to  low-tension  continuous  current  energy,  for  dis- 
tribution. The  battery  substation  receives  continuous  low- 
tension  energy  and  delivers  the  same,  the  function  of  the 
battery  being  to  store  energy  for  use  in  an  emergency. 

Converting  direct-current  substations  utilize  motor  gen- 
erators or  synchronous  converters.  In  systems  generating 
energy  at  25  cycles,  the  synchronous  converter  is  employed 
very  generally  because  of  its  greater  efficiency  and  lower  cost 
as  compared  with  motor  generators.  Where  the  generating 
system  produces  60-cycle  energy  the  synchronous  converter 
was  not  employed  until  recent  years  because  of  its  lack  of 
stability,  but  the  direct-current  supply  was  derived  from 
motor  generators.  Both  synchronous  and  induction  motor 
generators  are  employed.  The  synchronous  motor  generator 
is  very  desirable  because  of  the  ability  to  control  the  power 
factor  thus  offsetting  the  effect  of  inductive  loads  elsewhere 
in  the  system.  It  is,  however,  subject  to  the  disadvantage 
that  it  is  thrown  out  of  step  rather  easily  by  disturbances  in 
the  transmission  system.  Thus  a  short  circuit  at  some  remote 
point  may  at  times  cause  the  synchronous  motor  to  fall  out  of 
step  and  shut  down  unnecessarily. 

The  induction  motor  having  no  power-factor  control  is  at 
a  disadvantage  in  that  respect,  but  it  is  not  so  easily  thrown 
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out  of  phase  sufficiently  to  cause  it  to  be  shut  down  and  there- 
fore has  much  more  stability  than  the  synchronous  moto'r. 
The  efficiency  of  the  synchronous  motor  is  somewhat  better 
than  that  of  the  induction  motor. 

It  has  therefore  been  usual  in  the  larger  6o-cycle  distribut- 
ing systems,  to  equip  direct-current  substations  with  both 
synchronous  and  induction  motors.  This  permits  control  of 
the  power  factor  and  yet  retains  the  necessary  degree  of 
stability  in  a  part  of  the  equipment  during  an  emergency. 

In  recent  years  the  development  of  interpole  converters 
has  ehminated  the  more  serious  faults  of  66-cycle  machines 
and  they  have  been  used  instead  of  motor  generators. 

Efficiency  of  Converting  Machinery.  —  The  comparative 
efficiencies  and  costs  of  a  few  principal  sizes  of  motor  generator 
and  synchronous  converter  sets,  as  presented  by  Allen  in  a 
paper  before  the  Association  of  Edison  Illuminating  Companies 
in  1908,  is  presented  in  Table  I. 

A  study  of  this  table  shows  that  all  sizes  of  25-cycle  motor 
generators  have  efficiencies  about  4  per  cent  less  than  those  of 
synchronous  converters  of  equal  capacity.  The  25-cycle  in- 
duction motor  sets  are  sUghtly  more  efficient  than  the  syn- 
chronous motor  sets.  The  synchronous  converter  costs  less 
in  all  sizes  than  the  motor  generator.  At  60  cycles  the  sjti- 
chronous  motor  sets  are  slightly  more  efficient  than  those 
driven  by  induction  motors,  while  the  converter  is  about  3 
per  cent  more  efficient  than  either. 

The  cost  is  nearly  the  same  per  kilowatt  for  motor  generators 
as  for  converters  at  60  cycles.  These  figures  apply  to  con- 
verters and  motor  generators  having  interpoles.  The  con- 
verter costs  include  air-blast  transformers. 

Low-tension  Switchboards.  —  The  direct-current  distrib- 
uting equipment  being  operated  at  low  potential  is  radically 
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different  from  the  2  200- volt  alternating-current  equipment 
before  described.  The  bus  bars  are  of  bare  copper  about 
half  an  inch  thick  and  from  three  to  six  inches  wide,  built  up, 
with  air  spaces  between  for  radiation,  to  the  required  number 
to  C9,rry  the  current.  These  are  mounted  at  the  back  of  the 
switchboard  so  that  the  connections  to  the  generator  and 
feeder  switches  may  be  as  shprt  as  possible.  The  chief  con- 
sideration in  the  design  of  such  boards  is  an  arrangement  using 
a  minimum  length  of  copper,  as  it  is  necessarily  of  heavy  cross- 
section.  The  board  should,  therefore,  be  as  short  as  possible, 
but  the  opposite  polarities  should  not  be  so  close  as  to  en- 
danger the  service  in  case  a  short  circuit  is  made. 
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The  arrangement  shown  in  Fig.  29  and  Fig.  30  accompHshes 
these  objects  very  effectively.  The  upper  row  of  switches 
are  all  of  one  polarity  and  the  lower  of  another.     The  neutral 
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Fig,  29.     Rear  of  Low  Tension  Switchboard. 


conductor  need  not  be  switched  and  is  connected  direct  to 
the  neutral  bus.  The  separation  is  ample  and  the  length  of 
bus-bar  copper  per  feeder  is  about  6  inches  for  each  pole  of 
the  bus. 
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This  close  spacing  necessitates  the  use  of  the  edgewise 
type  of  ammeter,  an  instrument  being  placed  on  each  side  of 
the  three-wire  feeder.  The  location  of  the  polarities  is  usu- 
ally standardized  for  the  sake  of  uniformity.     That  is,  the 


S\'iichronous  Converter  Substation. 


positive  bus  is  placed  above  or  at  the  right,  and  the  negative 
below  or  at  the  left,  or  vice  versa.  Separate  voltmeters  are  not 
necessary  for  each  feeder  in  direct-current  networks,  but  the 
pressure  wires  brought  from  the  feeder  ends  are  terminated 
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in  a  multiple-point  switch  so  arranged  that  the  pressures 
on  the  feeders  may  be  read  on  a  single. voltmeter  succes- 
sively. The  bus  pressure  is  usually  indicated  by  a  separate 
voltmeter,  as  this  pressure  should  be  visible  to  the  operator 
at  all  times.  -  - 

The  individual  regulation  of  feeder  pressure  is  not  necessary; 
in  direct-current  systems  except  for  very  long  feeders  which 
may  be  equipped  with  a  booster  set,  or  with  very  short  feed-; 
ers  which  may  have  a  resistance  in  series  to  absorb  part  of 
the  pressure. 

Booster  sets  for  use  on  three-wire  feeders  commonly  con-- 
sist  of  two  generators  of  sufficient  ampere  capacity  to  carry 
the  full  load  of  the  feeder  and  voltage  range  sufficient  to  make 
up  for  the  feeder  loss,  usually  at  least  40  to  50  volts.  These 
are  driven  by  direct  connection  to  a  230-volt  motor  of  proper 
capacity.  The  booster  generator  fields  must  be  designed  to 
operate  throughout  the  full  range  of  pressure  without  trouble 
at  the  brushes,  and  must  have  independent  field-rheostat 
control  in  order  to  permit  compensation  for  drop  on  the  neutral 
in  case  of  unbalanced  load.  The  location  of  a  booster  set^ 
should  be  such  that  the  length  of  the  feeder  cables  which  are 
looped  through  the  booster  will  be  as  short  as  circumstances 
will  permit. 

Feeder  resistances  are  to  be  avoided  as  far  as  possible,  and 
are  usually  not  necessary  on  more  than  one  or  two  very  short 
feeders.  Where  necessary,  they  must  be  of  a  design  which 
will  carry  the  feeder  current  at  full  load  without  excessive 
temperature  rise.  This  necessitates  a  special  design  of  rheo-' 
Stat.  Wire  coils  have  been  used  for  smaller  feeders,  but  for. 
those  carrying  500  amperes  and  upward,  strips  of  heavy, 
galvanized  sheet-iron,  mounted  on  suitable  insulating  sup- 
ports and  surrounded  with  a  wire  netting  for  protection,  have 
given  good  results.  There  should  be  several  sections  so  that 
the  operator  can  adjust  the  resistance  for  different  loads. 
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Motor-Generator  Substations.  —  Motor  generator  convert- 
ing sets  for  substations  are  conunonly  installed  in  sizes  of  300 
to  1000  kw.  In  these  sizes  the  motors  are  preferably  wound 
for  the  transmission  voltage  where  pressures  less  than  15,000 
volts  are  used,  as  the  extra  cost  and  space  required  for  the 
transformers  is  a  considerable  item.  Direct  current  is  de- 
livered to  the  distributing  bus  by  the  generator. 

Synchronous  motor  sets  are  started  preferably  from  the 
direct-current  side  in  order  to  avoid  disturbance  in  the  trans- 
mission system,  due  to  large  starting  currents.  They  are 
then  synchronized  and  connected  in  parallel  with  the  trans- 
mission system.  Induction  motor  sets  are  started  by  the  use 
of  resistance  in  the  rotor  circuits  which  gives  good  starting 
torque  with  a  starting  current  little  in  excess  of  full-load 
current.  The  induction  sets  are  started  first  in  an  emergency, 
thus  furnishing  direct  current  from  which  to  start  the  syn- 
chronous sets.  The  high-tension  line  equipment  is  similar 
to  that  outlined  for  a  transformer  substation.  Control  of 
the  direct-current  pressure  is  had  by  means  of  the  field  rheo- 
stats of  the  generators. 

Synchronous  Converter  Substations.  —  In  converter  sub- 
stations the  electricity  received  from  the  transmission  sys- 
tem passes  through  suitable  oil-switching  arrangements  to 
step-down  transformers  which  deliver  a  secondary  pressure 
suitable  for  the  rotary  converter.  From  the  transformers  the 
current  passes  through  a  potential  regulator  to  the  collector 
rings  of  the  converter  and  thence  through  its  windings  to 
the  commutator  from  which  direct  current  is  delivered  to  the 
brushes.  The  direct  current  passes  through  a  circuit  breaker 
and  switch  to  its  bus  bar,  from  which  the  feeders  are  carried 
to  the  distributing  mains.  Two  or  more  direct-current  bus 
bars  are  usually  provided  to  facilitate  the  regulation  of  pres- 
sure during  the  period  of  heavy  load. 
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The  three-phase  shell  1)^)6  of  transformer,  air  cooled,  has 
been  used  quite  generally  for  this  class  of  service  owing  to  the 
economy  in  first  cost  and  in  floor  space.  The  air  for  cooling 
is  blown  through  ducts  within  the  case,  and  in  substations 
of  2000  kw.  or  more  it  is  sometimes  necessary  to  provide 
ducts  to  carry  the  heated  air  outside  the  building.  This  re- 
quires a  suitable  blowing  outfit  and  space  for  air  chambers 
under  the  transformers. 

T3rpes  of  Converters.  —  Synchronous  converters  are  pro- 
vided with  shunt  or  compound  field  circuits.  They  may 
also  have  interpole  windings  and  a  synchronous  booster  for 
pressure  control. 

Shunt  machines  were  formerly  used  for  hghting  work  exclu- 
sively. With  the  shunt  machine  it  is  necessary  to  use  a  regu- 
lator for  control  of  the  direct-current  pressure,  since  the 
variation  of  the  shunt  field  strength  changes  both  power  factor 
and  pressure,  and  the  use  of  the  shunt  field  to  control  pressure 
produces  undesirable  power  factor  under  certain  conditions  of 
load  and  pressure  on  the  incoming  line. 

The  adaptation  of  the  interpole  field  to  s3mchronous  con- 
verters greatly  improved  conditions  of  commutation  and  per- 
mitted the  development  of  larger  sizes  of  25-cj'cle  converters 
than  had  previously  been  permissible.  The  maximum  size 
available  prior  to  1910  was  2000  kw.,  while  converters  of 
twice  this  size  were  put  into  service  within  a  few  years 
after  the  introduction  of  the  first  machines  of  the  interpole 
type. 

A  modification  of  the  interpole  machine  known  as  the  split- 
pole  converter  was  developed,  but  has  not  been  generally 
employed.  The  spht-pole  machine  has  three  sets  of  field 
windings  with  separate  rheostat  control,  the  purpose  of  which 
is  to  secure  variation  in  pressure  by  changing  the  form  of 
the  voltage  wave  without  affecting  the  power  factor  seriously. 


SUBSTATIONS 


V3 


The  manipulation  of  the  fields  is  rather  complicated  and  the 
machine  is  somewhat  larger  than  other  types  of  converters. 

The  space  required  for  the  induction  regulator  and  its 
connections,  and  its  liability  to  injury  when  subjected  to  the 
mechanical  shock  of  a  short  circuit,  suggested  the  desir- 
ability of  the  use  of  the  synchronous  booster  type  of  converter 
with  interpoles  to  assist  in  commutation. 

This  machine  carries  an  alternator  on  the  main  shaft  with 
its  windings  in  series  with  those  of  the  converter  armature, 
as  shown  in  Fig.  31. 


Fig.  31.    Booster  Type  Converter. 

The  booster  is  wound  to  give  a  range  of  about  10  per  cent 
of  the  rated  pressure  of  the  machine.  Its  field  is  reversible 
and  this  gives  a  range  of  20  per  cent  in  the  pressure  deUvered 
to  the  direct-current  bus  bar.  This  range  can  be  more  readily 
increased  to  meet  an  emergency  than  is  possible  where  an 
induction  regulator  is  employed. 

The  advantages  of  simplicity  of  connections  and  greater 


74 


ELECTRIC  CENTRAL  STATIONS 


jtiStSlSSSSl 

09PTOW91 

AaaaflMaaa 

flexibility  are  such  that  this  t3T)e  of  converter  has  been  gen- 
erally adopted  in  recent  years. 

In  substations  having  units  of  500  kw.  or  larger  it  is  de- 
sirable to  use  converters  wound  for  the  voltage  across  the 
outer  wires,  in  order  to  avoid  the  multiplication  of  the  number 
of  units,  and  the  increased  expense  incident  thereto.  The 
unbalance  of  the  system  may  be  cared  for  by  one  pair  of  1 10- 

volt  machines  or  by  a  motor- 
coNVERTER  wmmNo  generator  balancer  set  or 
by  the  use  of  six-phase  dia- 
metrically connected  trans- 
former secondaries  arranged 
as  in  Fig.  32.  The  latter 
plan  has  the  advantage  that 
no  1 10- volt  machines  are 
required  in  the  substation. 
The  neutral  of  the  direct- 
current  system  is  connected 
directly  to  the  secondary 
neutral  of  the  transformers 
and  any  unbalance  is  thus 
cared  for.  The  unbalance 
in  a  large  system  is  rarely 
over  5  per  cent  and  the 
scheme  is  found  very  satis- 
factory in  most  instances. 
The  use  of  thp  six-phase 
connection  and  converter  winding  reduces  the  length  of  the 
path  traveled  by  the  current  in  passing  through  the  armature 
and  thus  reduces  the  losses  and  the  heating.  Theoretical 
calculations  based  on  sine  waves  indicate  that  a  direct-current 
generator  rated  at  100  kw.  may  be  rated  at  131  kw.  as  a 
three-phase  converter,  or  at  194  kw.  as  a  six-phase  converter, 
or  the  same  rise  of  temperature. 


Fig.  32. 


Connections  of  Six-phase 
Converter. 
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The  theoretical  ratio  of  transformation  in  voltage  in  pass- 
ing from  the  collector  rings  on  the  alternating-current  side  to 
the  direct-current  brushes  is  as  61  to  100  in  a  three-phase  con- 
verter and  as  71  to  100  in  a  six-phase  converter.  These  ratios 
are  based  on  the  assumption  of  a  sine  wave  of  E.M.F.  and 
may  vary  somewhat  in  actual  practice. 

It  is  usual  to  protect  the  converter  by  a  reverse-current 
relay  which  opens  the  circuit  breaker  in  case  the  flow  of  energy 
is  reversed,  and  shuts  the  machine  down.  Without  such 
protection  the  reverse  current  may  weaken  the  field  of  the 
converter  and  cause  it  to  accelerate  quickly  to  a  dangerous 
speed.  The  reverse-current  relay  does  not  operate  below 
10  per  cent  of  full  load,  and  a  speed  limit  consisting  of  a 
centrifugal  switch  is  often  provided  as  further  insurance  against 
dangerous  peripheral  speeds.  The  speed  limit  is  rarely  called 
upon  to  act  and  should,  therefore,  be  tested  at  regular  intervals. 
Accidents  to  converters  in  which  machines  have  been  wrecked 
have  occurred  in  nearly  all  large  systems,  and  the  provision 
of  such  accessories  must  not  be  overlooked  where  the  unit 
operates  in  parallel  with  a  direct-current  system  having  other 
sources  of  supply. 

Starting  of  Converters.  —  The  arrangement  of  starting  de- 
vices for  synchronous  converters  is  a  matter  of  great  impor- 
tance, as  it  must  be  possible  to  start  them  quickly  and  without 
serious  disturbance  to  the  system  in  regular  operation  and  in 
emergency.  The  converter  may  be  started  by  a  supply  of 
current  from  either  side  or  by  a  starting  motor  direct  con- 
nected to  the  shaft.  When  started  from  the  direct-current 
side  a  rheostat  is  used  in  series  with  the  armature,  as  in  start- 
ing a  direct-current  motor.  The  starting  current,  however, 
has  two  paths,  one  through  the  converter  windings  from 
brush  to  brush,  and  another  through  the  collector  rings 
to  the  transformer  coils  and  thence  back  again  to  the  con- 
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verier  armature.  While  the  converter  is  turning  slowly,  the 
frequency  of  reversal  of  the  current  through  the  transformer 
coils  is  low  and  the  choking  effect  is  small.  The  starting 
current  from  the  direct-current  side  is,  therefore,  more  than 
that  of  a  motor  of  the  same  size  without  load.  When  the 
machine  has  come  up  to  speed  the  potential  regulator  is 
adjusted  to  bring  the  pressure  of  the  converter  up  to  that  of 
the  transmission  system,  and  the  rotary  is  synchronized  with 
the  transmission  system  and  connected  to  it.  The  field  and 
regulator  are  manipulated  to  bring  the  power  factor  up  to 
unity  and  to  adjust  the  load  carried  by  the  unit  to  the  desired 
amount. 

In  case  a  total  shutdown  of  the  system  removes  tlie  supply 
of  direct  current  for  starting,  means  must  be  at  hand  for 
starting  from  the  alternating  current  supply.  Converters  maj' 
be  started  from  the  alternating  side  with  the  field  coils  open  as 
in  starting  a  synchronous  motor,  and  the  pressure  reduced  to 
about  half  normal  pressure  to  keep  the  starting  current  within 
limits.  This  may  be  done  by  means  of  a  starting  compen- 
sator on  the  high-tension  side  of  the  transformer  or  by  means 
of  taps  on  the  secondary  winding.  The  latter  is  preferable 
as  no  autotransformer  or  extra  high-tension  switching  opera- 
tions are  required. 

In  this  method  after  the  machine  is  brought  up  to  speed  its 
fields  are  excited  and  the  polarity  noted,  as  it  may  come  up 
reversed.  If  so,  the  direct-current  voltmeter  on  the  machine 
gives  a  negative  reading.  The  field  connections  are  then 
reversed  by  means  of  a  switch  provided  for  the  purpose  and 
the  machine  sUps  back  one  pole.  As  soon  as  it  has  done  so 
the  direct-current  voltmeter  swings  to  a  positive  reading, 
when  the  field  is  again  reversed  and  the  polarity  remains 
correct.  The  starting  switch  is  then  thrown  to  the  full  pres- 
sure, the  machine  pressure  is  equalized  and  it  is  connected 
to  the  direct-current  bus. 
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The  current  required  in  starting  from  the  alternating- 
current  side  is  from  150  per  cent  to  200  per  cent  of  full-load 
current  on  a  500  kw.  converter  and  somewhat  less  on  larger 
sizes.  The  direct-current  starting  current,  however,  is  but 
25  to  30  per  cent  of  full-load  current.  This  small  starting 
current  makes  this  method  preferable  in  cases  where  there 
are  several  machines  or  where  the  direct-current  distributing 
system  has  sufhcient  capacity  to  furnish  the  starting  current 
without  serious  disturbance.  In  such  cases  the  normal  method 
of  starting  is  from  the  direct-current  end. 

Sufficient  machines  should  be  equipped  for  alternating- 
current  starting  in  a  given  substation  to  insure  a  supply  of 
direct  current  for  starting  the  other  units.  Where  sufficient 
storage  battery  capacity  is  installed  the  direct-current  supply 
may  be  relied  upon  at  all  times. 

The  synchronous  converter  has  also  been  adapted  to  opera- 
tion on  a  vertical  shaft  in  a  manner  similar  to  the  frequency 
changer  described  heretofore.  This  machine  is,  however,  sup- 
ported on  a  bearing  which  operates  on  a  pedestal  that  passes 
up  through  the  center  of  the  machiiie  to  the  top.  The  bear- 
ing- is -thus  accessible  from  the  top  by  the  removal  of  a  plate 
instead  of  from  below.  The  general  arrangement  is  illus- 
trated in  cross-section  in  Fig.  33. 

These  machines  have  been  made  in  units  of  1000  and  2000 
kw.,  the  first  of  this  t3^e  having  been  installed  in  Chicago 
in  1907. 

The  interior  of  a  converter  substation  is  illustrated  in  Fig.  30. 

Storage  Battery  Stations.  —  One  of  the  principal  advan- 
tages of  the  direct-current  system  of  distribution  is  the  possi- 
bility of  the  use  of  a  storage  battery  reserve.  Before  the 
use  of  the  battery  became  general,  it  was  not  an  uncommon 
thing  in  the  larger  systems  to  have  the  service  seriously  inter- 
rupted through  accident  in  the  generating  or  transmission 
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system.  With  the  introduction  of  the  storage  battery  these 
interruptions  were  largely  obviated,  only  serious  accidents 
affecting  the  major  part  of  the  system  being  the  cause  of 
shutdowns.    The  smaller  disturbances  in  a  large  system  pro- 


Fig.  33.    Section  of  Vertical  Converter. 

tected  by  batteries  do  not  appreciably  affect  the  service.  The 
usual  arrangement  of  battery  connections  is  shown  in  Fig.  34. 
Taps  are  brought  out  from  the  end  cells  to  a  number  of  ter- 
minals arranged  to  permit  the  battery  to  be  discharged  at  the 
desired  voltage. 

Connection  is  made  from  each  end-cell  terminal  to  a  bus 
bar  by  a  sliding  contact.  The  voltage  of  each  cell  being 
about  two  volts,  the  pressure  delivered  by  the  battery  to  the 
bus  bar  varies  according  to  the  position  of  the  sliding  contact. 
When  the  battery  is  required  to  discharge,  the  sliding  contacts 
are  moved  toward  the  outer  ends,  thus  raising  the  pressure  of 
the  battery  and  causing  it  to  deliver  energy  to  the  bus  bar. 
When  no  energy  is  required  from  the  battery  the  end-cell 
contact  is  set  so  that  the  battery  pressure  and  the  bus  pres- 
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sure  balance  and  the  battery  floats  on  the  system.  In  case 
of  a  reduction  in  the  bus  pressure  due  to  a  failure  in  the 
supply  of  energy,  the  battery  immediately  begins  to  dis- 
charge to  the  bus,  thus  tending  to  hold  the  pressure  up  and 
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Fig  34.    Battery  End  Cell  Connections. 

preventing  a  complete  interruption  of  service.  The  extent 
of  the  interference  depends  upon  the  relative  capacity  of  the 
battery  and  the  load  on  the  bus  at  the  time.  During  the 
hours  of  smaller  load  the  operator's  adjustment  of  the  end- 
cell  switches  is  sufficient  to  restore  the  pressure  to  normal  in 
a  very  short  time,  so  that  the  consumer  notices  nothing  be- 
yond a  shght  flickering  in  the  lights. 

The  maximum  load  in  a  large  system  is  usually  considerably 
greater  than  the  average  load,  and  it  is  not  feasible  to  provide 
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sufficient  battery  to  care  for  a  serious  accident  at  the  hour 
of  the  maximum.  The  maintenance  of  batteries  being  expen- 
sive, it  is  usual  to  provide  about  25  to  40  per  cent  of  the- 
maximum  load  in  battery  capacity. 

Two  or  three  busses  are  provided,  so  that  the  battery  may 
discharge  simultaneously  to  main  and  auxiliary  busses  at 
different  pressures  if  required.  It  is  desirable  to  keep  the 
battery  floating  on  the  main  bus  while  it  is  being  charged 
through  another  bus.  The  battery  may  be  charged  through 
a  booster  from  the  main  bus,  or  from  a  separate  converter 
or  generator  wound  for  the  higher  pressure  required  for  full 
charging. 

The  battery  is  usually  arranged  for  motor  control  of  the 
end-cell  switches  with  indicators  on  the  switchboard  to  show 
the  operator  the  position  of  the  end-cell  switches  on  each  bus, 
ammeters  on  each  bus  and  pressure  connections  by  which  the 
voltage  of  individual  cells  may  be  taken. 

The  most  essential  points  in  the  construction  of  a  battery 
station  are  ample  space,  proper  ventilation  and  sufficient 
strength  to  support  the  weight  of  the  cells. 

The  cells  are  set  side  by  side  so  that  the  plates  of  neighbor- 
ing cells  can  be  joined  together  by  a  lead  bar  without  the  use 
of  copper  bus-bar  work  as  far  as  possible.  The  floor  space 
required  by  a  battery  is  much  more  than  that  which  is  needed 
for  an  equal  capacity  in  converting  apparatus.  It  is  some- 
times necessary  on  this  account  to  put  parts  of  a  battery  on 
separate  floors. 

The  use  of  sulphuric  acid  as  an  electrolyte,  and  the  ebulli- 
tion of  gases  from  the  battery,  tend  to  keep  the  air  in  a  bat- 
tery room  heavily  laden  with  sulphuric  acid  vapor.  This 
acid  corrodes  all  the  common  metals  except  lead,  as  well  as 
many  organic  substances.  It  is  therefore  necessary  to  protect 
all  structural  steel  work  with  building  tile  and  plaster  and  to 
keep  all  copper  bus  work  well  painted.    As  a  further  means 
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of  reducing  the  corrosive  action  ample  ventilation  must  be 
provided.  Where  natural  ventilation  cannot  be  secured,  fans 
must  be  provided  discharging  through  a  stack.  During  the 
summer  months  open  windows  may  be  relied  upon  where 
batteries  are  sufhciently  remote  from  adjoining  buildings  to 


Fig.  35.    Storage  Battery  Switchboard. 

avoid  interference  with  the  rights  of  others.  The  floor  of 
the  battery  room  must  be  arranged  to  drain  off  any  leakage 
of  the  electrolyte.  The  use  of  cement  floors  is  not  permissible 
on  account  of  the  action  of  the  acid.  It  is  therefore  usual  to 
lay  a  floor  consisting  of  a  layer  of  roofing  paper  well  coated 
with  compound  and  over  this  a  floor  of  vitrified  tile  brick 
with  the  spaces  between  the  bricks  carefully  filled  with  com- 


82  ELECTRIC   CENTRAL  STATIONS 

pound.  Such  a  floor  will  not  permit  the  leakage  of  any 
electrolyte  to  the  lower  floors,  and  is  not  affected  materially 
by  the  acid. 

The  operation  of  the  battery  being  affected  by  the  specific 
gravity  of  the  electrolyte,  it  is  necessary  to  have  a  supply  of 
pure  water  for  the  purpose  of  diluting  the  acid  at  intervals. 
The  provision  of  facilities  for  the  storage  or  manufacture  of 
distilled  water  is  therefore  usually  necessary. 

The  end-cell  connections  are  perferably  terminated  on  an 
end-cell  switch  built  into  one  wall  of  the  battery  room  and 
facing  toward  the  outside.  This  keeps  the  strong  acid  fumes 
away  from  the  end-cell  switch  and  other  substation  appa- 
ratus. A  battery  switchboard  with  end-cell  indicators  and 
controlling  devices  is  illustrated  in  Fig.  35. 


CHAPTER   IV. 
VOLTAGE    REGULATION. 

The  inherent  sensitiveness  of  the  incandescent  lamps  to 
variations  in  pressure  necessitates  refinements  of  regulation  in 
electric  lighting  work  which  are  not  required  for  power  or 
traction  purposes.  The  excellence  of  a  central  station's 
lighting  service  is  determined  very  largely  by  the  attention 
given  to  pressure  regulation,  and  much  thought  has  therefore 
been  given  to  this  subject  by  engineers  from  the  earliest  days 
of  the  industry. 

In  general,  the  regulation  of  pressure  is  accomplished  by 
variations  of  bus  voltage  and  by  control  of  the  pressure  on 
individual  feeders. 

Low-tension  Networks.  —  In  low-tension  networks,  which 
are  generally  operated  with  direct  current,  uniform  pressure 
is  maintained  on  the  mains  by  varying  the  bus  pressure  as 
the  load  changes  and  by  the  fact  that  the  regulation  of  pres- 
sure is  to  some  extent  automatic.  When  a  heavy  load  is 
placed  at  any  point  on  a  network  the  pressure  near  that 
point  is  lowered  somewhat,  causing  current  to  flow  from  all 
adjacent  feeders  toward  the  low  point  in  proportion  to  the 
capacity  of  the  mains  in  the  vicinity  of  the  load.  The  heavy 
load  is  thus  carried  in  part  by  each  of  the  feeders  nearest  the 
low  point,  which  tends  to  support  the  pressure  in  that  local- 
ity. When  the  adjacent  feeders  take  the  added  load  the 
pressure  at  their  ends  is  held  by  raising  the  bus  pressure,  and 
the  system  tends  thus  to  automatically  equalize  the  pressure 
within  certain  limits. 
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The  different  lengths  and  sizes  of  the  feeders  tend,  how- 
ever, to  produce  higher  pressure  on  the  network  near  the 
station  and  lower  pressure  at  remote  points  during  the  heavy- 
load  period.  In  the  earlier  development  of  networks  it  was 
customary  to  insert  resistances  in  the  feeders  to  keep  the 
pressure  down  on  the  short  feeders  and  to  afford  means  of 
shifting  load  from  one  feeder  to  another.  This  practice  was 
discontinued  as  a  general  thing  because  of  the  inherent  tend 
ency  of  the  network  to  regulate  the  pressure  automatically. 
The  loss  of  energy  in  feeder  resistances  was  a  considerable 
item  and  the  space  required  is  considerable  where  feeder 
loads  are  heavy.  They  are  used  in  modern  practice  only  for 
very  short  feeders,  where  regulation  cannot  be  secured  with- 
out them. 

It  is  found  desirable  to  provide  two  or  more  separate  busses 
and  to  arrange  the  switchboard  so  that  the  shorter  feeders 
can  be  carried  on  one  at  a  lower  pressure  and  the  longer 
feeders  on  the  other  busses  at  higher  pressures.  Each  bus  is 
supplied  from  a  source  which  can  be  independently  regulated, 
and  each  zone  may  therefore  be  carried  at  a  pressure  suited 
to  average  drop  on  its  feeders. 

This  arrangement  necessarily  requires  a  sufficient  number 
of  sources  of  supply  of  the  proper  capacity  to  carry  the  loads 
on  the  several  busses,  and  is  therefore  only  applicable  to 
stations  and  substations  having  several  units. 

The  operation  of  several  busses  is  necessary  only  during  the 
hours  of  heavy  load  since  the  difference  between  the  drop  on 
the  longer  and  shorter  feeders  is  not  so  great  during  the  hours 
of  light  load,  and  all  feeders  can  be  carried  from  one  bus. 

It  is  often  practicable  to  prevent  pressure  from  running 
too  high  during  the  light-load  period  by  opening  a  part  of  the 
feeders  running  to  a  district,  transferring  the  load  to  the 
remaining  feeders  and  increasing  the  drop  on  them. 

With  very  long  feeders  it  is  sometimes  necessary  to  install 
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a  motor-driven  booster  in  series  with  the  feeders  to  hold  the 
pressure  up.  Such  boosters  may  be  compounded  to  auto- 
matically maintain  constant  pressure  at  the  feeder  end  as 
the  load  changes.  Where  storage  batteries  equipped  with 
end-cell  switches  are  available,  it  is  sometimes  feasible  to 
put  the  longer  feeders  on  the  battery  through  a  separate  bus 
and  thus  avoid  the  use  of  a  booster.  The  installation  of  a 
booster  is  not  justified  until  the  fixed  charges  on  the  cost  of 
the  feeder  capacity  required  to  produce  equivalent  results 
exceed  the  fixed  charges  on  cost  of  the  booster  equipment 
plus  the  value  of  the  loss  due  to  its  operation. 

It  is  usual  in  low-tension  networks  to  run  pressure  wires 
from  the  principal  feeder  ends  back  to  the  station  where  they 
are  connected  to  a  multiple-point  switch  in  such  a  way  that 
a  voltmeter  may  be  connected  to  the  pressure  wires  of  any 
feeder,  and  the  pressure  at  any  point  in  the  network  may 
thus  readily  be  known  at  any  time. 

In  operating  the  system  a  feeder  which  represents  the 
average  condition  in  any  zone  is  selected  as  a  standard  feeder. 
The  pressure  wires  of  this  feeder  are  run  to  a  separate  volt- 
meter which  is  used  for  regulating  the  bus  which  supplies  the 
zone.  The  operator  manipulates  the  field  rheostat  of  the 
machines  which  are  carrying  the  load  as  may  be  necessary  to 
hold  the  pressure  as  indicated  by  the  voltmeter  on  the  stand- 
ard feeder  constant.  A  similar  standard  feeder  is  required 
for  each  bus,  and  in  large  systems  a  second  standard  is  often 
maintained  for  use  in  case  of  emergency. 

In  stations  where  a  storage  battery  auxiKary  is  provided, 
it  is  usual  to  adjust  the  battery  pressure  to  that  of  the  bus 
and  connect  them  in  parallel.  This  permits  the  battery  to 
float  on  the  bus  and  thus  automatically  charge  and  dis- 
charge as  the  pressure  rises  above  or  falls  below  the  normal. 
The  effect  of  this  is  to  steady  the  bus  pressure  greatly  and  to 
partially  sustain  it  in  case  of  interruption  of  the  power  supply. 
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Alternating-current  Networks.  —  In  alternating-current 
systems  the  problem  of  pressure  regulation  is  solved  in  quite 
a  different  way.  Individual  feeder  regulators  which  waste  but 
little  energy  permit  the  economical  operation  of  most  of  the 
feeders  on  one  bus  if  it  is  desired,  though  two  busses  are 
usually  provided  for  other  reasons.  In  low-tension  networks 
the  conditions  are  very  similar  to  those  found  in  a  direct- 
current  network,  but  the  problem  is  much  more  easily  met 
because  of  the  availability  of  feeder  regulators.  When  a 
feeder  becomes  overloaded  the  regulators  of  adjacent  feeders 
may  be  used  to  raise  these  feeder-end  pressures  and  thus 
cause  these  feeders  to  take  part  of  the  load  of  the  overloaded 
feeders.  Where  the  feeders  are  low  tension  as  well  as  the 
mains,  and  are  installed  underground,  pressure  wires  may  be 
embodied  in  the  feeder  cables,  as  is  customary  in  direct- 
current  distribution,  at  a  small  expense.  If  the  lines  are 
overhead  or  the  construction  is  such  that  separately  insu- 
lated pressure  wires  are  required,  it  is  usually  less  expensive 
to  utilize  line-drop  compensators  instead. 

Primary  Systems.  —  In  areas  in  which  the  load  is  so  scat- 
tered that  the  distribution  is  effected  chiefly  by  means  of 
primary  mains,  it  is  usually  found  desirable  not  to  intercon- 
nect adjacent  feeders.  This  requires  that  each  feeder  be  inde- 
pendently regulated  to  deliver  the  proper  pressure  at  its  termi- 
nus, and  feeder  regulators  are  therefore  very  essential  to  a  system 
having  a  number  of  feeders  of  different  lengths  and  sizes. 

Bus-bar  Regulation.  —  The  automatic  regulation  of  bus 
pressure  is  desirable  where  automatic  feeder  regulation  is 
not  used,  as  the  operator  can  properly  care  for  gradual  changes 
in  the  feeder  load  by  hand  regulation,  if  the  bus  pressure  is 
held  steady  by  the  automatic  devices.  It  is  also  desirable 
in  any  case  where  a  steady  bus  pressure  is  required. 
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The  automatic  regulator  devised  by  Tirrill  has  proved  very 
successful  in  the  control  of  bus  pressures.  The  general 
scheme  of  connections  for  this  device  is  illustrated  in  Fig.  36, 
and  the  action  may  be  described  thus: 

The  secondary  circuits  of  the  potential  and  current  trans- 
formers of  the  generator  are  led  through  a  solenoid  in  a  com- 
pounding relation.     The  current  section  is  subdivided  so  that 
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rig.  36.    Tirrill  Regulator  Connections. 

different  rates  of  compounding  may  be  secured.  A  movable 
plunger  is  actuated  by  this  solenoid,  which  in  turn  actuates  a 
counterweighted  lever,  the  opposite  end  of  which  is  equipped 
to  make  electrical  contact  in  a  relay  circuit.  The  other  con- 
tact terminal  of  this  relay  circuit  is  carried  on  a  similar  lever 
which  is  actuated  by  the  plunger  of  a  direct-current  solenoid. 
This  solenoid  receives  current  in  proportion  to  the  pressure 
at  the  exciter  terminals.  The  relation  of  these  contact- 
making  levers  is  such  that  increased  pressure  at  the  exciter 
brushes  tends  to  open  the  relay  circuit,  while  increased  pres- 
sure at  the  main-generator  terminals  tends  to  close  it.  The 
closing  of  the  relay  circuit  demagnetizes  the  relay  as  the  other 
arm  of  the  relay  is  continuously  excited  in  the  opposite  sense. 
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As  soon  as  the  poles  of  the  relay  are  demagnetized  its  arma- 
ture is  withdrawn  by  a  spring.  This  closes  a  circuit  which 
shunts  the  field  rheostat  of  the  exciter  and  greatly  increases 
its  terminal  pressure.  This  increases  the  pull  of  the  direct- 
current  solenoid  plunger  and  opens  the  relay  circuit,  thus 
weakening  its  pull.  The  result  is  a  rapid  vibratory  action 
which  is  kept  up  almost  continuously.  As  the  load  increases, 
the  current  winding  on  the  alternating-current  solenoid  exerts 
an  increased  pull  on  the  plunger  which  causes  the  lower  con- 
tact of  the  relay  circuit  to  move  upward  toward  the  other 
contact  and  thus  close  the  relay  circuit  sooner.  This  raises 
the  exciter  pressure,  and  thereby  the  generator  pressure,  imtil 
it  has  been  restored  to  normal.  The  vibratory  action  con- 
tinues as  before  but  the  contacts  are  working  in  a  sKghtly 
higher  position  in  space,  thus  forming  a  "floating  contact." 

A  condenser  is  used  to  diminish  the  action  of  the  arc  at  the 
contact  which  shunts  the  exciter  rheostat. 

The  ability  of  the  shunt  contacts  to  break  the  circuit  is 
the  limiting  feature  of  the  apparatus.  This  limit  is  reached  at 
about  50  kw.  on  the  exciter  or  2000  kw.  on  the  generator. 
Above  this  two  or  more  breaks  must  be  used  in  series,  each 
shunting  a  portion  of  the  exciter  field  rheostat. 

Where  there  are  several  units  in  parallel  in  a  station  the 
regulator  may  be  applied  to  the  exciter  for  a  part  of  them 
and  the  bus  regulated  for  constant  pressure,  with  the  series 
coil  of  the  alternating  solenoid  cut  out.  With  this  arrange- 
ment the  bus  pressure  may  be  maintained  constant  at  any 
desired  point  by  the  insertion  of  an  adjustable  resistance  in 
the  pressure  circuit  of  the  alternating  solenoid. 

Feeder  Regulators.  —  The  design  of  an  efficient  and  practi- 
cal form  of  feeder  regulator  is  fortunately  quite  feasible,  and 
there  are  two  t3^es  in  general  use  in  America.  Stillwell,  in 
1888,  devised  a  transformer  with  a  secondary  winding  tapped 
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Fig-  37- 


Transformer-t3^e  Regulator 
Connections. 


at  intervals,  the  taps  being  brought  out  to  a  dial  switch.    By 

the  motion  of  this  dial  switch  handle,  more  or  less  of  the 

secondary  windings  could  be  thrown  in  series  with  the  feeder, 

thus  raising  or  lowering  the 

pressure.      A    reversing 

switch    was    also    provided 

by   which    the   pressure   of 

the   regulating   transformer 

could    be   opposed    to    the 

bus   pressure  if   desired. 

This  tj^e  is  illustrated  in 

Figs.  37  and  38. 

Another  type  of  regulator 
which  was  developed  somewhat  later  is  known  as  the  "  induc- 
tion" type. 

In  this  regulator  the  variable  voltage  of  the  secondary 
is  secured  by  turning  the  movable  core  on  which  the 
secondary  is  wound  to  dififerent  positions,  thus  linking 
more  or  less  of  the  magnetic  flux.  If  turned  more  than 
180  degrees  the  secondary  voltage  is  reversible  through  its 
full  range. 

This  type  is  inferior  in  efficiency  and  power  factor  to  the 
Stillwell  type,  owing  to  the  presence  of  an  air  gap  in  the  mag- 
netic circuit,  but  its  freedom  from  sliding  contacts  renders  it 
more  suitable  for  use  in  cases  where  remote  or  automatic 
control  is  employed.  Fig.  39  illustrates  a  tj^ical  equipment 
of  this  class.  In  this  installation  the  induction  regulators 
are  actuated  by  small  three-phase  motors  mounted  on  the 
regulator  frames.  A  reversing  switch  located  on  the  feeder 
panel  enables  the  operator  to  move  the  regulator  in  either 
direction,  thus  raising  or  lowering  the  pressure.  A  limit 
switch  is  provided  for  the  purpose  of  cutting  the  motor  out 
when  the  regulator  has  been  brought  around  to  the  position 
of  the  maximum  boost  or  choke.    Hand  control  is  also  pro- 
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vided  for  use  in  emergency.     Fig.  40  shows  a  cross-section 
view  of  the  induction  regulator  coils. 

Automatic  Regulation.  —  Automatic  feeder  regulation  has 
been  adopted  quite  generally  in  conjunction  with  the  use 
of  motor-operated  regulators. 


Fig.  38.    Transformer-type  Regulators. 

The  use  of  automatic  voltage  control  is  essential  to  first 
class  service  where  there  are  a  number  of  circuits  and  where 
the  duties  of  the  operator  make  it  impracticable  for  him  to 
watch  the  pressure  continuously. 

This  is  particularly  important  with  circuits  having  a  mixed 
power  and  lighting  load,  which  is  continually  varying  as  the 
power  demands  change. 
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The  general  use  of  automatic  regulation  has  led  to  the 
development  of  automatic  regulators  designed  for  installa- 
tion out  of  doors  without  attendance.     These  regulators  find 


Fig.  39.    Induction-tj'pc  Regulators. 

a  special  field  of  application  in  the  supply  of  lighting  service 
to  towns  and  villages  which  are  served  from  a  transmission 
line  by  an  out  door  substation. 
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Fig.  40.    Section  of  Induction  Regulatorc 
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Fig.  41.    Connections  Automatic  Induction  Regulator. 
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The  equipment  often  employed  for  automatically  control- 
ling the  pressure  on  a  feeder  is  shown  in  Fig.  41.  This  con- 
sists of  a  motor  actuated  potential  regulator  with  limit  switch- 
es to  stop  the  motor  when  the  regulator  has  reached  the  limit 
of  its  travel  in  either  direction,  a  relay  switch  which  controls 
the  supply  of  energy  to  the  driving  motor,  a  contact-making 
voltmeter,  which  is  devised  and  adjusted  in  such  a  manner 
as  to  cause  the  relay  switch  to  close  the  motor  circuit  in  the 
proper  direction  to  raise  or  lower  the  pressure,  as  may  be 
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Fig.  42. 

necessary,  and  current  and  potential  transformers,  as  in- 
dicated. 

The  contact-making  voltmeter  contains  a  solenoid  wound 
as  shown  in  Fig.  42,  one  coil  being  magnetized  in  proportion 
to  the  pressure  on  the  line  side  of  the  potential  regulator  and 
the  other  in  proportion  to  the  load  carried  by  the  feeder. 

This  device  thus  serves  the  double  purpose  of  compensa- 
tor and  voltage  relay  for  circuits  which  do  not  require  in- 
ductive compensation. 

In  this  device,  the  constant  pull,  due  to  the  standard 
feeder  end  pressure  on  the  core  is  balanced  against  a  spring. 
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A  series  winding  on  the  same  solenoid  carries  current  in  pro- 
portion to  the  load  on  the  feeder.  The  action  of  the  series 
coils  is  opposed  to  that  of  the  voltage  coil  and  the  result  is 
that  as  more  load  is  carried  on  the  circuit,  the  pressure  im- 
pressed upon  the  voltage  coil  must  be  increased  in  order  to 
maintain  a  state  of  equilibrium  on  the  contact-making  lever. 
With  the  proper  number  of  series  turns  cut  in,  the  pressure  is 
automatically  kept  constant  at  the  feeder  end  within  i  to  2 
volts,  at  all  loads. 

The  series  coil  is  arranged  in  sections,  two  points  being 
about  10  per  cent  each  and  eight  points  being  about  i  per  cent 
each.  Thus  the  "contact  making  voltmeter"  may  be  set 
to  compensate  for  any  feeder  drop  by  steps  of  one  per  cent  up 
about  30  per  cent. 

The  voltage  coil  in  the  contact  making  voltmeter  is  pro- 
vided with  an  adjustable  external  resistance  so  that  the 
device  can  be  set  for  any  desired  standard  pressure  by  steps 
of  five  volts.  Intermediate  adjustments  are  made  by  vary- 
ing the  tension  on  the  spring  against  which  the  voltage  is 
balanced. 

With  circuits  whose  load  is  so  largely  made  up  of  light- 
ing that  their  power  factor  is  90  per  cent  or  higher,  this  form 
of  compensator  is  found  quite  satisfactory  and  no  separate 
line  drop  compensators  are  needed. 

In  manufacturing  districts  where  feeders  carry  loads  with 
power  factors  of  70  per  cent  to  80  per  cent,  the  inductive 
drop  on  the  circuit  becomes  a  considerable  factor  and  line 
drop  compensators  are  usually  provided  where  good  service 
is  required. 

When  compensators  are  used,  the  series  coils  on  the  con- 
tact making  voltmeter  are  not  employed  as  the  desired  effect 
is  produced  upon  the  solenoid  by  the  pressure  coil  alone, 
acting  in  conjunction  with  the  opposing  springs  which  con- 
trol the  contact  lever.    The  pressure  impressed  upon  the 
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solenoid  is  compensated  so  that  it  represents  the  feeder  end 
pressure.  As  this  is  to  be  kept  constant,  the  spring  may  be 
set  to  offset  a  constant  pull.  When  the  feeder  end  pressure 
varies  by  i  to  2  volts,  or  more,  from  the  standard,  contact  is 
made  by  the  levers,  thus  operating  the  regulator  and  re- 
storing the  pressure  to  normal.  When  the  compensator  is 
properly  set,  the  feeder  end  pressure  is  thus  automatically 
maintained  constant  within  a  few  volts. 

The  scheme  of  connections  for  automatic  regulation  with 
contact  making  voltmeters  and  line  drop  compensators  is 
shown  in  Fig.  43. 


Fig-  43- 

The  current  from  the  secondary  main  current  transformer 
of  the  circuit  enters  the  compensator  windings  by  way  of 
the  dial  switch,  and  the  voltage  circuit  is  tapped  at  the 
points  where  the  series  coils  are  connected  in  the  voltmeter 
type  of  compensator.  The  adjustment  of  the  dial  switch 
is  made  as  in  the  voltmeter  type.  In  case  it  is  desired  to 
maintain  an  indicating  voltmeter  in  the  circuit,  as  well  as 
the  voltage  regulating  coil,  the  voltmeter  must  be  specially 
cahbrated  to  correct  for  the  constant  drop  in  the  compen- 
sator coils. 

Line  Drop  Compensators.  —  The  function  of  the  line-drop 
compensator  is  to  introduce  into  the  feeder  voltmeter  circuit 
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a  counter  E.M.F.  which  reduces  the  reading  of  the  volt- 
meter by  an  amount  equivalent  to  the  Kne  drop,  and 
therefore  indicates  to  the  station  operator  the  pressure  de- 
livered at  the  feeder  end.  The  compensator  circuit  is  a 
miniature  of  the  feeder  itself,  the  pressure  transformer  rep- 
resenting the  bus  bar,  the  compensator  the  line,  and  the 
voltmeter  the  load.  Since  the  feeder  has  both  resistance 
and  inductance,  the  compensator  has  two  sections,  one  repre- 
senting the  ohmic  and  the  other  the  inductive  drop  in  the 
main  circuit. 

These  sections  are  each  provided  with  a  dial  switch  by 
which  sections  may  be  cut  in  or  out  so  that  the  compensator 
may  be  set  to  maintain  a  correct  indication  of  the  pressure  at 
the  end  of  a  feeder  at  any  power  factor,  or  at  any  distance 
within  its  range  of  compensation.  The  sections  are  so  selected 
that  rough  adjustments  of  5  per  cent  and  fine  adjustments 
of  I  per  cent  may  be  made  in  the  tj^es  made  by  the  Westing- 
house  Electric  Manufacturing  Company.  The  General  Elec- 
tric Company's  compensators  are  designed  for  a  range  of  24 
per  cent  with  eight  points  having  a  value  of  3  per  cent 
each. 

Compensators  are  used  with  hand  operated  regulators  in 
connection  with  an  indicating  voltmeter  for  the  guidance  of 
the  operator,  and  with  automatically  controlled  regulators 
with  or  without  an  indicating  voltmeter.  The  indicating 
voltmeter  is  not  required  with  automatic  control  under  nor- 
mal conditions  as  the  operator  depends  entirely  upon  the 
automatic  devices  to  keep  the  pressure  normal.  But  in  case 
part  of  the  equipment  becomes  inoperative  it  is  necessary 
to  control  the  regulator  manually  and  in  this  event  it  is 
necessary  to  have  a  voltmeter  accessible  which  can  be  con- 
nected to  take  the  place  of  the  equipment  which  is  in 
trouble. 

The  relation  of  parts  and  scheme  of  connections  of  a  West- 
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inghouse   compensator   of  the  indicating  voltmeter  tj^e  is 
shown  in  Fig.  44. 

The  current  from  the  secondary  of  the  current  transformer 
5  passes  through  the  inductive  section  B  and  the  noninduc- 
tive  section  A  in  proportion  to  the  load  on  the  feeder.    The 


Fig.  44- 

ratio  of  the  current  transformer  must  be  such  that  at  its  full 
load  the  current  in  the  secondary  will  not  exceed  5  amperes. 

The  secondary  winding  is  divided  into  four  sections  of  five 
volts  each,  and  four  of  one  volt  each.  The  five-volt  ter- 
minals are  connected  to  the  contacts  numbered  i,  2,  3,  4 
and  5,  and  the  one-volt  terminals  to  the  contacts  numbered 
6,  7,  8,  9  and  10.  The  arms  may  be  independently  ad- 
justed, thus  permitting  any  setting  from  i  to  24  to  be  made, 
as  in  the  table  on  the  following  page. 

The  noninductive  section  is  similarly  equipped  and  the  set- 
tings are  made  in  the  same  way. 

The  pressure  from  the  main  pressure  transformer  C  passes 
through  the  feeder  voltmeter  to  terminal  6,  through  the  two 
movable  arms  to  3,  through  the  portion  of  the  noninductive 
section,  which  is  included  between  3  and  5,  thence  through 
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Switch  points. 

Per  cent  com- 
pensation. 

Switch  points. 

Per  cent  com- 
pensation. 
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the  inductive  section  by  a  similar  path  through  the  portions 
between  9  and  6,  and  between  4  and  5.     It  then  returns  to 


Fig.  45.    Westinghouse  Line  Drop  Compensator. 


the  pressure  transformer.  In  making  this  circuit  the  im- 
pressed pressure  has  been  opposed  by  a  counter  E.M.F.  of 
10  volts  in  the  noninductive  section  and  by  8  volts  in  the 
inductive  section. 

The  reading  of  the  voltmeter  is  therefore  reduced  by  the 
same  amount  as  would  be  a  voltmeter  connected  at  the  end 
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of  a  feeder  having  a  resistance  drop  of  lo  volts  (secondary) 
and  a  reactance  drop  of  8  volts  at  full  load. 

The  general  external  appearance  of  this  type  of  compen- 
sator is  illustrated  in  Fig.  43. 

The  general  scheme  of  connections  of  the  compensator, 
as  worked  out  by  the  General  Electric  Company,  is  illustrated 
in  Fig.  46. 

In  this  type  the  current  from  the  main  current  transformer 
at  maximum  load  is  reduced  from  5  amperes  to  i  ampere  by 
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Fig.  46.    General  Electric  Compensator  Connections. 


a  current  transformer  inside  the  case  of  the  compensator. 
There  is  but  one  movable  arm  on  each  section  and  8  points 
each  of  which  represents  3  volts  when  i  ampere  is  flowing  in 
the  compensator. 

The  compensator  shown  in  Fig.  46  is  set  so  as  to  introduce 
in  the  voltmeter  circuit  an  inductive  counter  E.M.F.  of  9  volts 
and  a  noninductive  counter  E.M.F.  of  12  volts  when  the  feeder 
is  carrying  full  load. 

The  points  being  numbered,  the  operation  of  setting  is 
easily  accomplished  without  reference  to  a  table  of  settings, 
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corresponding  to  various  percentages  of  compensation.     The 
general  appearance  of  this  type  is  shown  in  Fig.  47. 

Calculation  of  Compensator  Settings.  —  With  a  feeder  of 
No.  o  wire,  5000  feet  long,  single-phase,  overhead  wires  12 


Fig.  47.     General  Electric  Line  Drop  Compensator. 

inches  apart,  pressure  2200  volts  at  feeder  end,  frequency  60 
cycles,  current  transformer  rated  100  to  5  amperes,  pressure 
transformer  rated  2200  to  no  volts,  how  should  the  compen- 
sator be  set? 

The  full-load  rating  of  the  compensator  being  5  amperes 
that  of  the  feeder  is  100  amperes.     The  ohmic  drop  on  a  No. 

0  feeder  at  100  amperes  is  .2  volt  per  ampere  per  100  feet  of 
two-wire  circuit.  Hence  the  -ohmic  drop  is  100  X  5  X  .2  = 
100  volts,  or  4.5  per  cent.  Likewise  the  inductive  drop  is 
.22  volt  per  ampere  per  1000  feet,  and  the  inductive  drop  on 
the  feeder  100  X  5  X  .22  =  no  volts,  or  5  per  cent. 

1  These  values  may  be  found  for  various  sizes  of  wire  in 
Table  XXI,  Chapter  XVI. 
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If  the  primary  mains  are  designed  to  give  about  2  per 
cent  ohmic  drop,  the  transformers  2.0  per  cent  and  second- 
ary mains  2  per  cent,  the  average  ohmic  drop  from  the  feeder 
end  to  the  consumer's  premises  would  be  about  3  per  cent. 
The  inductive  drop  would  also  be  about  3  per  cent.  These 
average  drops  are  apphcable  to  the  major  portion  of  the  dis- 
tributing mains,  and  they  may  be  added  to  the  drop  on  the 
feeder  and  the  compensator  set  so  that  the  drop  on  both 
feeder  and  distributing  system  will  be  taken  into  account. 
The  pressure  may  thus  be  regulated  to  give  constant  pressure 
at  the  average  consumer's  premises.  In  this  case  the  total 
ohmic  drop  is  4.5  -I-3  =  7.5  per  cent,  while  the  inductive 
drop  is  s  -t-  3  =  8  per  cent. 

If  a  Westinghouse  24  per  cent  compensator  were  used,  the 
setting  of  the  resistance  section  would  be  7I  per  cent  of  no, 
or  8  volts,  and  of  the  reactance  section  8  per  cent  of  no,  or  9 
volts.  The  resistance  arm  would  therefore  be  set  at  4-9  and 
the  reactance  section  4-10.  The  operator  keeps  the  feeder 
voltmeter  at  no  volts  at  all  loads,  assuming  this  to  be  the 
standard  pressure. 

With  a  General  Electric  compensator  having  8  points  on 
each  part,  the  points  have  a  value  of  3  volts  each,  and  in  this 
case  the  arm  of  each  section  would  therefore  be  set  at  the 
third  point. 

On  a  two-phase  four-wire  feeder  the  method  of  connection 
is  similar  to  that  used  in  the  single-phase  feeder,  except  that 
one  equipment  is  required  for  each  phase.  The  method  of 
calculating  the  setting  for  each  phase  is  the  same  as  in  the 
case  of  a  single-phase  feeder.  With  a  three-wire  two-phase 
feeder,  with  unbalanced  load  one  compensator  is  required  in 
each  of  the  three  wires.  The  connections  should  be  as  shown 
in  Fig.  48,  when  the  load  is  unbalanced. 

In  calculating  settings  it  must  be  borne  in  mind  that  the 
values  of  resistance  and  inductance  per  1000  feet  used  in 
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the  case  of  a  single-phase  feeder  are  based  on  two  wires, 
whereas  in  a  three-wire  feeder  each  compensator  corrects  the 
drop  in  one  wire  only.  The  values  used  for  single-phase 
feeder  resistance  must  therefore  be  divided  by  two  before 


Fig.  48.    Compensator.  Connections  Two-phase  Three-wire  Circuit. 


being  applied  to  a  three-wire  feeder  whether  two-phase  or 
three-phase. 

In  case  the  common  wire  is  equipped  with  a  current  trans- 
former having  a  higher  ratio  than  the  other  wires,  or  if  the 
common  wire  is  larger  than  the  other  wires,  the  proper  values 
must  be  used  for  this  conductor.  The  allowance  made  for 
drop  in  the  primary  mains,  transformers,  secondaries,  etc., 
should  be  added  to  the  calculation  for  the  phase  wires  only 
of  the  feeder  as  it  is  in  phase  with  the  drop  in  these  wires. 

With  a  two-phase  feeder  of  three  No.  o  wires  similar  in 
other  respects  to  the  single-phase  feeder  previously  described, 
and  with  a  current  transformer  in  the  middle  wire  rated  at 
150  to  5  amperes,  the  ohmic  drop  in  the  middle  wire  would  be 
SXi5oX.i  =  7S  volts,  or  3.5  per  cent,  and  the  inductive 
drop  would  be  5  X  150  X  -n  =  82  volts,  or  4  per  cent.    The 
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drop  in  the  outer  wires  would  be  5  X  100  X  .1  =  50  ohmic 
and  55  inductive,  or  about  2.5  per  cent.  Adding  the  allow- 
ance of  3  per  cent  for  drop  in  the  distributing  mains,  the  com- 
pensator on  the  outer  or  phase  wire  should  be  set  at  6  per 
cent  on  each  dial  of  the  compensator.  The  compensator  on 
the  middle  wire  should  be  set  at  4  per  cent  on  each  dial. 
In  the  case  of  a  three-wire  three-phase  feeder,  the  connec- 
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Fig.  49.    Three-phase  Three-wire  Compensation,  Star  Connected. 

tions  of  compensators  and  voltmeters  are  as  illustrated  in  Fig. 
49.  It  will  be  seen  that  the  compensators  are  star-connected 
and  the  voltmeter  transformers  are  delta-connected. 

By  this  arrangement,  the  current  in  the  compensators  is 
brought  into  phase  with  the  hne  pressure,  since  the  current 
in  the  line  wire  is  30  degrees  ahead  of  the  hne  pressure,  and 
with  the  secondaries  of  the  current  transformers  in  delta,  the 
resultant  current  passing  from  them  into  the  compensator  is 
again  thrown  forward  30  degrees.     This  brings  the  current 


I04  ELECTRIC  CENTRAL  STATIONS 

1 80  degrees  from  the  impressed  pressure,  when  the  load  is 
approximately  balanced  on  the  three  phases.  The  current 
passing  through  the  compensators  is  1.73  times  that  in  the 
series  transformer  coils  and  this  must  be  allowed  for  in  cal- 
culating the  compensator  settings  as  foUows:  If  full-load 
current  on  a  No.  o  feeder  is  100  amperes,  the  ohmic  drop  per. 
wire  was  found  above  to  be  5  X  100  X  .1  =  50  volts  at  5000 
feet  distance,  and  the  inductive  drop  to  be  55  volts.  These 
values  must  be  divided  by  1.73  in  order  to  derive  a  compen- 
sator setting  which  will  be  proportional  to  the  current  in  the 
compensator  coils. 

When  the  current  in  the  line  is  100  amperes,  the  current 
in  the  compensator  is  not  5  amperes  but  5  X  1.73  =  8.66 
amperes.  It  therefore  introduces  a  counter  E.M.F.  in  the 
voltmeter  circuit  which  is  not  proportional  to  the  line  drop, 
unless  reduced  by  dividing  the  setting  by  1.73.  The  ohmic 
setting  in  this  case  would  therefore  be  50/1.73  =  29  volts,  or 
1.3  per  cent  and  the  inductive  setting  would  be  5  5/ 1.73  =  32 
volts,  or  1.4  per  cent. 

This  result  may  be  secured  by  connecting  each  compen- 
sator into  the  secondary  circuit  of  its  corresponding  line  current 
transformer  separately,  and  connecting  the  primaries  of  the 
potential  transformers  in  star,  as  shown  in  Fig.  50.  By  this 
plan  the  potential  transformers  must  have  a  58  per  cent  tap  on 
the  primary  winding,  or  special  resistance  coils  in  the  volt- 
meter circuit,  if  standard  1 10  volt  potential  indicating  instru- 
ments are  used.  This  necessitates  apparatus  of  non-standard 
ratios,  which  is  undesirable  in  the  average  installation,  and 
the  method  by  which  the  compensators  are  star-connected  is 
usually  considered  preferable. 

Where  automatic  regulation  is  employed,  using  devices 
such  as  the  contact-making  voltmeter,  the  pressure  coils  of 
the  device  are  treated  as  voltmeters  and  the  current  coils  as 
compensators  in  making  up  the  diagram  of  connections. 
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The  allowance  for  drop  in  distributing  mains  must  be 
divided  between  any  two  compensators,  as  it  is  in  phase  with 
the  working  pressure,  i  per  cent  should  therefore  be  added 
to  the  1.3  per  cent  ohmic  and  1.4  per  cent  inductive  drops, 
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Fig.  50.    Three-phase  Three- wire  Compensator  Delta  Connected. 


making  the  ohmic  setting  2.3  per  cent  and  that  of  the  in- 
ductive 2.4  per  cent. 

In  a  three-phase  four-wire  system  operating  at  2200  volts 
between  each  phase  and  the  neutral,  the  method  of  calcu- 
lating the  drop  is  as  follows:  With  a  feeder  of  four  No.  o 
wires  running  5000  feet  from  the  station  as  a  three-phase 
feeder,  the  drop  in  each  wire  is  50  volts  ohmic  and  55  volts 
inductive.  The  working  pressure  being  2200,  this  is  2.5 
per  cent.  If  the  entire  load  of  the  feeder  is  delivered  from 
this  center  of  distribution  the  compensator  on  each  phase 
wire  should  be  set  at  2.5  -|-  3.0  =  5.5,  or  say  6  per  cent  on 
each  dial.    That  on  the  neutral  should  be  set  at  2  per  cent  on 
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each  dial.  If,  however,  the  A-phase  branches  off  with  a 
neutral  to  a  single-phase  center  of  distribution  2000  feet  be- 
yond, there  must  be  added  to  the  A-phase  setting  100  X  2  X  .2 
=  40  volts  =  2  per  cent,  making  it  8  per  cent  on  each  branch. 
If  the  other  phases  branch  to  similar  centers  of  distribution, 
at  different  distances,  the  drops  must  be  figured  as  if  they 
were  single-phase  feeders  from  the  end  of  the  three-phase 
transmission  to  the  single-phase  center  of  distribution.     These 


Fig.  SI.    Compensator  Connections  Three-phase  Four-wire  Circuit. 


drops  must  then  be  added  to  the  three-phase  drop  above  cal- 
culated. On  four-wire  2300-4000  volt  feeders  which  reach 
the  limit  of  three-phase  transmission  within  3000  feet  of  the 
station,  it  is  usually  unnecessary  to  install  a  compensator  on 
the  neutral  wires,  as  the  neutral  drop  is  negligible,  even  with 
a  considerably  unbalanced  load. 

The  connections  of  compensators  for  a  four-wire  three- 
phase  feeder  are  shown  in  Fig.  51. 
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Compensator  Settings,  Non-inductive  Type.  —  In  making 
trial  settings  of  the  non-inductive  type  of  compensators  or 
of  the  General  Electric  contact-making  voltmeter  an  allow- 
ance must  be  made  for  the  effect  of  the  inductive  component 
of  drop.  Having  calculated  the  ohmic  and  inductive  compo- 
nent of  drop,  the  impedance  volts  are  the  resultant  of  the 
two,  Z  =  VR^  +  X^-  For  the  sizes  and  spacing  of  conduc- 
tors usually  found  in  distributing  feeders  the  impedance  may 
be  considered  as  substantially  equal  to  the  actual  drop  at 
power  factors  of  85  per  cent  to  95  per  cent. 

For  instance,  with  a  No.  o  feeder  carrying  100  amperes  at 
a  distance  of  5000  feet  under  conditions  as  described  on  page 
100  the  ohmic  drop  is  100  volts,  or  4.5  per  cent  and  the  induc- 
tive drop  is  no  volts,  or  5  per  cent.  The  impedance  is  there- 
fore V(ioo)^  -|-  (no)*  =  148  volts  =  6.7  per  cent. 

If  the  resistance  type  of  compensators  were  set  at  6  per 
cent  as  a  trial  setting,  it  would  be  found  to  be  very  near  the 
correct  setting  to  give  regulation  within  i  per  cent  of  the 
standard  value  at  all  loads.  The  contact-making  voltmeter 
would  be  set  in  a  similar  manner. 

The  final  adjustment  should  be  made  by  comparison  with 
24-hour  charts  from  a  recording  voltmeter  at  the  feeder  end 
with  either  of  these  types  of  apparatus. 


CHAPTER  V. 
LINE  TRANSFORMERS. 

The  transformer  is  perhaps,  next  to  the  generator,  the  most 
important  piece  of  apparatus  which  the  electrical  engineer  has 
at  his  disposal.  Without  it  the  development  of  alternating- 
current  transmission  and  distribution  systems  would  have 
been  so  greatly  restricted  that  the  use  of  electricity  could 
never  have  reached  the  proportions  of  the  present.  Distribu- 
tion would  have  been  limited  to  lower  voltages  and  transmis- 
sion would  not  have  passed  beyond  the  limits  within  which 
generators  and  motors  may  be  wound. 

The  transformer  is  the  simplest  piece  of  apparatus  which 
is  employed  in  electrical  engineering.  With  no  moving  parts 
it  is  a  mere  combination  of  copper  and  iron  which  needs  but 
the  application  of  an  electromotive  force  at  its  terminals  to 
make  it  instantly  operative. 

The  physical  phenomena  which  take  place  in  the  trans- 
former are,  however,  not  as  simple  as  its  construction. 

When  pressure  is  applied  to  the  terminals  of  the  primary 
winding  with  the  secondary  circuit  open,  the  current  which 
flows  is  known  as  the  leakage  current.  The  leakage  current 
is  made  up  of  two  components,  known  as  the  magnetizing 
component  and  the  iron  loss  component.  The  magnetizing 
component  is  that  portion  of  the  leakage  current  which  in- 
duces a  magnetic  field  in  the  iron  core.  The  iron  loss  com- 
ponent is  that  portion  which  supplies  the  energy  losses  in 
the  iron  core. 

The  magnetizing  component  is  a  quarter  cycle  behind  the 
impressed  voltage  wave,  while  the  loss  component  is  in  phase 

io8 


LINE  TRANSFORMERS  IO9 

with  it.  The  leakage  current  L  is  therefore  VltP  +  P,  in 
which  /  is  the  iron  loss  component  and  M  is  the  magnetizing 
component.  M  is  about  twice  as  great  as  /  in  distribution 
transformers  of  2  to  50  kw.  capacity.  The  leakage  current 
is  readily  determined  from  ammeter  readings,  while  the  iron 
loss  may  be  found  by  the  use  of  a  suitable  wattmeter.  From 
these  the  magnetizing  component  may  be  readily  calculated 
from  M  =  VD  -  P. 

The  secondary  voltage  is  a  quarter  cycle  behind  the  wave 
of  core  magnetism,  which  brings  it  a  half  xycle  behind  the 
primary  impressed  pressure,  or  in  opposition  to  it.  The  ratio 
of  the  primary  to  the  secondary  voltage  is  called  the  ratio  of 
transformation. 

When  current  is  permitted  to  flow  in  the  secondary  circuit, 
the  magnetomotive  force  set  up  in  the  core  causes  current  to 
flow  in  the  primary  of  such  strength  that  its  magnetomotive 
force  is  equal  to  that  set  up  by  the  secondary  current.  For 
instance  with  100  amperes  in  a  secondary  having  100  turns, 
the  magnetomotive  force  is  10,000  ampere  turns.  If  the  pri- 
mary has  2000  turns  the  primary  current  will  be  such  as  to 
cause  10,000  ampere  turns  in  it.  The  primary  current  will 
therefore  be  5  amperes  plus  the  leakage  current  when  the 
secondary  is  dehvering  100  amperes. 

Ratio  of  Transformation.  — •  The  ratio  of  transformation  of 
a  transformer  is  fixed  by  the  ratio  of  the  number  of  turns  in 
the  primary  to  the  number  in  the  secondary.  That  is,  a 
transformer  receiving  energy  at  2000  volts  and  delivering  it 
at  200  has  ten  times  as  many  turns  in  series  in  its  primary 
coils  as  there  are  in  series  in  its  secondary  coil.  When  a 
transformer  is  wound  with  two  or  more  sections  in  its  primary 
or  secondary  coils,  its  ratio  of  transformation  can  be  changed 
by  changing  the  connections  from  series  to  parallel.  For 
instance,  in  a  1 100-2200  to  110-220  volt  transformer,  there 
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are  four  possible  combinations  of  connections,  viz.,  (a)  pri- 
mary and  secondary  sections  both  in  parallel  i  loo  to  i  lo  or  lo 
to  I,  (b)  primary  in  parallel,  secondary  in  series  iioo  to  220 
or  5  to  I,  (c)  primary  in  series,  secondary  in  multiple  2200  to 
no  or  20  to  I  and  (d)  primary  in  series,  secondary  in  series 
2200  to  220  or  10  to  I. 

It  is  usual  to  make  the  primary  winding  of  line  transform- 
ers interchangeable  so  that  they  can  be  used  on  either  11 00 
or  2200  volt  systems.  The  secondary  windings  of  Kne  trans- 
formers are  divided  so  that  they  can  be  used  in  three-wire 
distribution  in  sizes  above  one  kilowatt. 

Transformers  designed  for  transmission  service  are  fre- 
quently made  with  several  coils  on  both  primary  and  sec- 
ondary to  permit  their  being  connected  in  series  for  use  on 
higher  voltages  later  as  the  system  develops. 

The  ratio  of  transformation  is  also  sometimes  made  adjust- 
able by  steps  of  5,  10  or  15  per  cent,  by  bringing  taps  out 
from  one  of  the  windings  of  the  transformer  by  which  the 
pressure  may  be  raised  or  lowered  as  conditions  may  require. 
Such  taps  are  often  specified  in  ordering  transformers  which 
are  to  be  used  where  it  is  expected  to  raise  or  lower  the  trans- 
mission voltage  later  as  the  load  changes. 

The  ratio  of  transformation  expressed  in  terms  of  the  ratio 
of  the  number  of  turns  in  the  coils  is  strictly  true  only  when 
the  transformer  is  carrying  no  load.  The  resistance  and 
inductance  of  the  windings  cause  a  reduction  in  pressure  of 
2  to  3  per  cent  when  the  transformer  is  carrying  full  load, 
thus  modifying  the  ratio  of  transformation  sUghtly. 

Leakage  Current.  —  The  ratio  of  the  number  of  turns  in 
primary  and  secondary  being  fixed  by  the  voltages  of  supply 
and  delivery,  it  is  necessary  for  the  designer  to  fix  the  num- 
ber of  turns  in  one  of  the  coils  arbitrarily.  This  number  must 
be  high  enough  to  furnish  the  magnetizing  force  for  the  core 
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without  requiring  too  much  leakage  current.  This  leakage 
current  in  Hne  transformers  should  not  exceed  3  per  cent  of 
normal  full-load  current  except  in  the  smallest  sizes,  as  there 
are  many  of  them  on  a  distributing  system.  The  combined 
leakage  current  in  a  large  system,  having  a  power  factor  of 
50  to  60  per  cent  tends  to  interfere  with  the  regulation  of  the 
generator  pressure,  and  to  increase  the  energy  required  for 
excitation  of  the  fields  during  the  hours  of  light  load. 

On  the  other  hand,  an  increase  in  the  number  of  turns 
requires  a  greater  length  of  wire,  which  in  turn  tends  to  in- 
crease the  cost  of  the  transformer  and  reduce  its  efficiency. 
The  number  of  turns  must  therefore  be  selected  so  that  the 
leakage  current  and  length  of  wire  will  be  within  proper 
limits. 

Calculation  of  Windings.  —  The  fundamental  formula  by 
which  the  induced  voltage  of  a  transformer  is  calculated 
illustrates  these  facts.     The  induced  voltage  of  a  transformer 

is  £  =  -^ ,  in  which/  is  the  frequency  in  cycles  per 

100,000,000 

second,  n  the  number  of  turns  in  series  in  the  coil  and  F  the 

total  magnetic  flux  in  the  core,  at  the  maximum  point  of  the 

wave.     For  60  cycles  and  2080  volts  this  becomes 

4.44  y.(>oXnF  „        „ 

2080  =  ^^^^ ,  or  nF  =  781,000,000. 

100,000,000 

It  is  apparent  that  either  the  number  of  turns  must  be 
assumed  to  find  the  total  flux,  or  the  flux  may  be  assumed 
to  find  the  number  of  turns.  The  number  of  turns  fixes  the 
weight  of  copper  and  the  copper  loss,  while  the  magnetic  flux 
fixes  the  weight  of  iron  and  the  iron  loss. 

It  may  seem  at  first  sight  that  the  area  of  the  cross-section 
of  the  iron  core  would  be  about  the  same  for  all  transformers 
designed  for  a  given  voltage  without  regard  to  size,  since  the 
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product  of  the  turns  and  the  flux  is  a  constant  which  is  fixed 
by  the  voltage. 

However,  the  exciting  current  may  be  made  proportional 
to  the  kilowatt  capacity  and  this  permits  the  number  of 
turns  to  be  reduced  in  the  larger  units,  thus  increasing  the 
amount  of  iron  in  the  core.  For  instance,  in  a  2-kw.  trans- 
former designed  for  2080  volts  there  would  be  required  about 
1900  turns  in  the  primary  to  keep  the  exciting  current  down 
to  a  proper  amount.  The  total  flux  would  therefore  he  F  = 
781,000,000/1900  =  411,000  lines.  In  a  20-kw.  unit,  the 
full-load  current  being  ten  times  greater,  the  exciting  current 
may  be  several  times  greater.  Reducing  the  primary  to  600 
turns,  the  total  flux  will  be  781,000,000/600  =  1,300,000  lines. 
The  average  length  of  a  turn  is  increased  because  of  the 
greater  cross-section  of  the  core  and  the  length  of  wire  is 
therefore  not  reduced  in  proportion  to  the  reduction  in  the 
number  of  turns.  A  number  of  trial  calculations  must  be 
made  with  different  ratios  of  turns  to  flux  imtil  the  most 
economical  combination  is  found  for  each  size. 

The  total  magnetic  flux  being  determined  the  area  of  the 
cross-section  of  the  magnetic  circuit  is  fixed  by  an  arbitrary 
assumption  of  magnetic  density  per  square  inch.  This  value 
depends  upon  the  character  of  the  core  material  and  may  be 
varied  15  or  20  per  cent  from  a  mean  value  in  order  to  pro- 
duce consistent  designs. 

Iron  Loss.  —  The  iron  loss  varies  as  the  1.6  power  of  the 
magnetic  density.  The  law  governing  this  was  discovered 
by  Steinmetz  and  is 

Iron  loss  =  — ^ 

10,000,000 


31.6 


in  which  /  is  the  frequency,  V  the  volume  of  the  iron,  B  the 
number  of  lines  per  unit  of  area  and  K  a  constant  depending 
on  the  kind  of  iron  used. 
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It  is  evident  from  this  formula  that  as  the  density  is  in- 
creased the  core  loss  increases  more  rapidly.  On  the  other 
hand,  if  the  density  is  greatly  decreased  the  weight  of  iron  is 
increased  and  the  cost  goes  up. 

In  the  smaller  sizes  of  60-cycle  transformers,  where  the 
weight  of  iron  is  small  in  proportion  to  the  copper,  the  den- 
sity is  made  lower  so  as  to  partly  equahze  this  disparity.  The 
iron  in  units  of  i  to  5  kw.  is  operated  at  from  40,000  to 
45,000  hnes  per  square  inch.  In  the  larger  sizes  it  is  made 
45, 000  to  50,000,  and  in  transmission  units  as  high  as  60,000 
Unes  per  square  inch. 

At  25  cycles  the  total  flux  for  a  given  voltage  must  be 
greater  and  this  tends  to  require  greater  cross-section.  The 
iron  loss,  however,  falls  off  with  the  frequency,  and  the  density 
may  be  increased  enough  to  make  up  for  the  decrease  in  loss 
at  the  low  frequency.  This  permits  the  design  of  25-cycle 
units  at  densities  of  60,000  to  90,000  hnes  per  square  inch. 

On  the  other  hand,  1 25-cycle  units  are  usually  operated  at 

30,000  to  40,000  hnes.     The  density  having  been  assumed, 

r  ,1  •      A       F  1,^00,000         , 

the  area  of  the  core  is  ^  =  -;;,  or   -^^ — =  26  square 

B  50,000 

inches  in  a  20-kw.  unit. 

Magnetizing  Current.  —  The  magnetizing  component  of 
the  leakage  current  for  a  given  design  may  be  computed  from 

T>  T 

the  formula  C  = rr=-,  in  which  B  is  the  number  of  Unes 

4.44  NP 

of  force  per  square  inch,  L  the  length  of  the  magnetic  circuit 

in  inches,  N  the  number  of  turns  and  P  the  permeabihty  of 

the  iron.     Assuming  a  magnetic  density  of  50,000  hnes  per 

square  inch  and  a  permeabihty  of   2000,  the  magnetizing 

component  of  the  leakage  current  would  be 

^       50,000  X  L       ^  5-63 -^ 
4.44  X  2000  X  iV         N    ' 
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or  assuming  the  magnetizing  current,  the  number  of  turns  is 


N  = 


C     ' 


The  number  of  primary  turns  and  total  flux  of  various 
sizes  of  2200-voIt  distribution  transformers  are  approximately 
as  given  in  the  following  table: 


K.W.  Cap. 

I 

2 

3 

s 

7-5 

10 

IS 

20 

2S 

30 

40 

50 

Mega  lines  .... 

Turns 

Area  of  core  .  . 

.26 

3000 

6.5 

.411 

1900 

95 

•SSo 
1420 
12.2 

.700 
1 100 
iSS 

.88 

890 

17.6 

1.02 

780 
21 

1.2 
650 

23-S 

I-3S 

580 

26 

I -45 
SSO 

27 

IS3 

510 

28 

1-7 
460 

31 

1.8s 

420 

34 

The  formula  E  =  ■' —  has  been  applied  numeri- 

100,000,000 

cally  in  the  foregoing  only  to  units  designed  for  2080  volts 
and  60  cycles.  It  is  apparent  that  for  higher  voltages  the 
product  nF  will  be  proportionately  higher  and  that  more 
iron  and  copper  will  be  required  to  construct  a  transformer 
of  given  capacity  as  the  voltage  is  increased.  Likewise,  if 
the  frequency  is  lower,  the  product  nF  is  proportionately 
higher  and  more  copper  and  iron  is  required  to  construct  a 
transformer  of  given  type  and  size  in  direct  proportion.  On 
this  account  25-cycle  transformers  and  induction  motors  re- 
quire more  material  than  the  similar  types  of  6o-cycle  appa- 
ratus and  cost  more  to  build. 


Types  of  Core.  —  There  are  two  general  types  of  arrange- 
ment of  the  windings  and  core  of  a  transformer.  One  is  known 
as  the  shell  type,  the  other  as  the  core  type. 

In  the  shell  type  the  coils  are  threaded  through  the  mag- 
netic circuit  and  are  surrounded  by  it,  while  in  the  core  type 
the  coils  surround  the  core.    The  usual  form  taken  by  the 
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shell  type  is  that  shown  in  Fig  52.  It  has  been  used  to  some 
extent  in  line  transformers  and  very  generally  in  coimection 
with  synchronous  converters  where  air  cooling  is  employed. 
The  core  type  shown  in  Fig.  53  has  been  used  very  generally 
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Fig.  52.     Shell-type  Transformer. 


Fig.  53.     Core-type  Transformer. 


for  line  and  transmission  purposes  where  oil  cooling  is  relied 
upon.  The  cylindrical  form  of  the  coils  lends  itself  to  dissi- 
pation of  heat  and  appHcation  of  insulation  more  readily 
than  the  flat  type  of  coil  used  in  the  shell  type.  The  core 
type  has  therefore  been  used  very 
generally  for  distribution  purposes. 

In  later  years  a  modification  of 
the  shell  type  shown .  in  Fig.  54, 
known  as  the  cruciform  type,  was 
developed,  which  permits  the  reten- 
tion of  the  cylindrical  form  of  coil 
with  the  shell  type  of  core.  This 
form,  which  has  been  adopted  by 
two  leading  American  manufactur-  Fig.  54.  Cruciform  Shell-type 
ers,  reduces  magnetic  leakage  to  a  ransormer. 

minimum,  improves  regulation  and  makes  a  very  compact  and 
efficient  arrangement  of  copper  and  iron. 

In  the  construction  of  the  magnetic  circuit  of  the  trans- 
former the  iron  must  be  in  sheet  form  to  reduce  the  flow  of 
eddy  currents  which  tend  to  be  set  up  by  alternating  mag- 
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netic  flux.  The  sheet  iron  is  commonly  about  .012  inch 
thick,  this  thickness  having  been  found  to  be  the  most  effec- 
tive and  economical.  The  shape  of  the  stampings  of  sheet 
metal  is  carefully  worked  out  so  that  they  may  be  built  up 
around  the  form-wound  and  insulated  coils  with  facility. 
This  must  be  done  so  as  to  affect  the  reluctance  of  the  mag- 
netic circuit  as  little  as  possible.  The  alternate  laminations 
are  therefore  usually  overlapped  so  that  the  magnetic  lines  of 
force  do  not  have  to  cross  a  butt  joint.  The  laminations  are 
secured  in  position  by  bolts  holding  them  rigidly  in  place. 

Core  Material.  —  The  art  of  manufacturing  sheet  iron  for 
use  in  making  laminated  magnetic  circuits  for  alternating- 
current  apparatus  has  made  progress  very  steadily  from  the 
beginning  of  the  industry.  In  the  early  years  of  alternating- 
current  development  the  electrical  manufacturer  had  nothing 
at  his  disposal  in  the  way  of  sheet  iron  except  the  standard 
grades  turned  out  for  general  purposes.  It  was  found  very 
soon  that  such  iron  when  used  in  a  transformer  had  magnetic 
properties  which  were  variable  with  the  length  of  time  in 
service.  The  hysteresis  loss  per  pound  was  high  because  of 
lack  of  proper  annealing  and  varied  widely  in  different  lots 
because  of  the  lack  of  uniformity  in  the  heat  treatment  in  the 
mill.  The  result  was  that  a  transformer  which  was  reasonably 
efficient  at  the  date  of  manufacture  passed  through  a  process 
of  ageing  which  left  it  with  a  greatly  increased  hysteresis  loss 
and  reduced  its  all-day  efficiency  very  materially.  As  soon 
as  this  phenomenon  became  well  established,  an  endeavor 
was  made  to  discover  the  cause  of  the  ageing.  The  contin- 
ued operation  of  the  iron  at  higher  than  normal  atmospheric 
temperatures  seemed  to  be  the  seat  of  the  trouble,  and  experi- 
ments were  therefore  directed  along  the  line  of  careful  control 
of  the  heat  treatment  of  the  sheet  metal  during  the  process 
of  manufacture  to  insure  as  perfect  armealing  as  possible  in 
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the  finished  product.  The  accumulated  experience  of  years 
has  produced  gradual  improvement  in  the  magnetic  properties 
of  sheet  iron,  though  ageing  has  not  been  entirely  eliminated 
in  pure  sheet  iron. 

The  manufacture  of  sheet  metal  from  an  iron  and  siUcon 
alloy  has  reached  a  stage  where  transformers  are  being-  manu- 
factured with  cores  of  this  metal  which  not  only  permits  the  use 
of  less  core  material  but  reduces  the  core  loss  and  practically 
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Fig.  ss.    Reduction  of  Iron  Loss. 


eliminates  the  ageing  effect.  Manufacturers  of  transformers 
have  thus  been  able  to  reduce  the  cost  of  construction  and 
produce  more  efl&cient  apparatus. 

The  progress  which  has  been  made  during  the  years  1898 
to  1914  is  made  very  plain  by  the  curves  in  Fig.  55,  which 
show  the  iron  losses  in  the  various  sizes  of  line  transformers 
during  this  period. 
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Copper  Losses.  —  The  copper  losses  of  the  transformer 
add  to  the  production  of  heat  while  it  is  carrying  load,  and 
they  must  therefore  be  so  limited  as  to  keep  the  temperature 
of  the  interior  of  the  transformer  from  rising  more  than  50 
degrees  C.  above  the  surrounding  air. 

The  elevation  of  temperature  is  determined  by  the  radia- 
tion factor  and  by  the  energy  losses.  In  an  air-blast  trans- 
former, for  instance,  the  dissipation  of  energy  takes  place  more 
rapidly  than  in  an  oil-cooled  unit  because  special  facilities 
are  provided  for  carrying  off  the  heat  generated. 

The  selection  of  cross-sections  of  copper  for  the  windings 
is  therefore  fixed  within  certain  Kmits  by  the  heat  losses 
therein,  and  by  the  means  provided  for  their  dissipation. 

In  the  small  sizes  the  large  number  of  turns  and  the  very 
small  current  in  the  primary  coil  allow  the  use  of  a  lower 
current  density  than  is  permissible  in  the  larger  sizes. 

In  the  sizes  above  5  kw.  the  copper  is  usually  run  at 
from  400  to  500  circular  mils  per  ampere  at  full  load.  These 
densities  give  full-load  copper  losses  which  are  somewhat 
greater  than  the  iron  losses  in  the  smaller  sizes,  while  they 
amount  to  about  twice  the  iron  losses  in  the  larger  units. 

Heat  Dissipation.  —  The  problem  of  disposing  of  the  heat 
generated  in  a  transformer  is  one  which  has  required  a  great 
amount  of  study  and  experiment.  In  the  beginning  of  the 
art  when  units  were  small,  natural  radiation  into  the  air  was 
sufficient.  As  sizes  increased  this  was  inadequate  to  keep 
down  interior  temperatures  to  a  point  where  deterioration  of 
insulating  materials  would  not  take  place.  The  air  blast 
was  naturally  suggested  as  a  means  of  hastening  radiation 
and  has  found  a  useful  field  in  stations  and  substations  where 
attendance  is  continuous  and  floor  space  is  limited. 

This  is  not  feasible,  of  course,  for  distribution  work,  and 
the  use  of  a  bath  of  oil  around  the  coils  was  tried.    This 
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served  the  double  purpose  of  excluding  moisture  and  assist- 
ing radiation  by  the  action  of  convection  currents  which 
cause  the  heated  oil  next  to  the  coils  to  rise  to  the  top,  draw- 
ing the  cool  oil  up  from  the  bottom  to  take  its  place.  This 
plan  was  soon  found  to  be  so  effective  both  in  coohng  and 


Fig.  56.     Water-cooled  Transformers. 

insulating  the  coils  that  it  became  standard  practice  with  all 
the  principal  manufacturers,  and  continues  to  be  the  method 
used  for  all  line  transformers  and  for  station  work  where 
floor  space  is  not  limited  or  where  the  voltage  of  transmission 
is  above  15,000.  In  units  of  over  500  kw.  the  size  of  the 
case  necessary  to  hold  oil  sufficient  to  radiate  the  energy  at 
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the  proper  rate  becomes  excessive.  It  is  therefore  usual  to 
provide  a  case  of  sufi&cient  size  to  contain  the  transformer 
and  cooling  coils  of  pipe  as  shown  in  Fig.  56.  The  trans- 
former and  cooling  coils  are  immersed  in  oil  which  serves  to  con- 
vey the  heat  from  the  transformer  below  to  the  coils  above. 
Water  is  circulated  through  the  cooling  coils  in  proper  quanti- 
ties to  carry  away  the  heat  liberated  in  the  transformer. 
This  method  of  cooHng  is  readily  applicable  where  a  cheap 
supply  of  water  is  available.  It  may  not  be  economical  where 
a  supply  of  water  must  be  purchased  at  usual  municipal  water 
rates. 
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Fig.  57.    Arrangement  of  Oil  Ducts  in  Transformer. 

In  very  large  units,  2500  kw.  and  over,  it  is  necessary 
to  provide  a  forced  circulation  of  water  or  oil  to  carry  away  the 
heat. 

In  the  design  of  the  coils  and  cores  of  self-cooled  oil-insu- 
lated transformers,  it  is  important  that  they  be  so  shaped  and 
mounted  on  the  core  as  to  permit  a  free  circulation  of  oil 
about  them.  For  instance,  in  the  core-type  transformer  the 
square  comers  are  used  in  conjunction  with  the  cylindrical 
coils  to  provide  open  vertical  channels  or  flues  through  which 
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streams  of  oil  may  pass,  thus  reaching  the  inner  parts  of  the 
coils  and  core,  and  preventing  these  parts  from  reaching  a 
temperature  very  much  higher  thain  the  outside  parts  as 
shown  in  Fig.  57. 

In  the  shell  type  this  is  not  feasible,  and  radiation  must 
be  accomplished  by  flaring  apart  the  coils  at  the  ends  where 
they  turn  so  that  the  oil  can  reach  them  on  both  sides  and 
by  providing  circulation  slots  between  the  coils. 

The  radiation  of  heat  from  the  case  is  facihtated  by  verti- 
cally corrugated  surfaces  which  may  be  so  designed  as  to 
greatly  increase  the  radiating  surface  without  increasing  the 
cubic  contents  of  the  case. 

Regulation.  —  The  regulation  of  a  transformer  is  depend- 
ent upon  its  ohmic  resistance  and  its  inductive  reactance. 
Fortunately  the  size  of  the  conductor  required  to  keep  the 
rise  of  temperature  within  safe  limits  is  sufficient  to  keep  the 
ohmic  drop  in  the  transformer  down  to  a  point  which  is  satis- 
factory for  general  purposes.  The  fall  of  pressure  in  the 
transformer  is  fixed  by  the  same  principles  which  govern  an 
alternating-current  circuit.  The  resultant  of  the  ohmic  and 
inductive  drops  is  the  impedance  drop,  or  Z  =  VR^  +  X^, 
when  Z  is  impedance  drop,  R  is  ohmic  drop  and  X  is  inductive 
drop. 

The  impedance  drop  is,  however,  not  the  actual  regulation 
of  the  transformer  except  at  that  power  factor  which  is  the 
same  as  the  ratio  of  R  to  Z. 

To  determine  the  regulation  at  any  power  factor,  the 
ohmic  and  reactance  drops  must  be  applied  to  the  Mershon 
diagram.     (See  Chapter  XVI.) 

The  reactance  drop  cannot  be  calculated  directly,  but  may 
be  determined  by  test  as  follows:  With  the  secondary  ter- 
minals of  the  transformer  short-circuited  through  an  am- 
meter the  pressure  on  the  primary  terminals  is  brought  up 
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until  full-load  current  passes  through  the  secondary  ammeter. 
The  pressure  required  to  do  this  is  the  impedance  drop.  The 
resistance  drop  of  primary  and  secondary  is  found  by  passing 
direct  current  through  them  and  observing  the  voltage  drop. 
The  inductive  drop  is  then  found  from  the  above  formula 
X  =  VZ2  -  R\ 

Coil  Insulation.  —  The  insulation  of  the  coils  of  a  trans- 
former from  each  other  and  from  the  case  is  of  supreme  im- 
portance. In  transmission  work  large  amounts  of  power  are 
dependent  upon  the  rehabihty  of  the  transformer,  while  in 
distribution  work  not  only  the  central  station  service  but  the 
lives  of  consumers  and  the  general  public  are  dependent  upon 
it  to  a  large  extent. 

The  conductors  are  double  cotton  covered,  to  separate  the 
adjacent  turns,  while  the  layers  are  separated  by  a  proper 
thickness  of  varnished  cambric,  sheet  mica  or  other  insulating 
material.  The  completed  coil  is  wrapped  with  linen  tape 
covering  the  cotton  braid,  and  impregnated  with  heated  in- 
sulating compounds  which  drive  ofif  any  remaining  traces 
of  moisture. 

The  primary  and  secondary  coils  being  placed  in  close 
proximity  are  separated  from  each  other  by  mica  and  hard 
wood  or  fiber  so  as  to  provide  an  oil-filled  gap  between  the 
coils.  The  coils  are  likewise  separated  from  the  core  by 
sheets  of  mica  and  other  material.  The  cyUndrical  type  of 
coils  used  in  core-type  construction  and  in  the  improved 
shell  type  are  easily  protected  by  layers  of  mica,  and  are 
therefore  the  most  reUable  form  of  coil  for  distribution  pur- 
poses. Forms  which  require  the  protection  of  sharp  corners 
are  more  difi&cult  to  insulate  safely.  Mica  is  not  affected  by 
heat  or  moisture  and  therefore  forms  the  best  insulating 
material  where  it  can  be  applied  effectively  in  sheets. 

After  being  assembled  on  the  core,  the  whole  is  impregnated 
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with  insulating  compound  by  immersion  in  heated  tanks 
under  a  vacuum.  This  eliminates  all  traces  of  moisture  and 
entrained  air  from  the  coils. 

Case.  —  Distribution  transformers  are  commonly  provided 
with  rugged  cast-iron  or  sheet-steel  cases  adapted  to  stand 
exposure  to  the  weather  and  to  the  rough  handling  incident  to 
installation  and  removal.     They  must  be  oil-tight,  as  leakage 


Fig.  58.     Line  Transtormcr  Hangers. 

is  likely  to  result  in  claims  for  damages  from  property  owners 
as  well  as  very  unsightly  equipment.  The  cover  is  made 
removable  for  convenience  in  filling  with  oil  and  in  changing 
the  primary  coil  connections  from  series  to  multiple.  Lugs 
are  provided  on  the  case  to  fit  wrought-iron  hangers  b)-  which 
they  may  be  conveniently  hung  on  a  cross-arm,  as  shown  in 
Fig.  58- 
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Polarity.  —  It  is  customary  for  each  manufacturer,  in  bring- 
ing out  the  leads  of  distribution  transformers,  to  follow  a 
method  of  connecting  coils  on  primary  and  secondary  sides 
such  that  units  may  be  coupled  in  parallel  by  following  a 
symmetrical  plan  of  connections  without  testing  for  polarity 
every  time.  The  practice  of  manufacturers  is  not  uniform 
however,  and  it  is  therefore  necessary  to  test  for  polarity  be- 
fore putting  transformers  of  different  makes  in  parallel. 

Connection  Boards  and  Terminals.  —  The  existence  of  old 
types  of  distributing  systems  operating  at  iioo  volts  made 
it  standard  practice  to  provide  a  primary  connection  board 
in  standard  transformers  so  that  they  can  be  used  inter- 
changeably on  IIOO  or  2200  volts,  by  merely  shifting  the  con- 
necting strips  from  one  position  to  another. 

The  tendency  for  these  connection  boards  to  become  coated 
with  dirt,  thus  forming  a  leakage  path  across  the  porcelain 
block,  led  to  the  practice  followed  by  some  manufacturers 
of  placing  the  connection  block  below  the  oil  level.  Later 
this  practice  was  found  further  justified  by  the  fact  that 
when  terminal  boards  are  submerged,  there  is  a  consider- 
ably reduced  number  of  outages,  due  to  blowing  of  primary 
fuses  during  lightning  storms,  and  in  stormy  weather  gen- 
erally. 

As  a  result  of  this  it  has  become  the  practice  of  some  of 
the  companies  having  large  numbers  of  transformers,  which 
operate  at  2200  volts  (approximately)  to  have  the  primary 
connection  board  left  out  entirely  in  purchasing  trans- 
formers and  in  repairing  those  damaged.  In  some  cases, 
the  blocks  of  all  transformers  returned  to  stock,  which  were 
not  submerged,  have  been  removed,  thus  gradually  clearing 
up  the  entire  installation.  In  the  City  of  Chicago,  this 
practice  has  resulted  in  a  reduction  of  approximately  50  per 
cent  in  the  number  of  primary  fuses  blown  during  lightning 
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storms  and  a  substantial  saving  in  the  repair  of  coils  and 
primary  terminals  damaged  during  such  storms. 

Efficiency.  —  The  physical  laws  governing  the  magnetic 
characteristics  of  a  transformer  having  an  iron  core  are  fortu- 
nately such  that  the  relative  amount  of  copper  required  is 
small,  and  the  losses  in  the  copper  windings  are  not  as  great 
as  they  are  in  a  generator  or  synchronous  converter.  The 
lack  of  moving  parts  further  tends  to  make  the  transformer 
a  most  efficient  piece  of  electrical  apparatus. 

The  efficiency  of  a  transformer  which  is  used  in  transmis- 
sion work  is  of  most  importance  at  the  time  of  full  load  since 
it  usually  carries  its  load  several  hours  per  day,  and  its  iron 
losses  are  a  small  part  of  its  converted  output.  It  is  im- 
portant, therefore,  that  its  copper  losses  be  low  and  its  full- 
load  efficiency  as  high  as  possible.  In  a  distribution  trans- 
former suppl)dng  its  full  lighting  load  but  two  to  four  hours 
per  day,  the  full-load  efficiency  is  less  important,  while  the 
iron  loss  which  goes  on  24  hours  may  become  a  considerable 
percentage  of  the  daily  output  of  the  unit. 

For  instance,  a  5-kw.  transformer  which  carries  full  load  4 
hours  a  day  delivers  20  kilowatt  hours  per  day,  and  has  a  copper 
loss  of  about  100  watts  at  full  load,  while  the  iron  loss  is 
about  45  watts.  The  copper  loss  per  day  is  about  400  watt 
hours,  while  the  iron  loss  is  24  X  45  =  1080  watt  hours. 
The  total  loss  being  1.45  kilowatt  hours,  the  all-day  effi- 
ciency is =  93.2  per  cent,  while  that  at  full  load  is  ^ 

21.45  5145 

=  97.1  per  cent.  It  is  apparent  that  the  aU-day  efficiency 
varies  with  the  load  factor  or  hours'  use  of  the  maximum  load. 
The  efficiency  at  various  hours  use  for  several  sizes  of  trans- 
formers is  shown  in  the  curves  in  Fig.  59.  It  is  evident  from 
these  curves  that  a  system  in  which  there  are  a  considerable 
number  of   i-kw.   transformers   wiU  have   a   lower   all-day 
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eflficiency  than  one  in  which  the  same  amount  of  load  is  supplied 
by  5-kw.  transformers.    The  average   size   of   transformers 
should  therefore  be  kept  as  large  as  consistent  with  a  reason- 
able investment  in  secondary  mains. 
lOOr 
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Fig.  59 .    All-day  Efficiency  of  Transformeis. 

The  average  values  of  efl&ciency,  copper  loss,  iron  loss  and 
regulation  of  distribution  transformers  of  the  improved  shell 
type  made  by  the  leading  American  manufacturers  are  shown 
in  the  following  table: 


Watts  loss. 

Per  cent  effi- 

Per cent  regulation. 

Per  cent 

Kv-a. 

ciency,  full 

leakage 

Core. 

Copper  at 

load. 

100  per  cent 

80  per  cent 

current. 

125°  F. 

P.P. 

P.P. 

I 

20 

26 

95-8 

2.61 

3.18 

S-S 

i4 

25 

37 

96.2 

2.47 

3-IO 

4.0 

2 

30 

46 

96. 5 

2-33 

3.00 

3.6 

3 

34 

70 

96.8 

2.36 

3.0I 

30 

4 

40 

82 

97.2 

2.08 

3.12 

2.S 

S 

4S 

102 

97.3 

2.08 

2.IO 

2-3 

ih 

62 

137 

97.6 

1.84 

2.93 

2.2 

lO 

80 

163 

97-8 

1.66 

2.8s 

1-9 

IS 

lOS 

233 

97-9 

1.S8 

2.80 

1.6 

20 

131 

29s 

98.0 

I -52 

2.96 

i-S 

2S 

147 

351 

98.2 

1-47 

2.90 

1-3 

3° 

163 

411 

98.2 

1.46 

2.90 

1.2 

4° 

20s 

476 

98.3 

1.30 

2.80 

1.2 

5° 

240 

60s 

98.4 

1.20 

2.70 
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The  copper  loss  and  regulation  figures  in  the  above  table 
are  based  on  a  temperature  of  125  degrees  F. 


Three-phase  Units.  —  In  three-phase  systems  the  possi- 
bility of  saving  a  part  of  the  core  material  and  reducing  the 
cubic  feet  occupied  has  led  to  the  adoption  of  three-phase 
units  in  some  kinds  of  work. 

In  the  design  of  the  core  of  three-phase  units  some  saving 
in  the  weight  of  core  metal  is  possible  when  the  middle  phase 
is  connected  in  reversed  order 
so  that  the  magnetic  fluxes  of 
the  adjacent  phases  do  not 
combine  in  the  usual  120  de- 
grees relation  but  at  60  degrees 
apart. 

For  instance,  the  shell  type 
unit,  as  shown  in  Fig.  60,  may 
be  designed  with  the  same  cross- 
section  at  B  as  each  of  the 
three  single-phase  units  has  at 
the  points  B,  thus  saving  the 
shaded  portion  of  the  middle 
single-phase  core. 

In  underground  work  the  saving  in  space  is  of  value  in  a 
manhole,  but  the  shape  of  the  three-phase  unit  is  such  that 
it  cannot  be  installed  or  removed  unless  a  special  size  man- 
hole cover  is  used. 

The  three-phase  unit  has  not,  therefore,  been  generally 
used  in  distribiition  work,  except  where  local  conditions  make 
it  compulsory. 

The  three-phase  unit  as  worked  out  in  the  shell  type  with 
air-blast  cooling  is  shown  in  Fig.  61.  This  unit  effects  a 
saving  in  floor  space  and  in  first  cost  which  has  made  it  stand- 
ard for  synchronous  converter  work.    In  the  core-type  unit 


Fig.  60.    Single  and  Three-phase 
Cores  Shell  Type. 
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Fig.  62.     Three-phase  Oil-cooled  Transformer. 
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illustrated  in  Fig.  62  the  cooling  is  effected  by  oil,  and  this 
type  is  used  in  distribution  work  or  in  situations  where  attend- 
ance is  not  continuous.  It  is  not  usual  to  use  a  three-phase 
unit  smaller  than  15  kw.  Having  the  three  phases  con- 
tained in  one  case  they  are  made  in  larger  capacities  than 
single-phase  units,  having  been  made  as  large  as  14,000  kv-a. 
for  use  in  transmission  work. 

For  general  distribution  purposes  the  three-phase  unit  has 
some  serious  limitations.  It  puts  the  entire  load  furnished 
by  the  unit  out  of  service  if  any  trouble  develops  in  either 
phase  of  the  unit,  and  the  expense  of  providing  a  substitute 
unit  is  necessarily  greater. 

Where  transformers  of  all  sizes  must  be  kept  on  hand  to 
take  care  of  Hght  and  power  service  it  is  more  flexible  to  have 
single-phase  units  which  are  available  for  either  light  or  power 
than  to  attempt  to  carry  a  line  of  single-phase  units  for  light- 
ing and  three-phase  units  for  power. 


CHAPTER  VI. 
SECONDARY   DISTRIBUTION. 

Historical.  —  In  the  early  stages  of  the  introduction  of 
alternating-current  systems  the  use  of  ss-volt  secondary 
circuits  was  adopted  in  some  systems  because  of  the  more 
rugged  character  of  incandescent  lamps  of  these  voltages.  Such 
voltage  could  be  used  in  alternating-current  systems  because 
of  the  possibility  of  locating  transformers  close  to  the  customer's 
premises.  However,  it  was  not  possible  to  supply  more  con- 
sumers from  one  transformer  than  could  be  reached  from 
the  pole  on  which  the  transformer  was  placed  without  an  exces- 
sive use  of  copper.  The  result  was  a  system  in  which  a 
large  number  of  small  transformers  were  required.  These 
consumed  an  excessive  amount  of  energy  in  their  cores  and 
required  the  operation  of  extra  generating  capacity  at  times 
to  supply  their  large  leakage  currents. 

As  these  distributing  systems  attained  such  size  that  these 
items  became  an  appreciable  expense,  a  remedy  was  sought. 
The  higher  voltage  lamp  having  been  improved,  no-volt 
secondaries  were  introduced  and  the  5S-volt  consumers  were 
gradually  changed  over  to  no  volts.  The  use  of  the  higher 
voltage  increased  the  range  of  distribution  so  that  a  single 
no-volt  transformer  was  installed  to  replace  several  55-volt 
transformers,  with  a  saving  in  the  amount  of  capacity  required 
and  a  very  great  reduction  in  the  core  losses  and  leakage  currents. 

Later  the  availability  of  the  Edison  three-wire  system  for 
general  secondary  distribution  increased  the  range  of  such 
lines  by  permitting  the  use  of  110-220  volt  mains,  with  iio- 
volt  lamps. 
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At  this  voltage,  distribution  may  be  economically  made  from 
transformers  spaced  600  to  1000  feet  apart.  This  greatly  in- 
creases the  number  of  consumers  which  can  be  supplied  from 
a  single  unit,  and  permits  a  great  saving  in  investment  as  well 
as  in  iron  losses  since  the  larger  kilowatt  capacity  in  a  single 
unit  costs  less  than  the  same  capacity  in  several  smaller  units 
and  requires  much  less  energy  to  supply  the  iron  losses.  For 
instance,  in  replacing  five  i-kw.  units,  with  one  5-kw.,  there 
is  a  saving  of  about  50  per  cent  in  investment  and  iron  losses. 

Furthermore  the  diversity  of  habits  of  use  of  electricity  of 
a  large  number  of  consumers  is  such  that  the  maximum  de- 
mand on  a  transformer  which  covers  1000  feet  of  line  is 
much  less  than  would  be  the  sum  of  the  maxima  of  several 
units  covering  the  same  consumers.  The  advantage  thus 
gained  from  what  is  known  as  the  diversitj'^  factor  often  per- 
mits a  saving  of  40  to  60  per  cent  in  the  investment  in  trans- 
formers as  compared  with  house-to-house  transformers. 

The  three-wire  iio-220-volt  system  is  used  for  single-phase 
secondary  distribution  very  generally  in  American  cities, 
where  there  are  a  number  of  consumers  grouped  within  eco- 
nomic range  of  a  transformer.  Two-wire  distribution  is  used 
where  consumers  are  few  and  scattered  as  in  the  early  periods 
of  development. 

Periods  of  Development.  —  A  system  of  secondary  mains 
passes  through  three  general  periods  of  development  in  the 
growth  of  a  city. 

(i)  A  period  in  which  scattered  transformers  supply  iso- 
lated secondary  mains  not  interconnected  with  other  trans- 
formers. 

(2)  A  period  in  which  the  mains  from  adjacent  transform- 
ers grow  together  along  principal  thoroughfares  where  they 
may  be  connected  to  each  other  but  intersecting  few  other 
secondary  mains  of  importance. 
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(3)  A  final  stage  in  which  secondary  mains  are  reqtiired 
generally  and  are  therefore  joined  into  a  network. 

The  first  period  is  that  found  in  residence  and  other  out- 
Ijdng  territory  not  fully  built  up.  When  a  new  consumer  is 
to  be  connected  in  such  a  territory  the  problem  is  —  Shall  a 
transformer  be  installed  or  the  nearest  secondary  main  ex- 
tended to  the  premises?  The  installation  of  a  transformer 
involves  an  investment  and  an  operating  expense,  due  to  its 
core  loss.  The  extension  of  the  nearest  secondary  main  in- 
volves an  investment  in  conductors  and  perhaps  an  increase 
in  the  capacity  of  an  existing  transformer.  The  cost  of  the 
two  alternative  plans  being  ascertained,  the  one  selected 
should  be  that  which  involves  the  least  annual  cost  for  inter- 
est, depreciation  and  operation. 

Example.  —  For  instance,  assume  that  service  is  required  for 
a  new  consumer,  with  a  load  of  i  kw.,  at  a  point  where 
there  is  no  secondary  main  available.  Also,  that  if  a  separate 
transformer  is  installed  the  investment  will  be  about  $25, 
and  if  the  nearest  secondary  main  is  extended  the  expendi- 
ture will  amount  to  $40.     How  shall  service  be  given? 

If  the  primary  line  is  available  and  a  new  i-kw.  trans- 
former is  installed,  the  investment  of  $25  will  involve 
expense  as  follows: 

15  per  cent  fixed  charges  on  $25 %  ■  75 

Core  loss  —  20  wts.  X  8760  hrs.  =  175  kw.  hrs. 

at  $0.01 1.75 

Total $5.50 


If  the  secondary  line  is  extended  at  an  expense  of 
(exclusive  of  poles),  the  fixed  charges  at  10  per  cent  are  $4 
per  year. 

If  the  existing  transformer  has  surplus  capacity  or  if  there 
is  a  considerable  diversity  factor  between  the  new  consumer's 


SECONDARY  DISTRIBUTION  133 

load  and  the  existing  load  so  that  its  capacity  is  sufficient, 
the  extension  of  the  secondary  from  the  existing  transformer 
is  the  more  economical  procedure.  But  if  i  kw.  capacity 
must  be  added  to  the  existing  transformer,  this  will  add  about 
$10  to  the  investment  and  10  watts  to  the  core  loss.  The 
fixed  charges  are  increased  by  $1.50  and  the  energy  loss  by 
$.87,  making  the  total  expense  $4.00  +  $1.50  +  $.87  =  $6.37, 
as  compared  with  $5.50  for  the  installation  of  a  separate 
transformer.  The  new  transformer  would  thus  be  prefer- 
able under  this  condition. 

If  the  extension  is  being  made  at  the  end  of  the  line  where 
the  primary  does  not  extend  beyond  the  last  transformer,  the 
extension  of  the  secondary  is  usually  preferable  where  small 
consumers  are  being  added.  This  condition  holds  until  dis- 
tance becomes  too  great  to  give  satisfactory'  service  or  the 
consumers  become  sufficiently  numerous  to  warrant  the  in 
stallation  of  a  transformer.  In  residential  districts,  it  is 
possible  at  times  to  extend  secondaries  from  600  to  1000 
feet  in  this  manner. 

There  is  little  occasion  in  this  period  of  development  to 
connect  secondary  mains  in  multiple.  Where  the  mains  have 
been  extended  until  they  meet  each  other  it  is  usually  pref- 
erable not  to  interconnect  them,  as  the  blowing  of  the  fuse 
of  either  transformer  shifts  the  load  to  the  other,  and  over- 
loading it  blows  its  fuse  also;  and  transformers  are  so  far 
apart  that  they  cannot  assist  each  other  to  any  appreciable 
extent  in  case  of  an  overload  on  either  of  them. 

The  second  period  of  development  is  reached  when  con- 
sumers become  so  closely  situated  that  it  is  necessary  to  pro- 
vide a  continuous  secondary  main  along  a  thoroughfare. 
This  condition  is  usually  first  met  along  business  streets  and 
boulevards,  and  results  in  a  long  secondary  main  fed  at 
intervals  by  transformers  but  intersected  by  few  other  sec- 
ondary mains  of  importance.  -  When  such  a  main  has  been 
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established  the  problem  is  to  determine  how  far  apart  trans- 
formers should  be  located  and  what  size  of  conductor  should 
be  used. 

The  density  of  the  load  varies  in  different  parts  of  the  street, 
and  there  are  large  blocks  of  load  at  particular  points  which 
make  the  problem  a  perplexing  one  at  best.  A  general 
solution  is  usually  not  possible,  owing  to  the  widely  varying 
local  conditions.  However,  a  determination  may  be  made 
which  will  serve  to  indicate  the  approximate  limits  within 
which  the  most  economical  arrangement  of  transformers  and 
wire  will  lie,  and  from  which  some  general  principles  of  value 
may  be  deduced,  as  follows. 

Calculation  of  Secondary  Mains.  —  Assuming  that  energy 
is  distributed  from  an  overhead  three-wire  iio-220-volt 
secondary  main  6000  feet  long  in  equal  amounts  at  intervals 
of  100  feet,  what  is  the  best  size  of  wire  and  distance  between 
transformers?  For  a  given  load  density,  the  supply  of  elec- 
tricity may  be  distributed  from  several  small  transformers, 
with  small  wire  and  short  spacings  between  units,  or  from 
fewer  units  with  larger  wire  and  longer  spacings.  The  use 
of  many  units  tends  to  increase  the  transformer  investment 
and  the  core  losses,  and  to  decrease  the  investment  in  con- 
ductors while  the  use  of  fewer  units  has  the  opposite  effect. 
It  is  possible  to  find  a  point  where  the  sum  of  these  conflict- 
ing influences  is  a  minimum. 

The  figures  given  in  detail  in  Table  II  are  based  on  2  per 
cent  maximum  voltage  drop  on  the  secondary  main,  with 
overhead  lines,  weatherproof  wire  at  15  cents  per  pound, 
energy  at  i  cent  a  kw.  hour,  fixed  charges  on  transformers 
at  15  per  cent  and  on  conductors  at  10  per  cent.  The  iron 
losses  are  assumed  to  go  on  through  8760  hours  per  year. 
With  50  kw.  per  1000  feet,  and  No.  6  wire,  the  transformers 
must  be  400  feet  apart  to  keep  the  drop  within  2  per  cent. 
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TABLE  II 
25  Kw.  per  looo  Feet 


I3S 


Distance 

Size 

Cond. 

B.&S.  G. 

Num- 
ber of 
Transf. 

Size  of 

Transf., 

Kw. 

lS%on 
Trans. 

Value 
Iron 
Loss 

Underground 

Overhead 

between 
Trans.,  Ft. 

10%  on 
Cable 

Total 

Annual 

Cost 

10%  on 
Wire 

Total 

Annual 

Cost 

300 
400 
600 

800 
1000 

6 
6 
6 

3 

I 

20 

IS 
10 

7-5 
6 

75 
10 

IS 
20 

25 

$208 
190 
177 
165 
158 

$117 

loS 

90 

85 
7S 

$I4S 
145 
145 
190 
282 

$470 
440 
412 
440 
515 

$30 
30 
30 
56 
88 

$355 
325 
297 
306 
321 

SO  Kw.  per  1000  Feet 


Distance 

Size 

Cond. 

B.&S.  G. 

Num- 
ber of 
Transf. 

Size  of 

Transf., 

Kw. 

IS%  on 
Trans. 

Value 
Iron 
Loss 

Underground 

Overhead 

Transf., 

Ft. 

io%on 
Cable 

Total 

Annual 

Cost  - 

'"^rT 

Total 

Annual 

Cost 

300 
400 
600 
800 
1000 

6 
6 

3 

I 
2-0 

20 

15 
10 

7-5 
6 

IS 
20 

30 
40 
50 

fess 

330 
300 

28s 
275 

$180 
165 
145 
137 
130 

$145 
145 
190 
290 
380 

s^68o 
640 

635 
712 

785 

$30 
30 
S6 
88 

140 

$565 
525 
501 
510 
545 

100  Kw.  per  1000  Feet 


Distance 

Size 

Cond. 

B.  &  S.  G. 

Num- 
ber of 
Transf. 

Size  of 

Transf., 

Kw. 

15%  on 
Transf. 

Value 
Iron 
Loss 

Underground 

Overhead 

between 
Trans.,  Ft. 

10%  on 
Cable 

Total 

Annual 

Cost 

10%  on 
Wire 

Total 

Annual 

Cost 

300 
400 
600 
800 
1000 

6 

3 
0 

4-0 
300 

20 

15 
10 

7-S 
6 

30 
40 
60 
80 
100 

$603' 
573 
500 
42s 
374 

$290 
272 
262 
250 
231 

$145 
190 

345 
510 
650 

$1038 

i°35 
1092 

117s 
1255 

$30 
56 
190 
220 
330 

$923 
901 
872 
890 
935 

Fifteen  units  of  20  kw.  each  are  required  for  the  assumed 
length  of  6000  feet.  Their  iron  loss  at  131  watts  is  1965  watts, 
and  the  annual  loss  is  1965  X  8760  =  17,200  kw.  hours. 
At  I  cent  this  will  cost  $172  per  year.  The  value  of  fifteen 
20-kw.  transformers  is  about  $2200  and  15  per  cent  of  this  is 
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$330.  The  value  of  18,000  feet  of  No.  6  weatherproof  wire 
is  about  $300  and  10  per  cent  ot  this  is  $30.  The  total  annual 
cost  is  therefore  172  +  330  +  30  =  $532.  In  a  similar  way 
the  calculations  have  been  carried  for  No.  3  with  t  n  30-kw. 
and  for  other  spacings  and  sizes  of  conductor. 

These  calculations,  as  made  for  load  densities  of  25  kw. 
and  100  kw.  per  1000  feet  of  line  on  the  Edison  three-wire 
system  with  neutral  full  size,  are  also  shown  in  the  accompany- 
ing table. 
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Fig.  63.    Elements  of  Annual  Cost,  Secondary  Main. 

The  variation  of  the  elements  of  cost  as  the  spacing  be- 
tween transformers  and  size  of  wire  is  increased  is  illustrated 
by  the  curves  in  Fig.  63,  which  are  based  upon  the  values 
obtained  in  the  calculations  made  for  a  load  density  of  50  kw. 
per  1000  feet,  with  overhead  lines.  It  is  apparent  from  the 
curve  of  total  cost  that  the  minimum  is  found  with  a  spacing 
of  600  feet  between  transformers. 
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The  curves  of  total  cost  at  densities  of  25,  '50  and  100  kw. 
per  1000  feet  are  shown  in  Fig.  64.  It  will  be  seen  from  these 
curves  and  the  table  of  figures  that  with  overhead  lines, 
under  the  conditions  assumed,  the  most  economical  spacing 
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Fig.  64.    Economical  Transformer  Spacing. 

of  transformers  is  from  500  to  600  feet  apart,  at  all  load 
densities  from  25  to  100  kw.  per  1000  feet.  Where  energy 
may  be  charged  at  less  than  i  cent  per  kw.  hour,  or  with 
water  power,  the  decreased  value  of  core  loss  tends  to  permit 
the  use  of  shorter  spacings  and  a  smaller  size  of  wire. 

The  calculation  for  underground  lines  is  included  in  Table 
II  and  is  also  shown  graphically  in  Fig.  64.  The  most  im- 
portant difference  between  these  figures  and  those  for  over- 
head lines  is  in  the  cost  of  conductors.  The  figures  are  based 
on    single-conductor    lead-sheathed    paper-insulated     cables 
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and  copper  at  15  cents  per  pound.  The  absolute  values  of 
annual  cost  are  from  20  to  25  per  cent  higher  than  with  over- 
head lines,  but  the  spacing  for  the  minimum  value  is  not 
materially  changed,  it  being  about  500  feet  for  each  load 
density.  The  fact  that  the  best  spacing  proves  to  be  about 
500  feet  is  a  fortunate  one  in  many  cities  where  this  is  the 
approximate  length  of  a  city  block.  The  location  of  trans- 
formers at  intersections  is  especially  desirable  where  the 
lines  are  on  streets,  as  it  permits  of  the  supply  of  electricity  in 
four  directions  from  one  unit. 

The  flatness  of  the  curve  of  total  cost  allows  considerable 
flexibility  in  spacing,  and  it  is  generally  preferable  to  use  few 
transformers  with  larger  sizes  of  conductor,  so  as  to  reduce 
the  number  of  units  to  a  minimum.  The  curves  indicate 
that  this  can  be  done  if  desired  without  seriously  affecting  the 
economy.  Furthermore,  it  is  usually  desirable  in  building 
extensive  secondary  mains  to  anticipate  an  increase  in  load, 
by  erecting  a  larger  conductor  than  is  required  for  immediate 
needs.  The  size  of  transformers  may  then  be  gradually  in- 
creased as  the  load  increases. 

The  entire  foregoing  discussion  is  based  on  an  assumption 
that  the  load  is  evenly  distributed  along  the  line  throughout 
its  length. 

However,  in  practice,  it  is  more  often  the  case  that  certain 
portions  of  a  secondary  main  are  heavily  loaded,  while  others 
carry  a  more  scattered  load  owing  to  differences  in  the  char- 
acter of  the  neighborhoods  which  it  serves.  At  occasional 
intervals  department  stores,  churches  or  other  large  consumers 
of  electricity  throw  heavy  loads  upon  the  line. 

It  is  therefore  necessary  to  locate  transformers  near  to 
such  large  consvmiers'  premises  and  to  design  the  main  be- 
tween them  to  carry  the  scattered  consumers  whose  load  is 
distributed  between.  An  extended  secondary  main  may  thus 
be  made  up  of  different  sizes  of  wire  in  different  parts  with 
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transformers  having  various   spacings,  depending  upon   the 
load  density  in  the  vicinity. 

However,  the  design  of  those  portions  of  a  secondary  main 
which  serve  the  smaller  consumers  distributed  along  its  route 
may  be  based  upon  the  general  theory  outlined  in  the  fore- 
going. 

Networks.  —  The  network  is  the  last  step  in  the  develop- 
ment of  a  system  of  secondary  mains.  The  gradual  extension 
of  mains  on  all  intersecting  streets  results  in  a  system  of 
lines  which  is  interconnected  at  intersecting  points  and  thus 
becomes  a  network. 

The  use  of  direct  current  Edison  networks  in  most  of  the 
larger  American  cities  has  prevented  the  development  of  ex- 
tensive alternating  current  secondary  networks. 

The  development  of  alternating  current  distribution  by 
interconnected  secondary  main  systems  has  thus  been  limited 
to  the  medium  sized  cities  where  the  loads  to  be  distributed 
in  the  central  business  portions  range  from  500  to  2500  kw. 

In  such  districts  it  is  desirable  to  have  a  single  system  for 
the  general  light  and  power  service,  as  the  use  of  a  separate 
set  of  mains  for  power  service  results  in  a  considerable  dupli- 
cation of  investment,  in  the  conductor  equipment  and  in  the 
absorption  of  valuable  pole  and  conduit  space  which  is  re- 
quired for  the  power  mains. 

The  direct  current  Edison  system  is  the  only  one  which 
fully  meets  this  requirement,  as  it  can  take  on  power 
in  any  amount  required,  with  the  lighting.  The  interfer- 
ence of  th  Kghting  service  caused  by  alternating  current 
motors,  due  to  larger  starting  currents  and  low  power  factor, 
makes  it  necessary  to  maintain  separate  transformers  for 
large  motor  installations  and  to  restrict  the  sizes  of  motors 
which  can  be  satisfactorily  carried  from  the  lighting  mains. 
It  is  found  practical  to  put  somewhat  larger  motors  on  a  three- 
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phase  secondary  main  than  on  single-phase,  and  where  three- 
phase  distribution  is  employed  for  the  general  system,  a 
three-phase  secondary  network  is  often  employed  in  the 
central  business  district  where  there  is  no  direct  current 
system. 

A  network  of  secondary  mains  is  usually  supplied  by  trans- 
formers' distributed  about  the  system  in  proportion  to  the  load 
served. 

The  transformers  are  naturally  placed  at  intersections 
whence  they  may  distribute  energy  in  four  directions  with 
best  use  of  conductor  capacity. 

The  size  of  secondary  mains  is  determined  chiefly  by  con- 
siderations of  current  carrying  capacity  as  the  distance  between 
transformers  is  not  great,  being  usually  from  450  to  600  feet, 
depending  upon  the  lengths  of  the  blocks. 

It  is  usual  to  provide  special  transformer  installations  in, 
or  immediately  adjacent  to  the  premises  of  consumers  having 
loads  of  50  kw.  or  more,  such  as  theaters  and  department 
stores. 

The  arrangement  of  a  network  served  by  transformers  at 
street  intersections,  is  illustrated  in  Fig.  65. 

The  nature  of  the  locality  is  often  such  that  underground 
construction  is  required  where  a  network  exists.  This  neces- 
sitates rhanholes  of  ample  size  for  transformers  and  such 
junction  boxes  as  are  necessary  for  the  proper  operation 
of  the  system.  The  space  required  is  sometimes  difficult  to 
secure  on  account  of  gas  and  water  pipes,  car  tracks  and  other 
underground  systems.  It  is  not  desirable  to  go  below  such 
obstructions,  as  the  manhole  should  not  be  below  the  sewer 
level. 

Where  the  load  densities  are  such  that  transformers  of  50 
kw.  and  upward  are  required  at  the  intersections,  the 
problem  of  securing  sufficient  space  for  manholes  of  suitable 
size  becomes  increasingly  difi&cult.    In  some  cities,  it  is  found 
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practical  to  build  vaults  under  the  sidewalks,  thus  avoiding 
the  piping  systems  in  the  streets. 

In  cases  where  there  are  alley  lines  intersecting  secondary 
lines  on  streets,  the  manholes  are  placed  at  the  alleys,  thus 
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Fig.  65.     Alternating-Current  Secondary  Network. 

avoiding  the  congestion  of  underground  structures  at  street 
intersections. 

A  further  Kmitation  of  the  size  of  transformer  vaults  in 
streets  is  found  in  the  requirements  for  ventilation  and  heat 
dissipation.  When  manholes  are  in  the  street,  ventilating 
facihties  which  will  be  adequate  for  large  transformers  are 
difficult  to  arrange  and  it  may  not  be  possible  to  prevent 
excessive  temperatures  at  certain  hours  of  the  day. 

These  various  difficulties  have  been  sufficient  in  some  cases 
to  result  in  a  decision  to  avoid  the  use  of  transformers  in 
streets  by  distributing  energy  from  low  tension  feeders  and 
mains  suppUed  by  a  transformer  substation,  centrally  located. 

This  arrangement  permits  a  considerable  saving  in  trans- 
former investment  and  iron  losses,  as  the  diversity  factor 
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reduces  the  capacity  required  and  the  economy  of  larger  units 
is  realized. 

This  saving  is,  however,  largely  offset  by  the  greater  cost  of 
low  tension  feeder  cables. 

Mains  for  Power  Service.  —  The  installation  of  separate 
transformers  for  power  load  necessitates  separate  secondary 
systems  for  power  consumers  whose  premises  are  in  the  same 
vicinity.  The  design  of  such  mains  is  governed  by  the  same 
principles  that  control  the  arrangement  of  lighting  mains, 
except  that  it  is  permissible  to  allow  the  secondary  line  drop 
to  be  5  per  cent  or  more  instead  of  2  to  3  per  cent  required 
for  satisfactory  incandescent  lighting.  This  permits  power  sec- 
ondary mains  to  be  extended  to  about  twice  the  permissible 
range  for  incandescent  lighting.  In  manufacturing  districts 
the  power  load  usually  exceeds  the  lighting,  and  duplicate 
secondary  systems  for  light  and  power  are  often  found.  In 
residence  and  mercantile  districts  the  reverse  is  the  case,  and 
the  heavy  lighting  secondary  system  is_  capable  of  absorb- 
ing some  miscellaneous  power  without  seriously  affecting  the 
lighting  service. 

However,  this  is  not  desirable  with  the  types  of  power 
which  are  intermittently  used  such  as  coffee  mills,  meat 
grinders  and  other  small  apparatus  which  is  used  in  retail 
stores. 

The  starting  currents  of  these  motors  when  wound  for  no 
volts  range  from  20  to  30  amperes  or  10  to  15  times  normal 
running.  As  the  supply  circuits  are  designed  for  the  normal 
running  current,  there  is  a  pronounced  drop  in  pressure  at  the 
instant  they  are  switched  on  which  produces  flickering  of 
lights.  When  the  starting  is  frequent,  this  results  in  serious 
interference  with  lighting  service,  particularly  in  cases  where 
retail  stores  are  in  or  near  residence  districts.  Relief  can  be 
secured  in  many  cases  by  requiring  motors  which  start  fre- 
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quently  to  be  wound  for  220  volts.    In  other  cases  a  separate 
transformer  is  required. 

Poljrphase  Systems.  —  In  two-phase  systems  it  is  usual  to 
operate  the  lighting  single-phase,  as  this  is  the  simplest  and 
most  economical  plan.  The  two-phase  power  service  is  sup- 
plied from  separate  transformers.  In  a  few  large  two-phase 
systems  where  light  and  power  are  carried  on  the  same  under- 
ground secondary  systems,  two  extra  conductors  have  been 
provided  from  the  other  phase  for  two-phase  power  consimiers, 
making  a  five-wire  secondary  system  and  five-wire  services 
where  hght  and  power  are  served  in  the  same  building. 

In  three-phase  systems  several  methods  of  carrying  mixed 
light  and  power  load  are  in  use.  The  most  common  consists 
of  star-connected  transformers  supplying  a  four-wire  main 
Operated  at  about  115  volts  from  phase  to  neutral  and  200 
volts  across  phase  wires.  Lights  are  balanced  as  nearly  as 
possible  on  the  three  phases.  The  smallest  hghting  services 
are  two-wire,  while  larger  ones  are  made  three-wire,  and 
connected  to  two  phases  and  neutral  and  those  of  about  5  kw. 
or  more  are  connected  on  three  phases.  Four-wire  service  is 
required  for  the  larger  users  and  in  all  cases  where  both  light 
and  power  is  to  be  served  in  the  same  building.  The  dis- 
advantages of  this  system  are  the  difficulty  of  maintaining  a 
proper  balance  and  the  necessity  of  instalUng  three  transform- 
ers at  each  point  where  the  secondary  main  is  fed. 

In  another  method,  which  is  illustrated  in  Fig.  66,  all  the 
lighting  is  carried  on  one  phase  by  means  of  a  three- wire 
Edison  secondary.  Small  power  may  then  be  served  by  the 
installation  of  one  additional  smaller  transformer  and  a  fourth 
secondary  wire.  Larger  power  may  require  two  power  trans- 
formers in  addition  to  the  lighting  transformer.  The  hghting 
in  this  system  is  easier  to  keep  balanced,  and  since  it  is  all  on 
one  phase  the  higher  diversity  factor  requires  less  transformer 
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capacity  for  lighting  purposes.  This  reduces  transformer  in- 
vestment and  core  loss  materially  as  compared  with  the 
star-connected  secondary,  as  the  average  size  of  the  units  is 
larger  and  the  total  capacity  required  is  somewhat  less. 


115-220  VOLT 
L1GHT1NQ 


230  yOLt ;* THREE.  PHASE 

Power 


Fig.  66.     Lighting  on  One  Phase  of  Three-phase  Secondary. 


Another  advantage  of  carrying  all  lighting  on  one  phase 
is  that  the  effect  of  the  starting  current  of  motors  is  less  notice- 
able on  the  lighting  supplied  by  the  large  unit  than  it  is  where 
the  starting  current  is  drawn  from  three  smaller  transformers, 
each  of  which  carries  lighting  load.  It  is  therefore  possible 
with  this  system  to  carry  somewhat  larger  power  loads  on  the 
same  secondary  main  with  the  lighting  than  in  the  star- 
connected  system  under  the  same  conditions. 

When  a  network  has  been  developed,  this  system  cannot 
be  interconnected  with  other  secondary  mains  except  those 
which  are  fed  from  the  same  primary  phase.  As  the  extent 
of  the  network  increases  this  becomes  undesirable  and  the 
objections  to  the  star-connected  system  become  less  impor- 
tant. The  four  secondary  conductors  may  then  be  changed 
over  to  a  star-connected  system  and  the  network  may  be  in- 
terconnected throughout. 

The  use  of  combined  light  and  power  secondary  mains 
becomes  desirable  in  an  underground  system  as  soon  as  there 
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is  a  sufficient  number  of  power  consumers  to  require  a  general 
system  of  power  secondaries  in  any  locality. 

The  expense  of  extra  ducts  and  separate  cables  for  separate 
power  secondaries  is  excessive,  and  it  is  desirable  to  combine 
light  and  power  secondaries  into  one  system  at  an  earher  stage 
of  development  than  in  the  case  of  overhead  lines. 

Determination  of  Transformer  Capacity.  —  The  selection  of 
the  proper  size  of  transformers  for  the  supply  of  various  classes 
of  consumers  is  important  since  excess  capacity  involves  idle 
investment  and  unnecessary  core  losses.  The  size  of  trans- 
former units  should  therefore  be  kept  as  low  as  possible, 
consistent  with  preservation  of  the  apparatus  and  good 
regulation. 

Most  electric  light  and  power  consumers  do  not  use  their 
entire  connected  load  at  any  one  time.  There  are  always 
some  lamps  which  are  not  in  use  at  times  when  the  principal 
part  of  the  lighting  is  on,  and  in  power  installations  the  maxi- 
mum load  is  usually  less  than  the  rated  capacity  of  the  motors. 

Where  a  number  of  consumers  are  grouped  on  one  trans- 
former the  maximum  demands  of  the  various  consumers  do 
not  occur  simultaneously  and  the  resultant  maximum  demand 
is  less  than  the  sum  of  the  individual  demand.  Measure- 
ments of  demand  may  be  made  by  means  of  an  ammeter  or 
by  a  Wright  demand  indicator.  The  use  of  the  demand 
indicator  is  preferable  as  it  may  be  left  in  circuit  throughout 
any  desired  period  and  the  maximum  for  the  entire  period  thus 
determined.  Certain  demand  factors  may  be  established  by 
a  series  of  such  measurements  for  the  various  classes  of  con- 
sumers for  which  it  is  necessary  to  select  transformers.  These 
factors  may  then  be  applied  with  reasonable  accuracy  to  the 
selection  of  transformers  for  new  consumers. 

In  store  lighting  the  maximum  demand  for  window  lighting, 
signs  and  other  display  lighting  is  from  90  to  100  per  cent 
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of  the  load.    The  demand  factor  on  interior  store  lighting  is 
50  to  70  per  cent. 

In  residences  having  40  or  more  lamps  installed  the  average 
maximum  demand  of  a  group  is  15  to  20  per  cent  of  the  con- 
nected load.  Individual  residences  may  have  occasional 
maxima  of  40  to  60  per  cent,  for  which  some  allowance  should 
be  made  in  selecting  transformer  capacity.  The  size  of  the 
transformer  should  be  such  that  it  will  safely  carry  the  oc- 
casional high  demand  of  the  largest  individual  consumer  to- 
gether with  the  average  demand  of  the  other  consvmiers  on  the 
transformer. 


TABLE  OF  DEMAND  FACTORS  IN  LIGHTING  SERVICE 


Description  of  load 


Number 
of  cus- 
tomers 

Kilowatts 
connected 

Kilo- 
watts 
demand 

Demand 

factor 
(per  cent) 

137 

84.7 

18.9 

22.3 

68 

126.6 

15-75 

12.4 

196 

129s 

28.85 

22.3 

S 

10.3 

9-45 

92.0 

77 

77.0 

21 .0 

27-3 

66 

107.7 

26.2s 

24-3 

121 

183  s 

3°-5 

16.6 

34 

47  s 

10-5 

22.2 

19 

79.2 

15-7 

19.8 

21 

67.7 

13-6 

20.1! 

21 

54-1 

I3-I 

24-3 

47 

68.7 

8.4 

12.2 

144 

129-95 

22.6 

17-4 

.  43 

59 -o 

26.6 

42.0 

85 

99  6s 

16. 1 

16. 1 

84 

112  ,5 

14-7 

13-2 

38 

60.7 

27-3 

45 -o 

99 

59 -o 

8-4 

14.2 

89 

100. 45 

13-7 

13-6 

Residence 

Residence 

Residence  (119  kw.;  stores  11  kw.)  .  . 

Residence  (i  customer,  7.5  kw.) 

Residence  70  kw.;  stores  7  kw 

Residence  (59.7  kw.;  hotel  48  kw.). .. 

Residence  (i  30-amp.  rectifier) 

Residence 

Residence  (2  30-amp.  rectifiers) 

Residence  (i  30-amp.  rectifier) 

Residence  (i  30-amp.  rectifier) 

Residence 

Residence 

Residence  (4  30-amp.  rectifiers) 

Residence 

Residence 

Residence,  20  kw.;  Stores  15.7  (hotel 

25  kw.) 

Residence 

Residence 


Residences  and  apartments  having  connected-  loads  of  30 
lights  or  under  make  a  demand  of  about  20  per  cent  of  the  con- 
nected load  at  the  time  of  the  daily  maximum. 

In  general  a  higher  factor  must  be  used  where  there  are  but 
two  or  three  consumers  on  a  transformer  than  where  there  are 
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more,  as  the  occasional  maxima  of  individual  consumers  are 
a  much  larger  percentage  of  the  total. 

In  the  case  of  churches  and  similar  public  buildings,  capac- 
ity must  be  provided  for  the  illumination  of  the  largest  room 
in  the  building  together  with  the  necessarj'  hallways  and 
corridors.  This  usually  requires  capacity  for  at  least  60  to 
75  per  cent  of  the  connected  load. 

In  theater  lighting  the  border  and  footlights  of  several 
colors  are  not  used  simultaneously  and  the  stage  and  audi- 
torium are  not  lighted  simultaneously  except  for  a  very  few 
minutes  at  a  time.  In  a  small  theater  the  factors  may  be 
from  70  to  100  per  cent  while  in  a  large  theater  it  is  fre- 
quently as  low  as  50  per  cent. 

Where  several  classes  of  buildings  are  fed  by  one  transformer 
the  capacity  must,  of  course,  be  determined  by  taking  each 
class  into  consideration  separately  and  thus  arriving  at  an 
average  demand  factor  for  the  whole. 

The  selection  of  transformers  for  power  consumers  is  more 
difficult,  as  the  maximum  load  may  vary  greatly  from  day  to 
day  or  from  month  to  month.  The  maximum  load  should  be 
estimated  where  possible  from  the  nature  of  the  work  done 
rather  than  from  the  motor  rating,  as  motors  are  frequently 
chosen  with  reserve  capacity.  Elevator  and  crane  motors  re- 
quire transformers  of  100  to  125  per  cent  of  their  rated  capacity 
unless  there  are  several  motors  supplied  by  one  unit.  This 
is  necessary  in  order  to  hold  up  the  pressure  in  starting.  The 
load  of  such  equipments  is  so  intermittent  that  heating  is 
usually  not  a  factor  in  determining  the  size  of  the  transformer. 

The  figures  in  the  following  table  were  made  up  from 
several  thousand  installations  of  direct-current  motors  in 
Chicago,  which  were  equipped  with  maximum  demand  meters. 
They  may  be  considered  as  representative,  as  they  embrace 
every  kind  of  manufa;cturing  work  which  is  commonly  sup- 
plied by  central  stations  systems. 
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TABLE  OF  DEMAND  FACTORS  IN  MOTOR 

SERVICE 

Total  installation  in  h.p. 

Number  of 
customers 

Total  h.p. 
connected 

Average 

maximum 

h.p. 

Ratio  of 

maximum 

to  conn. 

h.p. 

I  motor, 

I  to    5 

"77 
124 

32 
17 

216s 

1036 

492 

686 

1862 
676 

303 
366 

86.1 

6  to  lo 

65-3 
61.6 

1 1  to  20 

above  20 

S3 -2 

Total 

1350 

4379 

3207 

73-3 

2  motors, 

I  to    i; 

177 

SI 

30 

6 

412 
387 
438 
203 

28s 
261 

288 
74 

69.1 
67.4 
6S-9 

36. S 

II  to  20 

above  20 

Total 

264 

1440 

908 

63.0 

3  to  s  motors, 

I  to    s 

ISO 
42 
33 
14 

381 
290 

47S 
I24S 

314 
238 
329 
657 

82. 5 
82.1 

6  to  10 

69 -3 

S2.7 

above  20 

Total 

239 

2391 

1S3S 

643 

6  to  10  motors, 

I  to    s 

42 
21 
10 
19 

121 

1:57 

931 

80 

98 

98 

417 

66  0 

6  to  10 

62.4 
63.1 
44-7 

TI  to  20 

above  20 

Total 

92 

1364 

693 

SO. 8 

Regulation  of  Transformers.  —  The  regulation  which  will 
be  secured  with  a  given  transformer  may  be  calculated,  if 
the  impedance  drop  of  the  transformer  is  known.  For  instance, 
assume  that  a  10  kw.  transformer  wound  for  2200-110  volts 
has  an  impedance  drop  of  80  volts  or  3.6  per  cent,  also  that  the 
ohmic  drop  in  the  primary  and  secondary  coils  measured  by 
means  of  direct  current  is  1.8  per  cent  or  40  volts,  at  full  load. 
The  reactance  drop  is 

X  =  V(8o)2  -  (40)2  =  V'6400  -  1600  =  69  volts  =  3.1%. 

In  Fig.  67  let  OA  be  the  impressed  pressure  on  the  primary 
at  no  load.  .45  is  the  ohmic  drop  in  the  transformer  wind- 
ings, which  in  this  case  is  40  volts.  This  is  in  opposition  to 
the  impressed  e.m.f.,  and  must  therefore  be  added  directly 
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to  it  in  determining  what  pressure  must  be  impressed  on 
the  transformer  in  order  to  deliver  its  rated  secondary  pres- 
sure at  full  load.  BC  represents  the  inductive  drop  of  69 
volts  which  must  be  laid  off  at  right  angles  to  AB.  The 
pressure  necessary  to  secure  no 
at  the  secondary  at  full  load  is 
therefore  OC  =  v'(2  240)2+  (69)^ 
=  2241  volts.  With  an  incan- 
descent lamp  load  of  100  per 
cent  power  factor  the  regulation 
of  this  transformer  is  2241  — 
2200  =  41  volts  or  1.8  per  cent. 

With  a  load  of  10  kilovolt 
amperes  at  70  per  cent  power 
factor  the  regulation  is  calculated 
thus: 

In  Fig.  67  the  impressed  pres- 
sure 2200  volts  at  no  load  is  OE.  This  is  opposed  by  the 
power-consuming  component  of  the  load  OH  =  .7  X  2200  = 
1540  volts,  and  the  wattless  component  EH  =.71X2200  = 
1562  volts.  The  ohmic  drop  in  the  transformer  EF  =  40 
volts  and  the  inductive  drop  FG  =  69  volts.  The  impressed 
pressure  at  the  primary  necessary  to  maintain  no  volts  at  the 
secondary  of  the  transformer  is  therefore 


o 

Fig.  67.    Transformer  Regulation, 
Inductive  Load. 


OG  =  V(pH  +  EFf  +  {EH  +  FG)\ 
OG  =  V(i58o)2  +  (1631)2  =  2270  volts. 

The  drop  at  70  per  cent  power  factor  is  2270  —  2200  = 
70  volts  =  3.2  per  cent.  At  100  per  cent  overload  this  would 
be  6.4  per  cent.  With  a  motor  taking  two  or  three  times  full- 
load  current  at  a  power  factor  of  70  per  cent  or  less  at  starting, 
it  is  evident  that  incandescent  lights  supplied  by  the  same 
transformer  will  flicker  whenever  the  motor  is  started  and 
will  burn  at  reduced  candle  power  while  the  motor  is  running, 
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unless  the  motor  load  is  so  small  compared  with  the  lighting 
that  the  starting  current  is  less  than  the  full-load  current  of 
the  transformer. 

With  a  load  consisting  of  arc  lamps,  the  power  factor  of 
which  is  75  to  80  per  cent,  the  drop  at  full  load  would  be 
about  3.0  per  cent.  This  would  be  considered  too  much  for 
satisfactory  incandescent  lighting  in  many  cases,  and  if  so  it 
would  be  necessary  to  set  a  separate  transformer  for  the  arc 
lamps.  When  combined  with  an  equal  amount  of  incandes- 
cent lighting,  the  resulting  power  factor  at  the  transformer 
is  increased  to  about  95  per  cent  and  the  regulation  of  the 
transformer  is  within  proper  Umits  for  satisfactory  lighting. 

The  table  on  page  126  shows  some  of  the  characteristics  of 
line  transformers  of  the  sizes  commonly  used,  which  will  be 
of  use  in  making  calculations.  Improvement  has  been  made 
by  reducing  the  reactance  drop  in  the  smaller  sizes  of  trans- 
formers in  recent  years. 


CHAPTER  VII. 
SPECIAL  SCHEMES  OF  TRANSFORMATION. 

The  use  of  various  distributing  primary  and  secondary 
voltages  and  of  single,  two  and  three-phase  systems  gives 
rise  to  situations  at  times  which  require  the  use  of  various 
unusual  schemes  to  fit  these  together  with  standard  ap- 
paratus. 

A  breakdown  in  an  industrial  plant  may  make  it  neces- 
sary to  get  quick  action  in  furnishing  power  from  the  central 
station  system.  Or  conditions  may  arise  when  it  becomes 
desirable  to  be  able  to  render  service  to  a  consumer  who  has 
been  securing  his  service  from  a  different  system. 

Sjich  situations  cannot  always  be. easily  met  since  a  change 
from  the  direct  to  alternating  current,  or  other  conditions 
which  necessitate  a  change  in  motors,  involve  an  expense 
which  is  likely  to  be  very  great. 

However,  there  are  situations  which  can  be  met  with  com- 
parative ease,  with  standard  apparatus  and  special  connec- 
tions. Some  of  the  combinations  of  apparatus  and  connections 
which  are  most  likely  to  be  used  as  well  as  others  which  are 
not  conmion,  are  presented  herewith. 

Transformer  Connections.  —  The  connections  of  standard 
line  transformers  are  shown  in  Fig.  62  for  convenient  refer- 
ence. These  transformers  are  usually  made  with  two  primary 
and  two  secondary  coils,  which  permits  their  use  on  2200-volt 
circuits,  as  shown  in  Fig.  62  {a),  or  iioo  volt  circuits,  as  in 
Fig.  62  (6).  Similarly  the  secondary  may  be  connected  for 
no  volts  to  supply  lighting  or  power  on  the  two-wire  system, 
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as  in  Fig.  68  (a),  or  for  Kghting  or  power  on  the  three-wire 
Edison  system  at  110-220  volts,  as  in  Fig.  68  (6). 

Some  systems  operating  at  approximately  2080  volts  use  a 
standard  transformer  having  windings  for  1040-2080  to  115-230 
volts,  making  a  ratio  of  approximately  9  or  18  to  i. 

Primary  connections  may  be  changed  from  2200  to  iioo  volts 
by  means  of  a  connection  block  inside  the  transformer  case. 


Fig.  68.    Standard  Transformer  Connections. 


The  terminals  of  the  secondary  coils  are  brought  outside  the 
case  in  such  proxunity  that  they  are  readily  put  in  parallel 
by  joining  the  adjacent  terminals.  For  iio-220-volt  opera- 
tion the  two  middle  terminals  are  •  connected  together,  this 
forming  the  neutral  of  the  three-wire  system.  Connection 
blocks  are  not  used  on  the  secondary  side  because  of  the 
large  current-carrying  capacity  required. 

The  connections  for  three-phase .  three-wire   and  four-wire 
systems  are  sho^vn  in  Fig.  63.    The  three-wire  connection  in 
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Fig.  69  (c)  is  familiarly  known  as  the  delta  connection,  because 
the  triangle  by  which  it  is  often  represented  resembles  the 
Greek  letter  delta. 

The  four-wire  connection  in  Fig.  69  (d)  is  produced  by  con- 
necting all  right-hand  terminals  to  the  phase  wires  and  all 
left-hand  terminals  to  the   neutral,  or  vice  versa.    This  con- 


orjTzrtJ^ 


(c)  (d) 

Fig.  69.     Standard  Three-phase  Transformer  Connections. 


nection  is  called  the  Y  connection  because  of  its  resemblance 
to  that  letter  when  represented  in  a  polar  diagram. 

In  the  three-phase,  three-wire  delta  connected  distribution 
systems,  it  is  customary  to  use  a  pressure  of  about  2200  volts, 
using  standard  2200  volt  transformers  connected  across  the 
phase  wires. 

In  Y  connected  four-wire  distributing  systems  the  pres- 
sure is  operated  at  about  2200  volts  between  the  neutral  and 
each  of  the  three  outer  or  phase  wires.  This  gives  approx- 
imately 3800  volts  between  any  two  phase  wires.  Hence  in 
order  to  use  standard  2200  volt  distributing  transformers, 
the  coimection  of  transformers  for  lighting  is  made  from 
either  phase  wire  to  the  neutral  conductor,  and  installations  for 
three-phase  power  are  Y  connected  on  the  primary  side.    The 
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neutral  conductor  is  usually  not  connected  to  a  Y  connected 
power  installation  except  with  the  open  delta  as  explained 
later  in  this  chapter. 

The  secondary  connections  may  be  made  for  delta  three- 
wire  operation  or  for  Y  operation  with  either  three  or  four 
v/ires.  Each  of  these  schemes  may  be  used  on  transformers 
supplied  by  either  delta  or  Y  connected  primary.  The  con- 
nections shown  in  Fig.  69  (c)  are  from  delta  primary  to  delta 
secondary,  but  the  Y  connected  secondary  shown  in  Fig. 
69  {d)  may  be  used  in  (c)  or  vice  versa. 

The  standard  secondary  voltages  of  110-220  are  commonly 
used  for  delta  connection  secondary,  though  440  volts  is  not 
uncommon  in  large  industrial  plants  where  distances  are 
considerable.  The  Y  connected  secondary  is  commonly  oper- 
ated at  1 10  volts  from  neutral  to  phase  and  this  gives  1 10  X 
1.73  =  190  volts  between  phases.  Where  the  Y  connected 
secondary  is  used  for  a  mixed  light  and  power  load,  it  is 
usually  operated  at  120  to  130  volts  in  order  to  get  220  volts 
between  phases  for  motor  service.  A  four-wire  secondary 
system  of  this  sort  is  sometimes  used  in  a  commercial  district 
and  is  referred  to  as  a  120-210  volt  or  115-200  volt  four-wire 
system  (as  the  case  may  be).  Similarly  400  volt  motot  ser- 
vice may  be  given  from  230  volt  transformer  by  using  the 
Y  connection  of  secondaries.  Where  440  volt  service  is  re- 
quired from  230  volt  transformers,  it  may  be  secured  by  the 
use  of  10  per  cent  boosters  in  the  primary,  as  explained  later 
in  this  chapter. 

Booster  Transformers.  —  Where  it  is  necessary  to  raise  or 
lower  pressure  when  line  drop  is  excessive,  this  may  be  accom- 
plished in  steps  of  5  per  cent  or  10  per  cent  by  a  transformer 
used  as  a  booster,  that  is,  a  transformer  so  cormected  that  the 
secondary  is  in  series  with  the  primary  main  line.  This 
raises  the  primary  pressure  by  the  amount  of  the  secondary 
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voltage,  thus  boosting  the  pressure  of  the  circuit,  as  shown  in 
Fig.  70. 
For  instance  on  a  long,  single-phase  2080-volt  lighting  branch 


> 

n 

(a) 


Fig.  70.    Booster  Transformer  Connections. 


which  has  so  much  load  that  the  pressure  drop  is  more  than 
the  normal  regulation  of  the  feeder  will  care  for,  a  iio-volt 
transformer  inserted  in  the  line  as  a  booster  will  raise  the 
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primary  pressure  no  volts.  This  raises  the  secondary  pres- 
sure 5.5  volts  on  all  the  transformers  beyond  the  booster. 

This  increase  in  pressure  is  independent  of  the  load  car- 
ried by  the  circuit  and  therefore  the  pressure  is  maintained  at 
a  point  about  5  per  cent  above  normal  during  the  hours  when 
the  load  is  small.  If  10  per  cent  or  more  is  added  to  the 
line  pressure  by  boosters  it  is  therefore  desirable  to  arrange 
the  booster,  if  possible,  so  that  it  can  be  switched  out  during 
the  period  when  the  load  is  small.  This  may  be  done  by 
using  a  separate  transformer  for  each   step  of  5  per  cent. 

It  is  desirable  to  place  boosters  as  near  the  source  of  supply 
as  possible,  since  the  booster  adds  5  per  cent  or  10  per  cent  as 
the  case  may  be,  to  the  current  drawn  by  the  branch  of  the 
circuit  in  which  it  is  connected,  and  this  increases  the  line 
drop  proportionately. 

The  size  of  the  transformers  used  as  a  booster  must  be 
such  that  its  secondary  coils  may  safely  carry  the  full-load 
current  on  the  primary  main.  In  general,  if  the  trans- 
former is  to  be  used  as  a  5  per  cent  booster,  it  must  have  a 
capacity  of  at  least  5  per  cent  of  the  maximum  load  on  the 
main  line,  and  if  it  is  to  boost  10  per  cent,  it  must  be  able 
to  carry  10  per  cent  of  the  load,  etc. 

With  the  secondary  reversed  the  transformer  becomes  a 
choke,  depressing  the  line  pressure  instead  of  raising  it.  This 
is  a  useful  device  in  some  schemes  of  connection,  where  less 
pressure  is  desired. 

The  proper  connection  of  the  secondary  for  booster  or  choke 
must  usually  be  determined  by  trial  for  any  given  type  of  trans- 
former, but  once  determined  any  transformer  of  the  same  type 
may  be  connected  in  a  similar  manner.  The  connections  of 
Fig.  70  are  those  for  the  transformers  of  the  principal  makers. 

The  connections  for  a  single  phase  booster  are  made  as 
shown  in  Fig.  70  (a),  the  line  pressure  being  raised  from  2080 
to  2184  volts,  or  5  per  cent.    The  connection  in  (b)  is  that 
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for  an  augmented  booster,  in  which  the  line  pressure  is  raised 
from  2080  to  2190,  because  the  primary  of  the  booster  is  con- 
nected across  the  line  on  the  far  side,  and  the  booster  is 
boosted  as  well  as  the  line.  This  gives  an  increase  of  5.5  per 
cent  in  the  line  pressure. 
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Fig.  71.    Connections  for  Clioking  Transformers. 

Fig.  70  (c)  shows  10  per  cent  simple  booster  and  {d)  an 
augmented  ii.i  per  cent  booster. 

The  corresponding  connections  for  a  5  per  cent  choke  are 
shown  in  Fig.  71  {a),  a  4.75  per  cent  choke  in  (6),  a  10  per  cent 
choke  in  (c)  and  a  9.1  per  cent  choke  in  (d). 
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It  should  be  noted  that  the  transformers  used  in  these  illus- 
trations have  an  interchangeable  10  or  20  to  i  ratio  of  trans- 
formation, and  that  these  percentages  apply  only  to  boosters 
having  this  ratio  of  transformation.  If  boosters  having  a 
ratio  of  2080  to  115-230  are  used  the  amount  of  boost  is 
increased  about  10  per  cent.  Fig.  70  (a)  becomes  5.5  per 
cent,  (b)  6.05  per  cent,  (c)  ii.i  per  cent  and  (d)  12.2  per  cent. 
Similarly  the  chokes  in  Fig.  71  (a)  would  be  5.5  per  cent,  (b) 
5.24  per  cent,  (c)  11  per  cent  and  (d)  10  per  cent. 

Booster  Cut-outs.  —  There  are  certain  precautions  which 
should  be  observed  in  the  installation  of  boosters,  to  protect 
them  from  injury.  The  booster  secondary  is  in  series  with 
the  line,  and  current  is  drawn  through  its  primary  windings 
in  proportion  to  the  load  on  the  line.  If  the  primary  of  the 
booster  is  opened  while  the  secondary  is  carrying  the  line 
current  the  magnetization  of  the  transformer  is  greatly  in- 
creased and  the  booster  acts  as  a  series  transformer.  This 
causes  a  large  increase  of  pressure  in  the  booster,  imposing 
upon  its  primary  coils  a  high  pressure,  and  the  insulation  of 
a  2200-volt  transformer  may  be  subjected  to  a  potential  of 
10,000  to  20,000  volts  or  more,  depending  upon  the  load 
carried  by  the  main  circuit  at  the  time. 

If  a  fuse  is  used  in  the  primary  the  blowing  of  the  fuse 
creates  this  condition  and  the  arc  holds  across  the  terminals 
of  the  block  until  it  bums  itself  clear  and  is  quite  sure  to 
break  down  the  insulation  of  the  primary  coil. 

The  safest  method  of  connecting  or  disconnecting  a  booster 
is  to  open  the  main  line  while  putting  it  in  or  out  of  circuit. 
However,  if  the  service  cannot  be  interrupted,  or  if  it  is 
desired  to  switch  the  booster  in  or  out  periodically,  this  may 
be  accomplished  by  the  use  of  a  series  cut-out,  connected  as 
shown  in  Fig.  72. 

The  operation  of  the   cut-out  simultaneously  opens  the 


SPECIAL  SCHEMES  OF  TRANSFORMATION 


159 


primary  and  short-circuits  the  secondary  of  the  booster.  The 
switch  must  be  of  a  type  having  a  positive  action,  so  that 
arcing  will  not  damage  its  contacts  at  the  moment  the  second- 
ary is  short-circuited.     It  must  also  have  sufficient  carry- 
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Booster  Cut-out. 


ing  capacity  to  carry  the  main  line  current,  and  standard 
series  arc  cut-outs  should  not  be  used  where  the  line  current 
is  likely  to  be  over  20  to  25  amperes. 

When  the  augmented  booster  is  used  the  terminals  of  the 
primary  winding  of  the  transformer  which  goes  to  the  cut- 
out should  be  connected  to  that  terminal  of  the  cut-out  which 
is  shown  as  not  being  in  use  in  Fig.  72. 

Boosters  in  Polyphase  Systems.  —  The  connections  for 
boosters  in  a  two-phase  system  are  similar  to  those  shown 
in  Fig.  70  for  the  single-phase  system.  Where  three-wire 
two-phase  feeders  are  used  the  boosters  are  looped  into  the 
outer  wires  and  the  pressure  is  taken  from  the  common  wire. 

The  use  of  boosters  in  a  delta-connected  three-phase  system 
is  not  so  simple  as  is  the  single-phase  application.  The  booster 
is  looped  into  the  line  and  pressure  is  taken  "for  the  primary 
coil  from  an  adjoining  phase  wire,  as  in  Fig.  73.  The  inser- 
tion of  a  booster  on  one  phase  affects  the  pressure  on  two 
phases,  as  shown  diagrammatically  in  Fig.  74,  which  illus- 
trates the  effect  of  a  10  to  i  booster  put  into  the  "C"  phase 


i6o 


ELECTRIC  CENTRAL  STATIONS 


only.  When  boosting,  the  pressure  from  ^  to  C  is  raised  i  lo 
volts,  while  5  to  C  is  raised  208  volts,  the  pressure  coil  of  the 
booster  being  connected  from  B  to  C. 


Fig.  73.    Three-phase,  Three-wire  Booster  Connections. 

The  effect  of  a  booster  in  each  phase  is  seen  in  Fig.  74  in 
the  larger  dotted  triangle,  and  the  smallest  triangle  in  the 
same  figure  shows  the  effect  of  a  choke  in  each  phase. 


(b)  (c) 

Fig.  74.    Effect  of  Booster  in  Three-phase  Circuit. 

Three  boosters   are  therefore  required  to  keep  conditions 
in  balance,  in  a  three-phase  three-wire  circuit. 
The  boosting  or  choking  effect  when  various  booster  trans- 
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former  ratios  are  used  in  one,  two  or  three  phases  is  expressed 
in  percentages  of  the  primary  voltage  in  the  following  table: 


BOOSTING. 


Ratios. 

lo  to  I. 

20  to  I. 

9  to  I. 

i8  to  I. 

Booster  in 

A  B 

BC 

CA 

AB 

BC 

CA 

AB 

BC 

CA 

AB 

BC 

CA 

A  phase .... 
A  and  B ... . 
A,B  andC. 

lO    ' 

15-3 
iS-3 

o 

lO 

lS-3 

S-3 

5-3 

IS -3 

S 

7.6s 

7.6s 

o 
5 
7.6s 

2.6s 
2.6s 
7.6s 

II 

i6.8 
i6.8 

o 

SS 
i6.8 

S.8 

S.8 

i6.8 

s.s 

8.4 
8.4 

o 

2.7S 

8.4 

2.9 

2.9 
8.4 

CHOKING. 

A  phase .... 

A  and  B 

A,  BandC. 

lO 

14.6 
14.6 

0 
10 
14.6 

4.6 

4.6 

14.6 

S 

7-3 

7.3 

0 

s 
7.3 

2.3 
2.3 

7-3 

II 

16.06 

16.06 

0 
II 
16.06 

5.06 

S.06 

16.06 

5-S 
8.3 
8.03 

0 

s-s 
8.03 

2. S3 
2. S3 
8.03 

In  a  Y  connected  four-wire  three-phase  system  the  boosters 
may  be  connected  in  such  a  way  that  the  pressure  is  controlled 
in  each  phase  independently  of  the  others.  The  booster  is 
put  in  series  with  the  phase  wire  and  the  primary  is  con- 
nected from  the  same  phase  to  the  neutral.  The  connec- 
tions are  the  same  as  for  a  single-phase  circuit  if  each  phase 
is  considered  as  a  separate  circuit,  the  neutral  being  regarded 
as  the  opposite  pole  of  all  phases. 

In  cases  where  it  may  be  desirable  in  an  emergency  to 
give  440  volt  service  by  means  of  230  volt,  9  to  i  transform- 
ers, this  may  be  done  by  installing  a  10  per  cent  booster  in 
each  phase.  The  secondary  connection  being  made  Y  for 
normal  operation  at  230-400  volts,  the  pressure  is  raised  to 
440  volts  by  putting  the  10  per  cent  boosters  into  the  pri- 
mary side  of  the  main  transformers.  It  is,  of  course,  possible 
to  do  this  in  the  same  way  with  10  to  i  transformers,  if  the 
system  is  normally  operated  at  2300  volts  on  primary  dis- 
tributing mains.  , 
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Booster  schemes  should,  in  general,  be  regarded  as  tenta- 
tive remedies,  rather  than  permanent  schemes  of  operation. 
Their  use  is  unavoidable  at  times  in  developing  distribu- 
tion systems  in  districts  where  consumers  are  widely  scattered, 
and  this  is  the  field  in  which  they  are  most  frequently  em- 
ployed. They  should  be  eliminated  as  soon  as  the  density 
of  the  load  reaches  a  point  which  justifies  a  sufficient  number 
of  feeders  to  make  their  use  no  longer  necessary. 

Auto-Transfonners.  —  The  introduction  of  incandescent 
lamps  of  high  efficiency  having  characteristics  which  render 


(a) 


^^      (h) 

Fig.  7S.    Auto-transformer  Connections. 

them  most  durable  at  the  lower  voltages  has  greatly  increased 
the  field  of  appHcation  of  the  auto-transformer.  It  is  desir- 
able in  plants  using  220  volt  and  440  volt  systems  to  have 
available  no  volt  circuits  for  lighting.  Where  the  propor- 
tion of  lighting  service  is  small  it  is  sometimes  preferable  to 
use  a  standard  transformer  as  an  auto-transformer. 

The  connections  in  Fig.  75  are  those  for  two-wire  no- 
volt  distribution  on  a  220-volt  system,  the  load  being  assimied 
at  20  amperes.    The  distribution  of  current  in  the  winding 
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is  indicated  by  the  figures  and  arrow  heads.  It  will  be  seen 
that  the  transformer  capacity  required  is  equal  to  the  load, 
when  a  standard  transformer  is  used. 

When  the  Ugh  ting  is  distributed  on  the  three-wire  iio- 
220  volt  system,  the  transformer  carries  only  the  unbalance 
of  current  in  the  two  sides  of  the  system,  as  shown  in  Fig.  75(6). 
In  this  case  the  unbalance  is  5  amperes.  The  transformer 
carries  2|  amperes  at  220  volts,  and  need  be  only  large  enough 
to  carry  the  largest  unbalance  which  is  likely  to  occur.  The 
primary  terminals  of  the  transformer  are  not  used  in  either 
case  and  should  be  well  insulated  to  guard  against  accident. 


Fig.  76.     110-220  Volts  from  440  Volts. 

In  a  440-volt  plant,  no-volts  lighting  may  be  secured 
from  standard  transformers,  as  in  Fig.  76.  This  requires  the 
use  of  two  transformers  in  series  on  the  2  20- volt  side  and  in 
parallel  on  the  primary  side.  It  is  important  that  tlie  pri- 
maries be  in  parallel,  as  the  other  transformer  acts  as  a  choke 
if  the  primary  terminals  are  left  open,  as  in  the  case  of  a 
single  transformer. 

The  lighting  distribution  in  a  440-volt  system  is  preferably 
accomplished  by  the  three-wire  110-220  volt  system,  as  this 
only  requires  transformers  of  capacity  equal  to  the  load,  while 
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two-wire  iio-volt  distribution  requires  that  the  transformer 
on  the  side  on  which  the  lights  are  connected  have  a  capacity 
of  1.5  times  the  load,  and  the  other  one  must  carry  half  the 
load,  making  the  total  capacity  twice  the  load. 

It  would  be  possible,  of  course,  to  run  a  five-wire  system 
or  two  three-wire  systems,  and  so  reduce  the  transformer 
capacity  to  that  of  the  unbalanced  load,  but  this  would  not 
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Fig.  77.     1040,  2600,  and  3120  Volts  from  2080  Volts. 

often  justify  the  increased  complication  of  the  wiring  which 
would  be  occasioned  by  such  an  arrangement. 

Combinations  may  be  made  on  the  primary  side  of  stand- 
ard transformers  in  a  manner  similar  to  those  above  outlined 
for  the  purpose  of  securing  intermediate  or  higher  voltages 
from  the  supply  system.  1040,  2600  or  3120  volts  can  be 
gotten  from  a  2080-volt  system  by  the  use  of  two  transformers 


SPECIAL  SCHEMES   OF   TRANSFORMATION 


i6s 


in  series  on  the  primary  and  in  multiple  on  the  secondary.  These 
connections  are  shown  in  Fig.  77  (a),  (b)  and  (c),  respectively. 
Various  other  combinations  are  possible  by  the  use  of  more 
than  two  transformers,  by  which  higher  primary  or  lower 
secondary  and  other  intermediate  voltages  may  be  derived. 

Applications  to  Special  Cases.  — One  application  of  the 
foregouig  general  principles  serves  to  illustrate  the  value 
which  such  devices  may  have  imder  certain  conditions. 

An  installation  consisting  of  a  300-kw.  2080-volt  three- 
phase  motor  was  to  be  supphed  with  energy  from  a  four-wire 
Y-connected  system  operated  at  about  2160  volts  between 
.phase  and  neutral,  or  3740  between  phases. 


Fig.  78.     2080  Volts  from  Four-wire  Three-phase  System. 

The  only  transformers  available  for  the  purpose  were  six 
So-kw.  core-type  transformers,  with  primary  coils  wound 
for  1040  or  2080,  and  secondary  for  115  or  230  volts.  By 
connecting  these  transformers  for  1040  volts  on  the  primary 
and  putting  two  in  series  from  each  phase  to  neutral,  with 
secondaries  in  parallel,  it  was  possible  to  take  the  motor 
circtiit  off  at  half  the  line  pressure.  The  line  pressure  being 
but  3740,  the  additional  amount  required  to  get  4160  was 
secured  by  the  use  of  a  9  to  i  booster  in  each  phase. 

The  connections  are  shown  in  Fig.  78. 
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Three-phase  from  Two  Transformers.  —  The  cost  of  trans- 
formers for  small  three-phase  power  service  makes  desirable 
in  many  cases  the  use  of  schemes  of  connection  by  which  three- 
phase  secondary  service  may  be  derived  from  two  trans- 
formers.   Two  schemes  of  connections   are  possible  for  this 
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Fig.  79.    Open  Delta  Secondary  Connections. 

purpose,  one  known  as  the  open  delta  and  the  other  as  the 
T  connection. 

The  open  delta  connection  for  a  three-wire  system  is  shown 
in  Fig.  79  (a).  This  is  merely  an  ordinary  delta  connection 
with  one  transformer  left  out.     A  simple  rule  by  which  this 
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connection  may  be  kept  in  mind  is  that  both  primary  and 
secondary  are  connected  in  series  as  if  it  were  a  three-wire 
Edison  system.  The  middle  wire  of  the  line  goes  to  the  middle 
point  between  the  transformer  on  both  primary  and  secondary. 

In  order  to  reverse  the  rotation  the  two  outside  wires  must 
be  interchanged  on  the  primary  or  two  of  the  three  crossed 
on  the  secondary  side. 

Fig.  79  (b)  shows  the  open  delta  connection  supplied  from 
a  four-wire  three-phase  system.  In  this  case  the  primary  is 
connected  to  two  of  the  phase  wires  and  the  neutral  wire. 
To  reverse  rotation  on  the  primary  side  the  phase  wires  should 
be  interchanged. 

With  the  open  delta  connection  the  current  in  the  coils  is 
15.4  per  cent  more  than  it  is  with  three  transformers.  That 
is,  if  three  s-kw.  transformers  are  fully  loaded  by  a  given  in- 
stallation, they  may  be  replaced  by  an  open  delta  set  of  two 
7|-kw.  transformers,  but  the  coils  of  the  7|-kw.  units  will  be 
overloaded  15.4  per  cent,  at  full  load  of  15  kv-a. 

This  is  evident  from  an  example.  Assume  that  in  a  three- 
transformer  installation,  the  current  in  the  secondary  line  is 
17.3  amperes.  This  places  a  load  on  the  transformer  second- 
ary coils  of  — ^  =  10  amperes.     At  200  volts  this  is  2  kw. 

1-73 
per  transformer  or  6  kw.  in  all. 

If  two  3-kw.  transformers  were  used  instead  of  three  2-kw. 
units,  the  capacity  of  the  secondary  coils  would  be  15  amperes. 
But  with  the  open  delta  connection  the  current  in  the  sec- 
ondary coil  is  the  same  as  the  current  in  the  line,  and  the  15- 
ampere  winding  must  carry  17.3  amperes  or  15.4  per  cent 
overload. 

With  a  three-wire  three-phase  system,  power  service  may 
be  given  by  the  use  of  two  transformers  with  the  T  connection 
on  Jboth  primary  and  secondary,  as  shown  in  Fig.  80.  The 
current  overload  is  15.4  per  cent  as  with  the  open  delta  con- 
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nection.  This  scheme  cannot  be  used  with  standard  2200- 
volt  transformers  on  a  four-wire  system  as  the  delta  voltage 
is  3800.  It  is  not  possible  to  use  this  scheme  with  two  trans- 
formers in  series  as  the  principle  of  operation  requires  that 
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Fig,  80.    T  Connection,  Three-phase. 

the  current  passing  to  the  transformer  at  the  left,  in  Fig.  80, 
from  the  other  transformer,  divide  and  pass  each  way  from 
the  midpoint.  Thus  the  magnetic  field  of  one  part  balances  the 
other.  When  two  transformers  are  used  across  one  phase  the 
magnetic  circuits  are  separate  and  the  balancing  reaction 
cannot  take  place.  The  terminal  of  the  middle  point  of  the 
primary  is  not  brought  out  in  standard  distributing  trans- 
formers and  this  plan  is  therefore  not  often  used. 

This  connection  has  a  slight  advantage  over  the  open  delta 
in  the  three-wire  system,  as  the  pressure  across  the  right- 
hand  transformer  is  but  86.6  per  cent  of  the  line  voltage, 
which  reduces  the  iron  loss  in  this  transformer  about  15  per 
cent.    The  inherent  regulation  is  also  somewhat  better. 


Two-phase  Three-phase  Transformation.  —  The  T  connec- 
tion may  be  used  in  transforming  from  three-phase  to  two- 
phase  or  vice  versa,  as  shown  in  Fig.  81. 

It  will  be  noted  that  one  transformer  must  have  a  tap 
brought  out  so  as  to  make  the  ratio  of  transformation  on  that 
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unit  from  1906  to  220  instead  of  2200  to  220  as  in  the  other 
unit.  Standard  lighting  transformers  are  not  usually  equipped 
with  86.6  per  cent  taps,  but  this  connection  may  be  quite 
closely  approximated  by  the  arrangement  shown  in  Fig,  81  (b), 
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Fig.  81.    Two-phase  from  Three-phase. 

when  the  transformation  is  made  from  two-phase  to  three- 
phase.  Standard  10  to  i  transformers  are  used,  one  phase 
of  the  two-phase  supply  being  choked  by  two  transformers, 
one  of  which  is  connected  for  9.0  per  cent  choke  and  the  other 
for  4.5  per  cent. 

If  the  pressure  desired  for  the  motor  service  were  230  volts 
and  the  primary  pressure  were  2080  instead  of  2200,  the 
left-hand  transformer  in  Fig.  81  (b)  should  have  a  9  to  i 
ratio.  With  a  10  to  i  as  the  other  unit,  the  9  per  cent  choking 
transformer  could  be  dispensed  with. 

In  transforming  from  three-phase  three-wire  to  two-phase 
with  standard  transformers,  the  pressure  on  the  right-hand 
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transformer  in  Fig.  8i  (a)  must  be  raised  by  a  booster.  With 
a  10  to  I  transformer  in  the  left-hand  position,  and  a  9  to  i 
at  the  right,  the  pressure  must  be  raised  5  per  cent  by  a  booster. 
The  primary  coil  of  the  booster  must  be  coimected  from  A 
phase  to  the  center  of  the  T  connection,  as  shown  in  Fig.  81  (a), 
in  order  to  get  the  pressure  of  the  booster  in  phase  with  the 
current  in  the  right-hand  transformer.  If  only  10  to  i  trans- 
formers are  available,  the  right-hand  transformer  is  boosted 
15  per  cent  instead  of  5  per  cent.  If  only  9  to  i  units  are  to 
be  had,  the  left-hand  transformer  is  choked  10  per  cent  and 
the  right-hand  unit  boosted  5  per  cent,  to  give  2  20- volt  two- 
phase  service. 

In  deriving  two-phase  440-volt  supply  two  sets  of  transform- 
ers may  be  used,  putting  them  in  parallel  on  the  three-phase 
side  and  in  series  on  the  two-phase  side. 

It  is  impossible  to  derive  440-volt  three-phase  supply  from 
a  two-phase  supply  except  with  440-volt  transformers,  since 
transformers  will  not  operate  in  series  on  the  T-coimected 
side  of  such  a  combination. 

Two-phase  220-volt  service  may  be  secured  from  a  four- 
wire  three-phase  system  with  standard  transformers  by  the 
use  of  three  transformers  connected  as  in  Fig.  82.  The  unit 
at  the  left  is  a  10  to  i,  connected  from  one  phase  to  neutral. 
The  others  are  9  to  i,  connected  with  their  secondary  coils  in 
multiple,  and  are  arranged  as  two  limbs  of  a  Y,  so  that  a  pres- 
sure of  127  volts  is  required  at  the  transformer  terminals  to 
give  220  volts  across  the  outer  wires. 

The  three-phase  system  is  unbalanced  by  this  arrangement, 
since  half  the  power  is  taken  from  one  phase  and  the  other 
half  from  the  other  two,  making  the  balance  in  the  propor- 
tions of  50,  25  and  25.  The  capacity  of  the  transformers 
should  be  in  these  proportions. 

It  is  possible  to  use  10  to  i  transformers  for  all,  but  if  this 
is  done  it  is  necessary  to  install  15  per  cent  boosters  in  each 
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Fig.  82.    Two-phase  from  Four- Wire  Three-phase. 
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Fig.  83.    Single-phase  from  Three-phase. 
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of  the  two  phases  supplying  the  right-hand  transformers  in 
Fig.  82.  It  is  not  possible  to  derive  a  four-wire  three-phase 
system  from  a  two-phase  system  with  standard  transformers. 

Single-phase  from  Three-phase.  —  In  connection  with  elec- 
tric welding  and  work  requiring  single-phase  energy  in  amounts 
so  large  that  the  xmbalanced  load  is  serious,  the  load  may  be 
distributed  between  the  three  phases  by  a  scheme  of  con- 
nections shown  in  Fig.  83,  in  which  equal  currents  are  drawn 
from  the  three  phases  to  supply  220-volt  single-phase  energy. 
Each  transformer  must  have  capacity  to  carry  half  the  load, 
making  the  total  capacity  1.5  times  the  load. 

This  plan  is  not  applicable  to  a  delta  connected  system  as 
all  the  energy  is  supplied  by  one  phase  with  that  scheme  of 
connection. 


CHAPTER  VIII. 
PROTECTIVE    APPARATUS. 

Historical.  —  With  the  introduction  of  constant  potential 
distribution  some  form  of  protection  was  necessary  for  gen- 
erators and  circuits  which  would  save  them  from  the  effects  of 
an  abnormal  flow  of  current  when  the  circuit  was  accidentally 
crossed  or  short-circuited.  This  problem,"  which  was  fairly 
well  solved  for  the  conditions  met  in  the  early  stages  of 
the  art,  has  reasserted  itself  with  each  increase  in  volt- 
age and  in  power  station  capacities.  Different  solutions 
have  been  found  for  each  case  and  the  problem  is  still  a 
live  one. 

In  the  early  direct-current  plants  which  were  operated  at 
about  no  volts  the  means  selected  for  the  protection  of  the 
apparatus  consisted  of  fuses  which  automatically  cut  off  the 
supply  of  electricity  when  more  current  was  drawn  from  the 
circuit  than  it  could  safely  carry.  The  presence  of  an  over- 
load or  short  circuit  was  thus  indicated  in  a  way  which  required 
prompt  attention.  It  was  found  that  lead,  tin  and  similar 
soft  metals  having  a  low  melting  point  had  a  relatively  high 
electrical  resistance.  This  combination  of  physical  prop- 
erties suggested  an  automatic  cut-out  in  the  form  of  a  fusible 
connection  inserted  in  the  circuit.  These  early  circuits  were 
therefore  protected  by  the  insertion  of  short  pieces  of  soft 
wire,  known  as  fuses,  which  were  so  arranged  that  the  melted 
pieces  could  readily  be  replaced  after  conditions  on  the  cir- 
cuit had  been  restored  to  normal. 

Another  and  more  elaborate  method  consisted  of  a  solenoid 
connected  in  series  with  the   circuit,  and  provided  with  a 
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plunger  which  tripped  a  spring  and  opened  the  switch  in  case 
of  overload.    This  came  to  be  known  as  a  circuit  breaker. 

The  use  of  fuses  for  protection  against  overloads  and  short 
circuits  in  low-tension  lighting  systems  became  universal  be- 
cause of  their  simplicity  and  low  cost.  The  circuit  breaker  was 
used  chiefly  where  the  protective  device  operated  frequently. 

In  its  primitive  form  the  fuse  consisted  of  a  piece  of  lead 
wire  secured  under  binding  screws  at  each  end.  The  un- 
certainty of  this  form  of  contact  resulted  in  fuses  blowing 
when  they  should  not,  and  tips  of  copper  suitably  slotted  to 
fit  the  binding  screws  were  added.  The  use  of  wood  blocks 
was  abandoned  on  account  of  risk  of  fire  from  the  arc  caused  by 
the  melting  of  the  fuse.  The  use  of  slate  and  porcelain, 
while  it  eliminated  the  fire  risk  incident  to  the  wood  block, 
resulted  in  the  chipping  of  the  surface  or  the  cracking  of  the 
block  in  case  of  the  blowing  of  the  fuse  under  short  circuit 
with  large  amounts  of  power  available.  The  use  of  porcelain 
for  fuse  blocks  was  prohibited  except  where  the  fuse  was 
enclosed,  and  it  was  required  that  where  slate  or  marble  was 
used,  a  suitable  barrier  be  placed  between  the  terminals,  the 
purpose  of  this  barrier  being  to  hold  the  heat  of  the  arc  away 
from  the  surface  of  the  block. 

Enclosed  Fuses.  —  The  danger  of  fire  from  the  flash  which 
occurs  at  the  melting  of  the  fuse  when  mounted  on  an  open 
block  led  Edison,  at  an  early  date,  to  devise  a  form  of  enclosed 
fuse  which  could  be  easily  renewed  without  the  use  of  tools 
and  which  could  be  refilled  when  blown  at  small  expense. 
This  is  the  now  familiarly  known  Edison  plug  fuse.  Origi- 
nally glass  was  used  as  the  insulating  medium  and  the  cover 
was  made  removable,  but  it  is  now  made  of  porcelain  and  the 
cover  is  attached  so  that  it  cannot  be  removed  without  the 
use  of  tools.  This  was  found  necessary  to  prevent  the  covers 
being  left  off.    This  form  of  fuse  is  one  of  the  best  and  least 
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expensive  methods  of  protecting  low-voltage  branch  circuits 
carrying  loads  of  1500  watts  and  under. 

The  protection  of  lines  carrying  loads  larger  than  1500  watts 
is  not  satisfactory  with  the  plug  type  of  fuse  as  the  explosive 
force  is  too  great  when  short  circuits  occur.  The  copper- 
tipped  fuse  wire  known  as  the  link  fuse  serves  this  purpose 
economically,  and  is  quite  satisfactory  for  loads  up  to  50  kilo- 
watts or  more  at  low  potentials.  The  open  link  fuse,  how- 
ever, is  unsafe  unless  enclosed  in  a  fireproof  box,  as  the  flash 
caused  by  the  opening  of  the  circuit  constitutes  a  fire  risk. 

The  danger  arising  from  the  use  of  open  link  fuses  has  led  to 
the  development  of  a  large  variety  of  enclosed  cartridge  fuses. 
Most  of  these  consist  of  a  tube  of  fibrous  material  in  which 
the  fuse  is  mounted,  and  a  filling  around  the  tube  of  certain 
fire-resisting  powders  which  absorb  the  vaporized  metal  when 
the  fuse  blows  and  smother  the  arc.  Connection  is  made  at 
the  ends  by  means  of  brass  or  copper  terminals,  copper  being 
used  on  the  fuses  designed  for  currents  of  60  amperes  and  up- 
wards. 

The  use  of  nonporous  substances  in  place  of  the  fibrous 
tube  has  not  been  successful,  as  the  pressure  generated  by 
the  vaporization  of  the  fuse  metal  within  the  tube  must  have 
means  of  escape.  The  concealment  of  the  fuse  wire  with- 
in the  tube  makes  desirable  some  device  for  indicating  when 
the  fuse  has  melted.  This  takes  various  forms,  most  of  which 
employ  a  hole  in  the  tube  which  permits  a  small  portion  of 
the  arc  to  bum  a  paper  covering,  thus  indicating  at  the  surface 
that  the  fuse  has  melted. 

The  cost  of  installation  and  maintenance  of  cartridge  fuses 
is  necessarily  several  times  greater  than  that  of  the  link  fuses. 
This  has  greatly  retarded  their  adoption  for  low  potential 
circuits,  where  the  Edison  plug  and  copper-tipped  link  fuses 
are  most  common.  On  250  to  600  volt  power  circuits  the  use 
of  cartridge  fuses  is  quite  general. 
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It  is  too  frequently  the  case  that  where  the  designing  engi- 
neer has  provided  a  safe  equipment  of  fuses  of  the  cartridge 
tj^je,  the  operating  man  permits  its  safety  and  effectiveness 
to  be  destroyed  by  the  use  of  temporary  devices  designed  to 
keep  the  circuit  going  but  to  postpone  the  expense  of  renew- 
ing the  fuse.  This  condition  has  been  improved  somewhat 
by  the  introduction  of  cartridge  fuses  which  can  be  refused 
at  small  expense. 

The  sizes  of  cartridge  fuses  have  been  standardized  by  the 
National  Electric  Code  in  order  to  prevent  the  use  of  sizes  of 
fuses  which  are  greatly  in  excess  of  the  rating  of  the  circuit 
which  they  are  designed  to  protect.  Thus  a  fuse  which  is 
intended  to  operate  at  any  current  value  from  o  to  30  amperes 
cannot  be  replaced  by  an  enclosed  fuse  having  a  rating  of  over 
30  amperes  as  the  length  and  diameter  of  the  tube  are  greater 
and  the  fuse  larger  than  30  amperes  does  not  fit  the  clips  on  the 
30  ampere  block. 

The  sizes  standardized  by  the  National  Electric  Code  are 
as  in  the  table  on  page  177. 

Operation  of  Fuses.  —  The  operation  of  the  fuse  being  de- 
pendent on  the  elevation  of  its  temperature,  the  reliability  of 
its  performance  on  overloads  depends  upon  the  rate  at  which 
its  heat  is  radiated.  This  is  not  so  much  of  a  factor  in  case 
of  short  circuit,  as  the  temperature  rise  is  so  rapid  that  radia- 
tion has  no  appreciable  effect. 

Under  normal  load  conditions  the  fuse  may  fail  to  carry  its 
rated  load  because  of  insufficient  opportunity  for  radiation 
or  because  of  insufficient  contact  surface  at  its  terminals,  which 
may  add  to  the  heat  instead  of  assisting  in  carrying  it  away. 
A  fuse  with  a  long  length  of  wire  between  terminal  clips  will 
generally  act  at  a  lower  current  than  one  made  of  a  short 
Ifength,  and  a  fuse  mounted  on  lugs  of  liberal  area  will  carry 
more  than  the  same  fuse  connected  to  small  lugs. 
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The  action  of  enclosed  fuses  is  in  general  somewhat  more 
accurate  than  that  of  open  link  fuses  on  account  of  the  more  re- 
stricted radiation  of  the  enclosed  fuse. 

The  time  required  to  cause  a  5-ampere  fuse  to  operate  at 
different  loads  is  illustrated  in  the  curve  of  Fig.  84.  This 
curve  is  typical  of  the  action  of  fuses  of  all  sizes,  the  absolute 
values  varying  with  different  types  and  capacities. 
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The  law  governing  the  operation  of  fuses  was  worked  out 
by  Preece  in  1888.  It  may  be  stated  with  sufl&cient  accuracy 
for  general  purposes  in  the  form,  Current  =  a  V<P,  d  being  the 
diameter  of  the  wire  expressed  in  inches.  The  value  of  the 
constant  a  is  different  for  each  metal.  For  copper  it  is  10,244, 
for  aluminum  7585,  for  lead  1379,  for  tin  1842  and  for  iron 
3148. 

For  instance  with  a  No.  10  B.  &  S.  copper  wire  having  a 
diameter  of  .102  inch,  the  fusing  current  is 


C  =  10,244  X  ^(.102)'  =334  amperes. 
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The  fusing  currents  for  some  of  the  smaller  sizes  of  copper 
and  aluminum  wire  are  as  follows : 


Size  Wire. 


VW)3 

Fusing  current  cop- 
per  

Fusing  current  alu- 
minum   


.046 
472 
349 
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Use  of  Fuses.  —  On  low  potential  circuits  the  use  of  fuses 
inside  of  buildings  is  prescribed  in  detail  by  the  National 
Electrical  Code.  The  rules  of  the  Code  are  based  upon  the 
general  principle  that  each  sub-division  of  load  down  to  660 
watts  must  be  protected  by  a  fuse  of  such  size  as  to  operate 
at  about  the  rated  capacity  of  the  circuit.  Also  that  each 
group  of  circuits  must  be  provided  with  a  fuse  at  every 
point  where  there  is  a  change  to  a  smaller  size  of  conductor. 
It  is  the  purpose  of  the  Code  rules  to  have  the  fuse  blow 
which  is  next  in  order  from  the  source  of  supply.  Thus,  on 
the  smaller  circuits,  the  occurrence  of  a  short  circuit  blows  a 
small  fuse  and  keeps  the  resulting  arc  down  to  the  minimum 
size.     The  fire  risk  is  thus  kept  at  a  minimum. 

With  outside  distribution  circuits,  it  is  not  necessary  to 
provide  so  complete  a  system  of  fusing  as  that  prescribed  by 
the  Code  for  inside  work,  since  the  fire  risk  is  much  less. 
Furthermore,  the  deterioration  of  fuses  when  placed  out  of 
doors,  is  apt  to  be  such  that  they  blow  when  no  emergency 
exists,  and  service  is  unnecessarily  interrupted. 

Hence  it  is  usually  desirable  to  use  as  few  fuses  as  possible 
with  outside  distributing  lines.  The  number  should  not  be 
reduced  too  greatly  however,  since  the  amount  of  service 
interrupted  becomes  excessive. 
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Alternating  Current  Primary  Mains.  —  The  standard  sys- 
tem of  distributing  2200  volt  alternating  current  energy,  by 
branches  which  are  not  inter-connected  with  other  sources 
of  supply  makes  the  problem  of  placing  fuses  on  such  systems 
a  difficult  one.  The  practice  is  not  fully  standardized  because 
of  differences  in  local  conditions  and  in  the  size  of  the  system. 

In  smaller  systems  where  the  emergency  man  is  close  at 
hand  and  the  conditions  most  Hkely  to  cause  trouble  are 
better  known,  it  is  usual  to  find  more  fuses  used,  than  in  a 
system  embodying  a  larger  number  of  circuits,  and  greater 
distances.  In  the  larger  systems  where  plenty  of  power  is 
available  to  sustain  a  short  circuit  for  a  few  seconds  without 
danger  to  sub-station  apparatus,  it  is  usually  considered 
preferable  to  depend  largely  upon  the  feeder  circuit  breaker  at 
the  substation. 

Many  cases  of  short  circuit  on  overhead  lines  are  temporary 
and  clear  themselves  as  soon  as  the  circuit  breaker  opens. 
When  tliis  class  of  trouble  occurs,  the  load  of  the  feeder  is 
interrupted  for  only  a  minute  or  two,  whereas,  if  fuses  are 
used,  the  load  of  the  branch  controlled  by  the  fuse  is  inter- 
rupted for  perhaps  an  hour  or  more  until  the  emergency  man 
can  learn  of  the  trouble  and  replace  the  fuse. 

During  severe  lightning  storms,  fuses  are  especially  likely 
to  be  blown  by  the  discharge  of  arresters  or  by  momentary 
discharge  at  other  points.  The  replacement  of  fuses  following 
a  storm  requires  considerable  time  in  a  large  system,  and  it 
is  usually  considered  preferable  to  omit  practically  all  primary 
main  fuses,  depending  upon  the  station  circuit  breakers. 

Fuses  are  sometimes  used  in  cases  where  trees  or  other 
conditions  are  a  frequent  cause  of  interruptions  on  the  smaller 
branches. 

With  the  discontinuance  of  the  use  of  fuses,  it  is  necessary 
to  provide  a  suitable  disconnecting  device,  which  can  be  used 
as  a  means  of  isolating  sections  of  the  circuit  in  emergencies 
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SO  that  service  may  be  restored  on  the  remainder  of  the  feeder. 
By  this  means  the  branch  on  which  there  is  trouble  may  be 
located  quickly  if  the  principal  mains  are  arranged  so  that 
they  may  be  opened  separately. 

In  the  case  illustrated  in  Fig.  85  the  mains  are  radiated 
from  a  center  of  distribution  at  which  the  feeder  may  be 
quickly  cut  up  into  four  parts,  each  of  which  may  be  discon- 
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Fig.  85.    Use  of  Disconnectives. 

nected  successively  until  the  one  which  is  short-circuited  is 
located.  Having  determined  which  branch  is  in  trouble,  the 
emergency  man  may  proceed  to  follow  the  route  taken  until 
he  reaches  the  next  junction  point.  Here  similar  tests  are 
made  to  find  out  which  sub-main  is  responsible  for  the  inter- 
ruption and  so  on  until  the  trouble  is  located.  These  discon- 
nectives may  be  single  conductor  disconnecting  pot-heads  or 
knife  switches  on  small  branches.  A  transformer  fuse-block 
equipped  with  No.  8  or  No.  10  copper  wire  is  sometimes  used. 
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Low-Tension  Networks.  —  In  overhead  low-tension  net- 
works, using  weatherproof  insulated  wire,  the  danger  of 
short  circuit  is  very  slight  if  the  lines  are  properly  main- 
tained, and  it  is  therefore  usual  to  omit  fuses  except  at 
important  points  of  supply  so  arranged  that  the  occurrence 
of  trouble  will  cut  out  reasonably  small  districts.  Fuses  at 
each  junction  are  unnecessary,  and  involve  more  risk  of 
trouble  by  blowing  when  they  should  not  than  of  value  in 
protecting  the  line  against  interruption.  The  work  of  repair 
is  relatively  quick,  and  it  is  therefore  justifiable  to  risk  larger 
areas  than  with  low-tension  underground  lines. 

In  direct-current  underground  low-tension  networks  sec- 
tionalizing  must  be  done  with  great  thoroughness,  owing  to 
the  density  of  the  load,  the  length  of  time  required  to  make 
repairs  and  the  importance  of  the  service. 

Trouble  on  a  distributing  main  or  service  taken  from  it 
must  be  limited  to  the  block  in  which  it  occurs,  and  if  lines 
are  carried  on  both  sides  of  the  street  it  must  be  restricted 
to  one  side  of  the  street.  Trouble  on  an  underground  main 
is  usually  of  such  a  nature  that  considerable  time  is  required 
to  make  repairs.  For  this  reason  it  is  usual  to  place  fuses 
at  aU  junction  points,  so  that  in  case  of  trouble  the  section 
affected  ■will  cut  itself  out  at  each  end. 

In  the  early  Edison  systems  junction  boxes  were  equipped 
with  copper-tipped  fuses  made  of  sheet  metal  of  lead  and  tin, 
which  produced  a  large  amount  of  vapor  when  they  blew 
under  short  circuit  and  were  subject  to  a  tendency  to  depre- 
ciation, which  caused  them  to  heat  and  blow  unnecessarily 
at  times.  This  difi&culty  was  obviated  later  by  the  intro- 
duction of  sheet-copper  fuses,  such  as  those  shown  in  Fig.  86 
which  are  now  in  general  use.  This  greatly  reduced  the 
weight  of  metal  required  and  therefore  the  severity  of  the  arc 
at  the  time  of  the  blowing  of  a  fuse.  The  section  of  the 
copper  at  the  point  where  fusion  takes  place  is  designed  to 


PROTECTIVE   APPARATUS 


183 


carry  its  normal  rated  load  without  undue  temperature  rise 
and  to  fuse  at  about  twice  its  normal  rating.  Two  types  of 
junction  boxes  which  are  used  in  connection  with  modern 
cable  systems  are  shown  in  Figs.  86  and  88.     The  one  shown 


Fig.  86.     Cable  Junction  Box,  Manhole  Type. 

in  Fig.  86  is  installed  on  the  wall  of  the  manhole,  while  the 
other  appears  on  the  surface  of  the  street. 

The  feeders  in  a  low-tension  network  are  fused  at  the 
point  where  they  connect  into  the  main  system,  to  protect 
the  network  against  trouble  on  the  feeder.  It  is  not  usual  in 
large  systems  to  provide  fuses  on  these  feeders  at  the  station 
since  the  operator  on  duty  can  open  the  switch  and  disconnect 
the  feeder  in  case  it  is  necessary.  The  Ukehhood  of  feeder 
fuses  going  out  under  emergency  conditions  when  they  should 
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not,  makes  it  preferable  to  omit  protective  devices  at  the 
switchboard,  and  depend  on  the  operator  to  disconnect  in 
case  of  trouble  on  a  feeder.  Such  trouble  is  very  rare  in 
cable  systems  and  increased  reliability  is  secured  by  this 
practice. 


Fig.  87.    Surface  Type  Junction  Box. 


Alternating-current  Networks.  —  The  establishment  of  Edi- 
son direct  current  networks  with  storage  battery  reserve  in 
the  central  portions  of  the  principal  cities  has  left  a  compara- 
tively small  field  to  be  occupied  by  alternating  current  low 
tension  networks. 

In  the  cities  having  direct  current  in  the  central  portion, 
there  are  certain  smaller  districts  served  by  alternating 
current  in  which  the  load  density  is  such  that  the  mains  form 
a  network.  These  districts,  however,  are  usually  so  restricted 
that  the  network  is  not  sufficiently  large  to  warrant  a  low  ten- 
sion substation  and  feeders  such  as  are  employed  in  the 
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direct  current  district.  The  usual  result  in  such  cities  is 
that  there  are  small  groups  of  transformers  having  inter- 
connected secondary  mains  in  the  vicinity  of  an  important 
street  intersection,  the  district  being  served,  however,  by 
primary  feeders  as  a  part  of  the  general  alternating  current 
systems.  In  other  cases  there  is  a  main  business  thoroughfare 
flanked  by  residence  sections  on  either  side,  so  that  secondary 
mains  are  continuous  but  are  not  intersected  by  other  mains 
of  importance. 

With  this  class  of  secondary  distribution  there  is  little 
opportimity  to  utilize  low  tension  junction  boxes  to  advantage. 
It  is  therefore  usual  to  connect  adjoining  secondary  mains 
from  different  transformers  together  through  fuse  boxes,  with- 
out fuses  at  the  transformer  except  on  the  primary  side. 
By  this  method  a  section  of  the  secondary  main  is  cut  out  in 
case  the  transformer  supplying  it  should  fail,  while  the  ad- 
vantages of  parallel  operation  are  secured  under  normal 
conditions. 

In  certain  cities  where  there  has  been  no  direct  current 
network  established,  there  are  areas  in  the  central  business 
districts  in  which  loads  of  1500  kw.  to  5000  kw.  are  distrib- 
uted where  the  geographical  situation  is  such  as  to  create 
a  network  of  interconnecting  mains,  extending  from  4  to  10 
blocks  in  each  direction.  In  such  situations,  the  distribution 
is  usually  carried  out  by  the  use  of  primary  feeders,  serving 
transformers  located  in  street  manholes  or  in  the  basements 
of  the  larger  consumers.  In  a  few  instances,  the  distribution 
is  effected  by  means  of  low  tension  feeders  serving  a  network 
of  mains  similar  to  a  direct  current  network. 

From  the  standpoint  of  protective  apparatus,  the  use  of 
low  tension  feeders  and  mains  throughout  is  decidedly  the 
preferable  method  as  it  obviates  the  use  of  high  tension  fuses 
or  oil  switches  in  manholes,  and  the  introduction  of  high 
voltages  into  the  consumer's  premises. 
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With  primary  feeders,  the  transformer  should  be  provided 
with  primary  fuses  or  oil  circuit  breakers,  and  the  sec- 
ondary mains  must  be  fused  at  the  transformer  in  order 
that  the  transformer  may  cut  itself  out  in  case  it  becomes 
defective.  A  special  device  known  as  a  network  protector 
has  been  used  in  some  cities  as  a  means  of  insuring  the  net- 
work against  a  general  blowing  of  fuses  due  to  the  failure 
of  a  transformer.  The  device  consists  of  a  small  axixiliary 
transformer  which  has  its  windings  connected  in  series  with 
the  primary  and  secondary  coils  of  the  main  transformer, 
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Fig.  88.     Secondary  Network  Protector. 

as  shown  in  the  diagram,  Fig.  88.  The  core  of  the  protector 
is  magnetized  by  the  current  passing  through  the  transformer, 
but  the  magnetic  forces  of  the  coils  are  normally  in  opposition 
to  each  other  and  so  balanced  that  no  voltage  is  generated 
in  the  secondary  coil  of  the  protector.  When  a  primary 
fuse  melts,  the  condition  is  no  longer  balanced  and  tlie  sec- 
ondary coil  of  the  protector  sends  a  large  circulating  current 
through  the  V-shaped  fuse  on  the  secondary  side  which  im- 
mediately melts  this  fuse,  thus  disconnecting  the  transformer 
from  the  system  on  the  secondary  side.    The  capacity  of  the 
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secondary  fuse  is  much  greater  than  that  of  the  transformer 
and  is  not  likely  to  melt  under  any  load  which  it  is  safe  for 
the  transformer  to  carry.  The  current  circulated  by  the  sec- 
ondary coil  of  the  protector  is  so  large  that  the  fuse  is  blown 
immediately  and  before  the  energy  drawn  from  tlie  secondary 
network  has  time  to  blow  junction  box  fuses  in  the  immediate 
locality. 

The  protector  is  very  satisfactory  as  a  preventative  of 
general  shut-downs  caused  by  transformers  burning  out.  It, 
however,  may  not  prevent  a  general  shut-down  if  the  trans- 
former which  burns  out  is  so  large  a  proportion  of  the  capacity 
in  the  immediate  vicinity  that  the  load  shifted  to  other  trans- 
formers blows  their  fuses  and  cuts  them  off.  If  two  adjacent 
transformers  are  out  simultaneously,  there  is  quite  likely 
to  be  a  general  operation  of  fuses  which  will  shortly  cut  off 
the  entire  interconnected  network.  For  this  reason,  large 
blocks  of  load  such  as  hotels  and  theaters  are  usually  served 
by  separate  transformers  which  are  not  connected  into  the  net- 
work. 

■WTiere  the  load  is  so  distributed  that  the  transformers 
at  each  intersection  are  of  approximately  equal  capacity,  the 
discoimection  of  one  transformer  is  not  Hkely  to  be  followed  by 
anything  more  serious  than  a  drop  in  pressure  in  that  vicinity. 
With  straightaway  secondary  Unes  and  no  mains  intersect- 
ing at  right  angles,  the  probability  of  a  spread  of  the  trouble 
is  greater  as  the  capacity  cut  off  is  usually  about  50  per  cent 
of  that  of  the  two  adjacent  transformers  and  the  overload 
may  be  sufi&cient  to  blow  other  fuses. 

The  primary  main  system  is  not  usually  extensive  in  dis- 
tricts where  networks  are  found  and  no  fuses  are  used  for 
their  protection.  They  should,  however,  be  so  connected  by 
junction  boxes  or  disconnecting  potheads  that  any  section  of 
cable  can  be  cut  out  in  case  of  trouble  or  when  work  is  to  be 
done  on  it 
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Transfonner  Fuses.  —  Line  transformers  should  be  pro- 
vided with  primary  fuses  of  such  size  that  they  will  not 
blow  unnecessarily,  and  it  is  not  advisable  to  attempt  to  pro- 
tect transformers  against  ordinary  overloads  on  this  account. 
It  is  therefore  usual  to  provide  primary  fuses  having  about 
twice  the  normal  rated  capacity  of  the  transformer.  The 
following  table  represents  common  practice  on  2  200- volt 
systems : 


Kw.  capacity. 

Size  fuse. 

Kw.  capacity. 

Size  fuse. 

Amperes. 

Amperes. 

I 

10 

IS 

15 

2 

10 

20 

15 

3 

10 

25 

25 

4 

10 

30 

25 

5 

10 

40 

50 

7i 

10 

50 

so 

10 

10 

The  porcelain  type  of  fuse  furnished  with  the  transformer 
which  has  proven  very  satisfactory  for  transformers  up  to 
20  kw.  is  illustrated  in  Fig.  89.     The    removable  porcelain 


Fig.  89.     Transformer  Fuse  Block. 


plug  carries  contacts  on  which  the  fuse  is  mounted,  and  the 
heat  formed  by  the  melting  of  the  arc  produces  an  explosive 
action  which  blows  out  the  arc.  This  form  of  fuse  is  very 
satisfactory  up  to  15  or  20  amperes  at  2200  volts. 

For  capacities  above  25  amperes,  there  are  various  types 
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of  fuses  in  use.  The  cartridge  fuse  is  effective  when  l^ept 
dry,  but  when  placed  in  a  housing  out  of  doors,  it  is  difficult 
to  prevent  the  filler  from  absorbing  moisture  and  thus  losing 
its  arc  smothering  characteristics  to  a  large  degree. 

The  amount  of  energy  dissipated  in  the  arc  when  the  fuse 
blows  under  short  circuit  is  so  great  that  it  is  a  very  diflicult 
matter  to  design  a  fuse  block  which  will  not  be  seriously 
damaged,  if  not  destroyed  by  the  action  of  the  arc. 

Aluminum  is  used  as  the  fuse  metal  very  generally  because 
of  its  low  melting  point  and  high  conductivity,  a  combina- 
tion which  produces  less  vapor  than  lead  wire.  It  is,  however, 
subject  to  oxidation  and  crystallization  which  renders  it  some- 
what troublesome  in  the  capacities  under  50  amperes. 

Various  fonns  of  fuses  other  than  the  cartridge  type  have 
been  devised  from  lime  to  time  for  use  on  primary  Knes  and 
larger  sizes  of  transformers.  Most  of  these  depend  upon  the 
explosive  action  of  the  arc  to  blow  itself  out. 

In  one  fonn  an  aluniinum  fuse  link  is  placed  between  two 
blocks  of  lignum  vita;,  one  of  which  has  a  hole  above  the  point 
where  the  fuse  melts.  The  arc  is 
blown  out  through  the  opening 
where  the  link  fuses.  The  lignum 
vita;  is  slow  to  ignite  and  tough 
enough  to  resist  the  pressure.  This 
form  of  block  is  fairly  satisfactory 
on  loads  up  to  50  amperes  at  2200 
volts. 

Another  on  a  similar  plan  con- 
sists of  a  fuse  link  carried  be- 
tween two  blocks  of  asbestos  board 
held  firmly  together  by  means  of 
springs.  When  the  fuse  melts  the 
metal  is  flattened  out  to  a  nonconducting  condition  and 
rapidly  chilled  by  the  close  contact  with  the  blocks. 


Fig.  90.     Bomb  Fuse. 
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Another  form  known  as  the  bomb  fuse,  is  placed  in  a  rein- 
forced fiber  tube.  When  the  fuse  blows  inside  the  tube  the 
vapor  is  expelled  at  one  end  as  in  the  firing  of  a  gun.  The 
fuse  is  readily  renewed  by  detaching  the  tube  from  its  carrier. 
(See  Fig.  90.) 

Other  forms  of  fuse  depend  upon  the  action  of  a  spring 
which  separates  the  terminals  widely  when  the  fuse  melts. 


Fig.  gi.     Carbon  Tetrachloride  Fuse. 

In  one  fuse  of  this  t^-pe  (Fig.  91)  the  fuse  is  enclosed  in 
a  glass  tube  which  is  filled  with  carbon  tetrachloride  which 
promptly  quenches  the  arc. 

Several  types  of  fuse  are  available  in  which  the  fuse  link 
is  partially  immersed  in  oil.      When  the  fuse  is  vaporized 
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in  the  air  above,  the  oil  extinguishes  the  arc  and  protects  the 
contacts  from  burning.  This  type  is  not  always  satisfactory 
in  operation. 

Circuit  Breakers.  —  Under  circumstances  where  automatic 
cut-outs  operate  at  frequent  intervals  on  circuits  operating 
at  high  voltages  or  controlling  loads  of  100  lew.  and  upwards, 
the  circuit  breaker  is  the  preferable  means  of  protection. 

In  general  the  circuit  breaker  is  expensive  in  first  cost 
but  inexpensive  in  operation,  while  the  use  of  fuses  involves 
a  considerable  maintenance  charge  but  with  a  small  first  cost. 

In  mixed  electric  lighting  and  power  systems  the  load  is 
usually  steady,  and  protective  devices  are  not  called  upon  to 
act  except  in  case  of  line  trouble.  The  use  of  fuses  is  there- 
fore generally  preferable  in  such  systems  except  on  feeder 
and  transmission  lines  which  carry  large  loads  at  high  voltages 
where  the  use  of  fuses  is  not  feasible. 

On  low-potential  circuits  the  circuit  breaker  consists  of  a 
switch  of  suitable  design,  with  which  is  combined  a  coil  con- 
nected in  series  with  the  circuit  so  arranged  that  it  will  lift 
a  movable  core  and  release  a  spring-actuated  mechanism  which 
opens  the  switch.  This  plunger  is  designed  to  operate  when- 
ever the  current  exceeds  a  predetermined  value. 

Circuit  breakers  are  commonly  designed  so  that  they  may 
be  adjusted  to  operate  at  any  point  between  80  and  150  per 
cent  of  their  rated  capacity.  It  has  been  found  in  practice 
a  magnetizuig  force  of  about  1000  ampere  turns  is  ample  for 
the  operation  of  the  tripping  device. 

In  high  potential  systems  the  design  of  the  circuit  breaker 
is  modified  somewhat  by  the  fact  that  a  series  transformer 
may  be  installed  at  a  convenient  point  in  the  main  circuit  and 
small  wires  carrying  a  few  amperes  may  be  led  from  the  series 
transformer  to  operate  the  tripping  coil  of  the  circuit  breaker. 

On  circuits  operating  at  pressures  above  600  volts  the  switch 


192 


ELECTRIC   CENTRAL  STATIONS 


is  commonly  of  a  design  which  breaks  in  oil.  The  use  of  the 
series  transformer  on  such  circuits  serves  the  double  jjurpose  of 
providing  a  small  current  for  operating  the  tripping  device  and 
of  insulating  the  mechanism  from  the  high-potential  circuits. 


Circuit-Breaker  Control.  —  The  operating  mechanism  of  the 

circuit  breaker  is  controlled  by  hand  or  electrically  by  solenoids. 

In  hand-operated  breakers  the  energy  required  to  open  the 


Fig.  92.     Oil  Circuit  Breakers,  Compartment  Type. 

circuit  is  usually  stored  in  springs  during  the  act  of  closing. 
The  overload  or  reverse-current  trip  releases  the  spring  mech- 
anism which  in  turn  opens  the  breaker. 

In  electrical  operation  the  power  for  both  closing  and 
opening  the  circuit  is  supplied  through  solenoids  or  motors. 
The  larger  sizes  and  higher  voltage  breakers,  such  as  those 
shown  in  Fig.  92,  are  usually  controlled  electrically  on  account 
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of  the  power  required  and  because  of  the  greater  facility  of 
operation  permissible  with  remote  controlled  switches.  The 
latter  feature  is  quite  essential  in  large  systems  where  the 
nimiber  of  switches  to  be  handled  during  an  emergency  de- 
mands a  system  of  control  by  which  an  operator  may  work 
rapidly  and  without  great  effort. 

Since  direct  current  is  usually  available  in  stations  and 
substations  from  the  exciter  system,  and  is  often  safeguarded 


Fig.  93.     Oil  Circuit  Breakers,  Tank  Type. 

by  a  storage  battery,  it  is  usual  to  use  direct  current  for  the 
operation  of  solenoid  controlled  breakers,  where  possible. 

Circuit  breakers  which  are  operated  by  motors  may  be  con- 
trolled from  an  alternating  current  supply.  Circuit  breakers  are 
designed  to  open  all  poles  of  the  line  simultaneously  in  three- 
phase  three-wire  systems.    In  two-phase  systems  and  in  the 
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four-wire  three-phase  system,  single-pole  or  two-pole  breakers 
are  often  used.  A  group  of  electrically  controlled  single-pole 
double-throw  switches  of  the  feeder  type  is  shown  in  Fig.  93. 

Relays.  —  With  electrically  controlled  circuit  breakers  the 
protective  device  is  really  the  relay  which  energizes  the  con- 
trol circuit.  This  consists  of  an  alternating-current  solenoid 
energized  by  a  current  transformer  and  having  a  plunger  which 
closes  the  direct-current  circuit  and  thus  energizes  the  mech- 
anism of  the  circviit  breaker  as  shown  in  Fig.  94. 


Fig.  94.    Relay  Connections. 

In  order  to  prevent  the  operation  of  the  circuit  breaker 
under  momentary  rushes  of  current,  it  is  usual  to  design  the 
relays  for  operation  with  an  inverse  time  element.  That  is, 
with  the  relay  set  to  operate  at  100  amperes  after  10  seconds, 
it  will  operate  at  about  300  amperes  in  five  seconds  and  almost 
instantaneously  at  1000  amperes.  This  characteristic  gives 
prompt  action  in  opening  the  circuit  under  short  circuit,  while 
reducing  the  liability  of  uimecessary  interruption  under  short 
overloads. 

This  result  is  accomplished  by  damping  devices  such  as 
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leather  bellows.  The  leather  bellows  has  proved  the  most 
satisfactory  in  view  of  its  simplicity  and  reliability. 

The  arrangements  of  relays  on  a  feeder  or  transmission  line 
must  be  that  the  occurrence  of  a  short  circuit  between  any 
two  wires  will  operate  the  breaker.  On  single-phase  circuits 
one  relay  is  sufficient  to  accompUsh  this.  On  two-phase  three- 
wire  systems  carrying  Ughting  and  power  it  is  desirable  to 
provide  separate  relays  and  circuit  breakers  for  the  two  outer 
wires  so  that  only  one  phase  is  interrupted  in  case  of  trouble, 
which  does  not  short-circuit  both  phases.  This  is  also 
true  of  the  four-wire  two-phase  system.  In  the  three-phase 
three-wire  system  the  occurrence  of  a  short  circuit  between 
any  two  wires  interrupts  service  on  all  phases,  and  relays 
are  required  in  two  wires  so  that  at  least  one  will  open  the 
circuit  in  case  of  trouble  on  either  phase.  The  circuit  breaker 
is  therefore  a  three-pole  breaker. 

In  the  four-wire  three-phase  system  or  in  a  three-wire  three- 
phase  system  having  the  neutral  point  of  the  generator  wind- 
ing groimded,  it  is  essential  that  relays  be  installed  in  each 
phase  wire  since  the  occurrence  of  a  ground  on  either  phase 
conductor  results  in  a  short  circuit.  In  the  four-wire  system 
only  the  relays  on  the  phases  affected  come  into  action. 
In  case  of  a  ground  on  one  phase  the  circuit  breaker  on  that 
phase  opens  without  interrupting  lighting  service  on  the  other 
two  phases. 

Transmission  System  Protection.  —  Where  there  are  sev- 
eral radial  transmission  lines  terminating  at  the  same  point, 
or  at  points  which  are  connected  by  tie  Hnes,  it  is  desirable 
to  operate  them  in  parallel.  When  this  is  done,  it  is  necessary 
that  suitable  relays  be  provided  at  the  terminal  point  on 
each  line. 

If  this  is  not  done,  a  fault  in  either  line  will  continue  to 
draw  energy  from  the  terminal  bus,  after  the  circuit  breaker 
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on  the  faulty  line  at  the  generating  station  has  opened. 
This  is  quite  likely  to  cause  the  other  lines  to  open  and  thus 
interrupt  the  entire  supply  to  the  substation. 

It  has  been  very  difficult  to  develop  reverse  energy  relays 
which  would  operate  reliably  and  only  in  recent  years  have 
devices  of  this  type  been  sufficiently  dependable  to  warrant 
their  use  in  large  systems. 

In  some  cases,  operating  engineers  have  foimd  it  possible  to 
operate  in  parallel  without  reverse  energy  relays  because  of 
the  fact  that  all  transmission  Unes  were  underground  and  cable 
trouble  was  infrequent. 

In  systems  operating  lines  on  the  radial  plan,  the  inverse 
time  element  type  of  overload  relay  is  used  to  protect  the 
line  where  it  is  not  normally  in  parallel  with  other  fines. 
Where  two  or  more  substations  are  supplied  in  tandem,  the 
definite  time  limit  relay  is  used  in  order  that  when  trouble 
occurs  on  a  cable  bej'ond  the  first  substation,  only  that 
part  of  the  line  which  is  in  trouble  or  beyond  the  section 
which  is  in  trouble  is  cut  off.  This  is  accompUshed  by  set- 
ting the  relays  on  each  successive  section  to  trip  a  fittle 
sooner  than  the  one  next  nearer  to  the  point  of  supply.  With 
the  definite  time  relay,  this  can  be  done  quite  accurately. 
The  use  of  the  definite  time  relay  increases  the  time  required 
to  cut  off  the  short  circuited  cable  when  it  happens  to  be  in  a 
section  near  the  generating  station  and  this  is  likely  to  make 
the  damage  greater  than  it  is  with  inverse  time  limit  relays 
under  similar  circumstances.  This  danger  is,  however,  ma- 
terially reduced  where  suitable  reactances  are  employed  to 
limit  the  severity  of  short  circuits. 

The  operation  of  lines  in  a  ring  system  with  the  ring  nor- 
mally closed  has  not  been  generally  practiced  in  America 
because  of  the  lack  of  suitable  protective  relays  for  this  con- 
dition. 

In  Europe,  however,  progress  has  been  made  in  this  direc- 
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tion  and  there  are  several  systems  operating  in  parallel  with 
protective  systems  which  are  giving  satisfactory  results,  and 
with  distinct  additional  commercial  advantages. 

The  largest  of  these  systems  was  developed  by  Merz  and 
Price  in  the  Newcastle  district  in  England,  where  a  very  ex- 
tensive system  of  both  cable  and  aerial  lines  is  in  operation. 

The  Merz-Price  system  is  based  upon  the  principle  that  the 
relays  become  operative  only  when  a  defect  occurs  in  a  hne 
which  draws  energy  from  both  ends.  While  energy  is  passing 
through  the  cable  in  either  direction,  the  forces  are  balanced 
and  the  relays  do  not  act.  Each  section  of  line  between  sub- 
stations or  junction  points  must  have  its  own  protective 
relays,  and  only  the  section  which  is  in  trouble  is  cut  off  by 
the  operation  of  the  relays. 
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Fig.  95.    Merz-Price  Relay. 


In  Fig.  95  it  will  be  seen  that  there  is  a  series  transformer 
in  each  conductor  at  each  end.  The  secondaries  of  these  cur- 
rent transformers  are  connected  in  opposition  to  each  other 
through  pilot  wires.  There  is  an  ordinary  relay  at  each  end 
by  which  the  switch  controlling  the  section  of  line  is  actuated. 

When  a  short  circuit  occurs  within  a  section,  energy  flows 
in  opposite  directions  from  each  end  toward  the  fault  and  this 
reverses  the  potential  in  one  of  the  current  transformers 
causing  a  strong  current  flow  through  both  relays  and  open- 
ing tlie  switches.  This  current  flow  does  not  disturb  the 
switches  in  adjoining  sections   and  the  trouble  on  the  line 
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therefore  causes  no  interruption  of  service  in  any  of  the  sub- 
stations. 

The  application  of  this  system  to  a  network  of  lines  and  a 
group  of  substations  is  shown  in  Fig.  96.  This  group  in- 
cludes a  number  of  industrial  substations  having  loads  of  100 
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Fig.  96.    Protected  Transmission  Network. 

to  1000  kw.  and  others  serving  general  distributing  systems 
aggregating  larger  amounts.  The  advantage  of  parallel  oper- 
ation is  usually  greatest  with  smaller  substations  as  the  larger 
substations  have  loads  which  more  nearly  fit  the  capacity 
of  the  lines  supplying  them. 

The  connections  from  the  ring  or  network  to  substations 
are  made  through  ordinary  overload  relays  where  there  is 
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only  one  set  of  receiving  apparatus.  Where  there  are  trans- 
formers or  other  apparatus  in  parallel,  they  are  protected  by 
a  local  Merz-Price  outfit  so  arranged  that  if  a  transformer  or 
synchronous  machine  is  short  circuited  it  is  immediately  cut 
out  on  both  sides. 

In  this  class  of  protective  equipment  where  the  current 
transformers  are  near  each  other,  the  secondaries  are  put  in 
series  and  the  relay  is  of  the  closed  circuit  type,  operating 
only  when  the  current  is  reduced  in  value  materially.  This  is 
known  as  "  current  balancing,"  while  the  plan  used  with  lines 
is  called  "  e.m.f .  balancing."  The  use  of  current  balancing 
is  of  course  undesirable  on  lines  on  account  of  the  loss  in 
the  pilot  wires  at  great  distances. 

For  certain  classes  of  installations,  the  balancing  may  be 
done  magnetically,  by  opposing  the  magnetic  fluxes  due  to 
the  current  from  the  series  transformers  to  each  other  in  a 
common  core.  The  relay  is  actuated  in  this  case  by  an  un- 
balanced magnetic  field  resulting  from  energy  flow  into  the 
apparatus  from  both  ends. 

The  chief  objection  to  the  Merz-Price  system  is  the  ne- 
cessity for  pilot  wires,  as  these  add  approximately  10  per  cent 
to  the  cost  of  the  line  and  therefore  are  usually  carried  in  a 
cable  whether  the  line  is  underground  or  overhead.  If  over- 
head, they  are  supported  by  a  steel  cable  to  insure  against 
breakage  during  high  winds  as  fully  as  possible. 

The  current  transformers  for  e.m.f.  balancing  must  be  spe- 
cially designed  for  operation  on  open  circuit  and  have  capacity 
to  deUver  the  energy  needed  to  actuate  the  relays  over  the 
long  pilot  wire  circuit.  They  must  also  be  carefully  adjusted 
so  that  each  pair  has  the  same  ratio  of  transformation  under 
all  conditions  of  operation. 

There  have  been  various  modifications  of  the  Merz-Price 
system  suggested  and  a  few  have  been  installed  on  a  moderate 
scale. 
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Hochstadter  has  avoided  the  use  of  separate  pilot  wires  in 
the  system  in  Cologne,  where  the  cable  is  made  with  copper 
ribbon  worked  into  the  insulation  in  such  a  way  as  to  be  well 
separated  from  the  conductors  carrying  the  main  power  sup- 
ply. These  ribbons  serve  as  the  pilot  wires,  thus  avoiding 
the  necessity  for  a  separate  duct  system  or  separate  lead 
sheath. 

A  still  further  simplification  has  been  effected  in  a  scheme 
using  spUt  conductor  cable,  as  shown  in  Fig.  97.  Each 
polarity  of  a  three-phase  cable  is  divided  into  two  equal  parts 
which  are  insulated  from  each  other,  making  it  virtually  a 
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six-conductor  cable.  The  current  divides  equally  between  the 
two  parts  of  a  conductor  under  normal  conditions.  In  case 
of  a  fault  in  the  cable,  it  is  quite  probable  that  one  part  of  the 
conductor  will  draw  more  current  than  the  other,  as  the  parts 
are  separately  insulated.  The  balance  between  the  two  cur- 
rent transformers  at  the  terminal  points  which  are  opposed  to 
each  other  is  destroyed  and  the  relays  operate  to  open  the 
circuit  breakers  at  each  end,  cutting  out  the  faulty  cable. 
The  principal  objection  to  this  plan  is  the  complication 
introduced  in  cable  jointing  operations  by  the  splitting  of 
conductors.  This  system  has  been  used  in  recent  years  in 
England  in  preference  to  the  pilot  wire  scheme. 

A  method  of  protection,  based  upon  the  principle  of  cut- 
ting out  the  faulty  section  of  cable,  which  does  not  involve 
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pilot  wires,  is  shown  in  Fig.  98.  The  various  sections  of  a 
ring  are  provided  with  relays  which  are  uni-directional,  that  is, 
will  operate  only  on  energy  passing  in  one  direction  through 
them.  By  placing  such  relays  in  each  section  of  the  line  and 
connecting  them  to  operate  in  opposite  directions  a  fault  in 
the  cable  of  any  section  will  cause  the  two  relays  for  that 
section  to  operate  the  circuit  breakers  and  cut  the  section  out. 
However,  in  this  scheme,  the  energy  passing  to  the  fault  must 
pass  through  adjoining  sections  as  well,  and  may  cause  one  end 
of  those  sections  to  open  unless  the  relays  are  provided  with 
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Fig.  98.    Reverse  Energy  Relay. 

definite  time  limit  adjustments,  which  are  so  set  that  the  sec- 
tions farthest  from  the  source  of  supply  will  operate  first.  This 
means  that  the  time  setting  of  relays  must  be  highest  at  the 
station  end  and  be  gradually  reduced  as  each  successive  relay  is 
passed,  until,  at  the  far  end  of  the  ring,  the  setting  is  practi- 
cally instantaneous.  These  settings  are  indica.ted  in  seconds 
in  Fig.  98  for  each  relay.  It  is  apparent  that  this  scheme  is 
not  adaptable  to  an  extensive  network  but  applies  to  ring 
systems  having  not  over  5  or   6   substations   or  wholesale 
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consumers.  If  the  number  of  stations  supplied  is  larger  than 
this,  the  time  setting  of  relays  at  the  supply  point  may  be  so 
great  that  in  case  of  a  fault  in  the  section  of  cable  nearest 
the  point  of  supply,  the  time  required  to  open  the  breaker  may 
be  sufficient  to  cause  serious  injury  to  the  supply  station 
apparatus. 

Protection  from  Lightning.  —  Overhead  lines  are  subject  to 
the  influence  of  static  electricity  in  the  atmosphere,  and  in 
parts  of  the  country  where  Ughtning  storms  are  common 
during  the  summer  months,  the  problem  of  protection  of 
service  and  equipment  is  often  a  difficult  one. 

Electrostatic  charges  accumulate  on  the  open  conductors 
of  a  circuit,  at  times  when  charged  clouds  are  passing  above 
the  line,  or  by  the  gradual  transfer  from  drops  of  rain,  fog  or 
snow  as  they  touch  the  wires. 

The  sudden  release  of  a  charge  which  accompanies  a  light- 
ning stroke  from  cloud  to  cloud  or  to  earth,  Hberates  the 
induced  charge  on  the  line  and  causes  an  abrupt  rise  of  poten- 
tial which  must  find  a  path  to  earth.  It  is  this  sudden  release 
which  is  most  likely  to  puncture  insulation  and  injure  appara- 
tus. This  discharge  is  in  the  nature  of  an  impiilse  which  is 
very  severe  in  the  immediate  vicinity  of  the  Hghtning  flash  and 
rapidly  diminishes  in  force  as  the  wave  travels  along  the  hne. 
In  lines  carried  on  wooden  poles,  the  discharge  may  go  to 
groimd  over  the  insulators  and  splinter  one  or  two  poles 
without  being  felt  seriously  by  equipment  only  a  few  hundred 
feet  distant. 

The  function  of  a  lightning  arrester  is  to  provide  a  point  at 
which  the  static  charge  or  the  impulse  induced  by  a  lightning 
stroke  may  pass  to  earth  without  injury  to  line  insulators, 
transformers  and  other  equipment. 

The  arrester  must  further  be  so  designed  that  though  it 
wiU  permit  the  high  potential  charge  to  be  relieved,  it  will 
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not  permit  the  working  potential  of  the  line  to  maintain  an  arc 
when  it  is  established. 

This  result  is  accomplished  mth  reasonably  good  success 
in  several  types  of  lightning  arresters  which  are  described  in 
a  following  paragraph. 

In  primary  or  transmission  systems  not  having  a  grotmded 
neutral  point,  tlie  problem  of  stopping  the  flow  of  power  after 
the  lightning  discharge  has  passed  is  somewhat  easier  of  so- 
lution than  with  a  grounded  neutral,  as  the  power  current 
must  pass  through  two  arresters  in  series.  With  a  grounded 
neutral,  every  discharge  to  ground  is  followed  up  by  line 
potential  which  requires  a  higher  resistance  and  more  gaps 
in  series  to  hold  the  power  current  in  check.  However,  the 
arrester  on  the  neutral  conductor  in  such  systems  may  be  a 
300-volt  arrester  of  simple  design. 

Types  of  Arresters.  —  The  natural  method  of  establishing 
a  path  which  wiU  have  a  high  resistance  to  the  flow  of  the 
line  current  is  to  arrange  a  suitable  number  of  air  gaps.  The 
early  iioo-volt  single-phase  systems  were  protected  by  arrest- 
ers of  this  type  very  satisfactorily.  These  arresters  failed, 
however,  when  used  at  2200  volts  with  ample  power  at  the 
source  and  it  was  necessary  to  add  a  graphite  resistance  rod 
in  series  with  the  gaps.  It  was  also  found  necessary  with 
grounded  neutral  systems  to  abandon  the  use  of  iron  cases, 
substituting  wood  therefor.  This  practice  was  found  safer  for 
all  systems  and  wood  boxes  are  now  standard  for  potentials 
of  2000  volts  and  upward. 

At  potentials  below  1000  volts  a  simple  air  gap  is  found 
sufficient  in  most  cases.  An  arrester  of  the  300-volt  class 
shown  in  Fig.  99  is  used  for  the  protection  of  extensive 
overhead  secondary  systems  and  for  the  neutral  conductor  of 
primary  systems  having  a  grounded  neutral. 

For  2300-volt  distribution  there  are  three  types  in  very 
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general  use  and  a  number  of  others  which  have  been  used  to 
some  extent.  The  spark  gap  arrester  with  resistance,  the 
circuit  breaker  type  and  the  compression  type  are  the  ones  in 
most  general  use.  They  were  developed  and  introduced  in 
the  order  named. 
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Fig.  99. 


The  spark  gap  arrester  has,  in  recent  years,  taken  the  form 
of  a  multi-path  or  low  equivalent  arrester.  Fig.  100.  The 
spark  cylinders  are  of  non-arcing  metal  to  prevent  the  arc 
being  maintained  by  the  line  voltage. 

In  this  arrester  the  proportions  of  the  parts  are  so  de- 
signed that  the  high  frequency  lightning  discharges  pass 
across  the  sparking  cylinder  gaps  to  earth,  while  potential 
surges  at  lower  frequencies  follow  the  paths  through  the  re- 
sistance rods.  It  thus  takes  care  of  high  potential  disturb- 
ances of  all  kinds  whether  they  originate  from  atmospheric 
electricity  or  from  surges  of  energy  within  the  system. 

This  type  of  arrester.  Fig.  100,  is  also  used  for  transmis- 
sion Knes  up  to  about  10,000  volts.  Its  wide  range  is  more 
valuable  in  this  field  than  in  2300-volt  distribution. 

A  modified  form  of  the  gap  and  resistance  arrester,  which 
includes  a  circuit  breaker,  is  illustrated  in  Fig.  loi.  This 
arrester  has  the  resistance  between  the  gaps,  one  set  of  gaps 
being  on  the  line  side   and  another  set  on  the  ground  side. 
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The  gaps  on  the  ground  side  are  shunted  by  a  solenoid  hav- 
ing a  plunger  which  is  Ufted  by  the  current  passing  through 
the  coil  and  thus  acts  as  a  circuit  breaker  for  the  current 
in  the  solenoid. 


rig.  100.     Multi-path  Lightning 
Arrester. 


Fig.  loi.    Solenoid  Type  Lightning 
Arrester. 


The  lightning  discharge  passes  across  the  gaps  to  ground  as 
the  inductance  of  the  solenoid  is  too  high  to  permit  it  to  pass 
through  it.  If  the  line  current  holds  across  the  gaps  on  the 
line  side  of  the  resistance,  it  passes  through  the  solenoid,  thus 
operating  the  circuit  breaker  and  extinguishing  the  arc. 


2o6 


ELECTRIC  CENTRAL  STATIONS 


•«/W*i»<S^' 


'CJft^V^^ 


A  specialized  form  of  the  spark  gap  arrester  is  shown  in 
Fig.  I02.  This  is  known  as  the  compression  chamber  arrester 
and  consists  of  a  series  of  spark  gaps  arranged  inside  a  porce- 
lain tube,  in  series  with  a  resistance  rod  which  occupies  the 

upper  part  of  the  tube.  The 
gaps  are  made  more  susceptible 
to  discharge  by  grounded  pieces 
of  iron  in  "U"  shape,  called 
antennae,  which  are  placed 
across  the  bottom  of  the  tube 
and  extend  several  inches  up 
the  sides.  These  serve  to  mod- 
ify the  potential  gradient  of 
the  gaps  so  that  about  twice 
as  many  gaps  can  be  used  in 
series  with  the  resistance  as  it 
is  possible  to  use  without  the 
antennae.  This  enables  the 
2300-volt  arrester  of  this  type 
to  extinguish  the  arc  with  a 
resistance  of  about  25  ohms. 
The  top  of  the  tube  is  sealed 
^'g- 1°2-  so  that  the  heat  of  a  discharge 

produces  a  pressure  inside  the  porcelain,  and  this  in  turn 
assists  in  putting  out  the  arc. 

The  line  terminal  is  brought  out  at  the  top  and  the  ground 
terminal  at  the  lower  end  of  the  tube.  The  antennae  are 
covered  by  a  bracket  of  porcelain  wliich  serves  as  a  means  of 
support  on  the  cross  arm.    No  enclosing  box  is  required. 

The  electrolytic  type  of  aluminum  cell  arrester  (Fig.  103) 
is  quite  generally  employed  at  voltages  of  15,000  and  upward. 
This  arrester  is  based  upon  the  fact  that  aluminum  when 
placed  in  a  suitable  electrolyte  is  quickly  coated  with  an  in- 
sulating fihn  of  oxide  when  current  is  passed  through  it.    This 
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almost  entirely  stops  the  flow  of  electricity  until  the  pressure 
is  raised  above  the  critical  value  of  about  350  volts  per  cell. 

A  discharge  of  lightning  may  thus  pass  through  an  arrester 
made  up  of  a  niunber  of  cells  in  series,  but  as  soon  as  it  has 
passed  the  line,  current  cannot 
follow  since  the  film  at  once  shuts 
off  the  flow  of  current.  The  great 
severity  of  a  stroke  near  the 
arrester  sometimes  forces  sufiicient 
energy  through  the  cell  to  melt  a 
hole  in  the  aluminum  cones  neces- 
sitating their  replacement. 

This  kind  of  injury  is  not  pecu- 
liar to  the  aluminum  cell,  how- 
ever, as  all  types  of  arrester  are 
at  times  damaged  by  discharges 
which  pass  large  quantities  of 
electricity. 

The  film  of  oxide  upon  which  the 
action  of  the  arrester   is  based  is 
gradually  reduced  by  the  electro- 
lyte unless   there  is   a   flow 
arrester. 
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Fig.  103. 

of  current  passing  through  the 
Under  continuous  application  of  voltage,  there  is  a 
small  leakage  current  which  is  attended  by  an  appreciable 
loss  of  energy  and  resultant  elevation  of  temperature. 

It  is  therefore  usual  to  connect  the  arrester  to  the  line 
through  a  horn  gap  of  such  design  that  there  is  normally  a 
small  air  gap  between  the  line  side  and  the  arrester  connection. 
One  side  of  the  horn  is  hinged  and  connected  to  levers  so  that 
an  operator  may  easily  throw  the  two  horns  into  contact  and 
thus  allow  a  charge  to  pass  into  the  arrester.  This  charging 
operation  is  usually  performed  daily  and  is  attended  by  a 
momentary  rush  of  current  except  where  current  hmiting 
resistances  are  provided  to  prevent  it.     (Fig.  104.) 
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The  aluminum  cell  arrester  is  therefore  best  adapted  to 
situations  where  there  is  sufficient  expert  supervision  to  insure 
its  proper  maintenance  and  operation  as  at  power-stations 
and  substations.      It  is  not   employed  on  distribution   lines 


Fig.  104. 


because  of  the  necessity  for  close  supervision    and  frequent 
charging. 

The  horn  gap  arrester  is  used  to  a  limited  extent  for  the 
protection  of  transformer  installations  supplied  direct  from 
a  transmission  line  in  rural  districts  or  in  villages  served 
from  such  lines.  The  arc  is  extinguished  by  the  flaring  horns 
which  gradually  increase  the  length  of  the  arc  to  the  breaking 
point.  The  rush  of  current  when  no  resistance  is  provided  is 
usually  sufficient  to  open  the  line  circuit  breaker,  and  this  limits 
the  usefulness  of  this  type  of  discharge  point.  It  is  usually 
provided  with  resistances  where  its  use  is  necessary.     In  a  large 
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system,  the  presence  of  open  arcs  such  as  those  produced  at 
the  horn  gap  is  quite  likely  to  cause  pressure  rises  elsewhere 
in  the  system  which  may  endangEr  apparatus  and  interfere 
with  ser\dce.  A  special  form  of  horn  gap  arrester  with  re- 
sistances attached  is  illus- 
trated in  Fig.  105. 


Location  of  Arresters.  — 
The  problem  of  placing 
arresters  on  distribution 
circuits  where  they  will 
be  most  effective,  and  the 
determination  of  the  proper 
number  to  use  in  propor- 
tion to  the  apparatus  pro- 
tected is  a  difficult  one. 
The  fact  that  a  discharge 
will  take  the  nearest  path 
to  ground  rather  than  fol- 
low the  line  a  few  hundred 
feet  to  go  across  the  gaps 
of  a  lightning  arrester  is 
now  quite  well  established. 
The  presence  of  an  arrester 
within  300  feet  of  a  trans- 
former or  cable  pole  is  often 
of  no  value  in  saving  the 
insulation  from  puncture 
and  destruction.    The  arrester 


Diagrammatic  Sketch  Showing 
Elements  and  Connections. 


A=:No.  1  Resistance 

B=No.  2 

C=No.  3 

D  =  No.  4  " 

E  =  No.  5  " 

F=:No.  6  " 

"T"  indicates  Insulating  tubes.. 

"S"  "  copper  segments, 

Fig.  log. 


1  :=Grouna  Lead 
2=Counects  A&B 
3  =  "  B  &  C 
4=  "  C&D, 
5=  "  D&B 
6=        "        E&F 


must  be  on  the  same  pole 
with  the  transformer  in  order  to  assure  protection  of  the  unit 
in  a  severe  lightning  storm. 

The  effect  of  placing  an  arrester  on  the  transformer  pole  as 
compared  with  arresters  placed  elsewhere  has  been  studied 
throughout  a  period  of  years  by  the  engineers  of  several  large 
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central  station  systems,  the  most  extensive  study  having  been 
made  in  Chicago. 

Several  thousand  transformers  in  certain  districts  were  pro- 
vided with  arresters  on  the  same  pole.  In  other  districts,  the 
arresters  were  near  the  large  transformers  or  distributed  at 
intervals  of  about  i5ckd  feet  along  the  line,  there  being  approx- 
imately 40  per  cent  as  many  arresters  as  transformers.  Record 
was  kept  of  all  transformers  which  burned  out  during  storms, 
during  several  seasons,  with  the  result  that  in  the  district 
where  the  arresters  were  placed  on  each  transformer  pole, 
the  losses  of  transformers  were  negligible,  whereas  in  the  other 
districts  the  losses  amounted  to  an  average  of  about  i  per  cent 
per  annum.  The  seasons  of  very  severe  lightning  produced 
losses  of  about  2  per  cent  while  other  seasons  ran  as  low  as  ^ 
per  cent. 

An  analysis  of  the  figures,  which  are  based  on  the  records 
of  performance  of  about  15,000  transformers,  shows  that  the 
smaller  units  are  somewhat  more  susceptible  to  injury.  This 
is  particularly  true  of  the  sizes  below  5  kw. 

The  investment  in  lightmng  arresters  required  to  reduce 
the  average  losses  from  i  per  cent  per  annum  to  practically 
nothing  is  too  great  to  result  in  a  net  saving,  and  is  not  justified 
as  a  means  of  reducing  the  net  loss. 

How^ever,  in  comparing  the  cost  of  an  arrester  equip- 
ment with  the  possible  loss  of  a  transformer  of  one  of 
the  larger  sizes,  it  is  found  that  a  point  is  reached  at  about 
20  kw.  where  the  arrester  equipment  is  justified  for  each 
transformer. 

In  connection  with  the  Chicago  experiment,  a  record  of 
transformer  fuses  blown  during  storms  was  also  kept,  as  it  has 
been  observed  that  there  were  many  fuses  blown  during  storms, 
but  without  apparent  injury  to  the  transformer.  The  analysis 
of  these  fuse  records  revealed  the  important  fact  that  the 
presence  of  an  arrester  on  the  pole  was  an  ahnost  sure  pro- 


PROTECTIVE  APPARATUS  211 

tection  from  unnecessary  blowing  of  fuses  and  greatly  in- 
creased the  security  of  the  service  during  storms. 

This  feature  of  the  scheme  of  protection  has  therefore 
been  extended  by  some  of  the  large  companies  as  a  matter  of 
giving  good  service  until  it  is  standard  practice  with  them  to 
install  a  lightning  arrester  with  every  transformer  of  5  kw.  or 
larger  capacity. 

On  transmission  circuits,  the  use  of  arresters  is  usually  limited 
to  substations,  cable  terminal  poles,  and  transformer  in- 
stallations where  such  are  made  at  points  along  the  line. 
It  is  not  desirable  to  attempt  to  protect  the  line  itself  from 
lightning  in  most  cases.  Insulators  have  been  safeguarded 
in- some  cases  by  the  use  of  an  arcing  ring  or  ground  rod,  the 
purpose  of  which  is  to  give  the  arc  an  opportunity  to  go  to 
ground  without  damaging  the  insulator.  This  device  is  used 
where  trouble  with  pimctured  insulation  has  been  excessive 
and  where  the  failure  of  an  insulator  made  it  desirable  to  put 
the  line  out  of  service.  The  short  interruptions  due  to  the 
operation  of  the  arcing  gaps  are  found  less  objectionable  than 
the  more  extended  interruptions  due  to  damaged  insulators. 

In  districts  where  several  towns  are  supplied  by  out-of- 
door  transformer  installations,  the  use  of  arresters  is  necessary 
at  each  installation. 


CHAPTER  IX. 
OVERHEAD  CONSTRUCTION. 

The  use  of  overhead  construction  is  an  economic  and  prac- 
tical necessity  in  a  large  part  of  the  territory  supplied  in  every 
city.  The  investment  per  kilowatt  of  maximum  load  for  over- 
head lines  is  from  15  per  cent  to  30  per  cent  of  that  required 
for  underground  construction  and  it  is  obvious  that  overhead 
construction  must  be  used  for  as  much  of  the  distributing 
system  as  is  feasible  in  order  to  keep  the  investment  within 
profitable  limits. 

Overhead  construction  is,  therefore,  very  generally  used 
in  the  outlying  parts  of  the  larger  cities  and  in  all  parts  of 
smaller  cities.  It  is  usually  not  feasible  to  use  overhead  con- 
struction in  congested  business  districts,  as  there  is  not  room 
for  the  equipment  in  many  cases,  and  its  unsightly  appearance 
is  very  objectionable  to  the  general  public.  In  most  of  the 
large  cities  the  franchise  under  which  the  business  is  con- 
ducted requires  underground  construction  in  the  congested 
districts.  In  many  cases  the  objection  to  overhead  lines  may 
be  greatly  minimized  by  locating  them  in  alleys,  thus  keep- 
ing the  unsightly  equipment  out  of  sight  and  avoiding  the 
defacement  of  fronts  of  buildings  by  service  wires. 

The  use  of  overhead  lines  began  with  the  earliest  lighting 
systems  which  were  installed  for  street  lighting. 

Poles  and  cross  arms  had  been  used  for  the  support  of  over- 
head lines  for  many  years  in  connection  with  telegraph  work, 
and  it  therefore  only  remained  for  the  electric  lighting  en- 
gineers to  make  slight  modifications  in  the  spacing  of  the 
wires  and  in  the  type  of -insulator  employed. 
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Poles.  —  The  usual  form  of  overhead  construction  in  Ameri- 
can practice  consists  of  wooden  poles  with  the  wires  carried 
on  cross  arms. 

The  woods  which  are  best  suited  for  pole  work  in  America 
are  the  Northern  white  cedar,  Western  red  cedar,  chestnut 
and  pine.    Other  woods  are  used,  but  to  a  Umited  extent. 

White  Cedar.  —  This  grows  with  a  natural  taper  of  about 
I  inch  in  diameter  to  every  5  or  6  feet  of  length,  except  near 
the  butt  of  the  pole,  where  it  flares  out  somewhat  larger,  mak- 
ing a  very  substantial  and  rigid  pole.  The  sapwood,  which  is 
about  I  inch  thick,  is  soft  enough  to  make  the  use  of  spurs 
very  easy  in  climbing.  The  surface  of  the  pole  is  comparatively 
free  from  knots  and  it  is  lighter  than  chestnut  or  pine. 

This  species  of  cedar  grows  in  the  region  about  the  Great 
Lakes  and  when  used  in  the  north  central  part  of  the  United 
States  has  a  life  of  15  to  25  years,  without  treatment. 

The  trees  are  cut  in  fall  and  winter  and  seasoned  several 
months  before  shipping,  as  they  lose  materially  in  weight  in 
the  first  few  months  by  evaporation. 

The  standard  National  Electric  Light  Association  specifi- 
cation for  the  dimensions  of  this  type  of  poles  appears  in  the 
following  table. 


Circumference  of  white  cedar  poles. 


Class  A. 

Class  B. 

Class  C. 

Top. 

6  ft.  from 
butt. 

Top. 

6  ft.  from 
butt. 

Top. 

6  ft.  from 
butt. 

25 
30 

3S 
40 

45 
5° 
S5 
60 

24 
24 
24 
24 
24 
24 
24 
24 

37 
40 

43 
49 
SO 
S3 
S6 
59 

22 
22 
22 
22 
22 
22 
22 
22 

32 
36 
39 
43 
47 
5° 
S3 
56 

18 
18 
18 
18 
18 
18 
18 
18 

75 
75 
75 
75 
75 
75 
75 
75 

30 
33 
35 
40 
43 
46 
49 
S3 
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The  dimension  6  ft.  from  the  butt  is  essential  with  the  type 
of  pole  because  of  the  fact  that  the  butt  often  flares  consider- 
ably, making  a  butt  measurement  an  inaccurate  gauge  of  the 
strength  of  the  pole. 

It  is  usual  to  reject  poles  having  a  bend  in  more  than  one 
plane,  or  any  crook  which  will  make  it  unsightly  or  difl&cult  to 
line  up  with  other  poles.  Poles  should  not  have  a  sweep  in 
one  plane  of  more  than  about  12  inches. 

Chestnut.  —  The  growth  of  chestnut  timber  for  poles  is 
found  in  the  New  England  States,  and  in  the  states  in- 
cluding the  Appalachian  range  as  far  south  as  North 
Carolina. 

The  forests  are  reproducing  to  a  considerable  extent  due 
to  the  fact  that  the  stump  of  the  tree  sprouts  and  grows  more 
rapidly  than  the  seedling.  The  growth  of  the  tree  requires 
about  40  years  from  the  sprout  and  50  years  if  grown  from  the 
seed. 

It  is  considered  most  desirable  to  cut  the  trees  in  fall 
and  winter  as  this  produces  more  vigorous  sprout  growth. 
Further,  as  with  other  woods,  seasoning  takes  place  more 
gradually  and  with  less  tendency  to  produce  checking  in  the 
pole. 

The  tree  should  be  cut  near  the  ground  in  order  to  include 
the  flaring  portion  of  the  trunk  in  the  butt  of  the  pole. 

The  chestnut  pole  is  considerably  heavier  than  cedar  poles 
of  similar  dimensions,  and  is  more  likely  to  have  knots  which 
affect  its  appearance  unfavorably.  The  sapwood  is  thinner 
and  harder  than  that  of  cedar  and  it  is  therefore  somewhat 
less  adaptable  to  the  use  of  spurs  in  doing  line  work.  Its 
somewhat  greater  density  also  seems  to  be  responsible  for  a 
somewhat  lower  insulating  value  in  damp  weather. 

The  dimensions  of  standard  chestnut  poles  should  be  as 
follows: 
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Circumference  in  inches. 


Length  of  pole. 

Top. 

6  ft.  from 
butt. 

Top. 

6  ft.  from 
butt. 

Top. 

6  ft.  from 
butt. 

2S 

3° 
35 
40 

45 

SO 

,    55 

60 

65 

24 
24 
24 
24 
24 
24 
24 
24 
24 

40 
43 
45 
48 
SI 
54 
57 
60 

22 

22 
22 
22 
22 
22 
22 
22 
22 

""se" 

40 
43 
47 
SO 
S3 
S6 
59 

20 
20 
20 
20 
20 
20 
20 
20 
20 

30 
33 
36 
40 
43 
46 

49 


Western  Cedar.  —  This  is  found  chiefly  in  Idaho  and 
Washington,  and  is  used  very  generally  for  poles  in  the  west- 
ern part  of  the  United  States.  The  trees  are  cut  preferably 
when  the  sap  is  down,  and  are  trimmed  and  peeled  immedi- 
ately in  order  to  facilitate  seasoning.  The  poles  are  hauled 
and  piled  until  ready  for  shipment  except  where  streams  are 
available  as  in  the  Puget  Sound  district.  Here -they  are 
kept  in  fresh  water  until  shipped.  If  kept  in  salt  water  for 
more  than  30  days  they  are  attacked  by  the  teredo. 

The  Western  cedar  grows  with  less  taper  than  the  Michigan 
white  cedar,  it  having  about  i  inch  decrease  in  diameter,  for 
each  9  feet  of  length  when  measured  from  the  butt  end. '  Its 
weight  is  approximately  the  same.  Western  cedar  grows 
straight  and  quite  clear  of  knots  and  twists  and  presents  a 
neater  appearance  than  any  other  kind  of  wood  pole. 

The  standard  dimensions  should  be  specified  as  follows: 

Circumference  in  inches. 


Length,  feet. 

Top. 

6  ft.  from 
butt. 

Top. 

6  ft.  from 
butt. 

Top. 

6  ft.  from 
butt. 

25 

28 

34 

25 

31 

22 

28 

30 

28 

37 

25 

34 

22 

30 

3S 

28 

40 

2S 

36 

22 

32 

40 

28 

43 

25 

38 

22 

^i 

45 

28 

4S 

25 

40 

22 

36 

50 

28 

47 

25 

42 

22 

38 

55 

28 

49 

2S 

44 

22 

40 

60 

28 

52 

25 

46 

22 

42 

65 

28 

54      . 

25 

48 

22 

43 
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Pine.  —  There  are  several  varieties  of  pine  which  are  avail- 
able for  pole  work,  but  none  of  them  are  as  satisfactory  as 
cedar  or  chestnut,  all  things  considered. 

The  lobloll3^ine  which  grows  in  the  southern  states  has 
many  limbs  and  thus  makes  a  knotty  pole,  which  is  not  as 
pleasing  in  appearance  as  cedar.  If  grown  in  a  thick  stand  it 
has  too  little  taper  to  be  strong  at  the  butt. 

The  yellow  pine  as  found  in  the  western  states  is  used  in 
regions  where  it  grows  to  some  extent.  The  hill  grown  timber 
is  the  better  as  it  is  stronger  and  finer  grained  because  of  the 
slower  growth.  Valley  grown  yellow  pine  is  knotty  and  not 
well  shaped  for  pole  purposes. 

Lodgepole  pine  is  also  available  in  the  western  states.  It  is 
similar  to  yellow  pine  in  respect  to  knots  and  is  likely  to  be 
very  slender  at  the  butt  if  cut  from  thick  stands. 

All  pine  poles  should  be  given  a  treatment  of  wood  pre- 
servative at  the  butt,  before  being  set,  as  their  natural  life  is 
very  short  —  less  than  five  years  in  many  cases. 

This  limitation  is  aggravated  when  the  poles  are  set  in  a 
climate  and  soil  which  differs  materially  from  that  in  which 
they  have  grown.  The  use  of  pine  poles  is  therefore  limited 
largely  to  localities  where  they  are  to  be  had  at  small 
expense. 

Pole  Defects.  —  All  kinds  of  wood  poles  have  certain  natural 
defects  which  necessitate  a  rather  careful  inspection  at  the 
time  of  purchase  or  dehvery. 

Butt  rot  is  common  in  cedar  poles  and  is  likely  to  occur  in 
chestnut  and  other  woods.  It  is  not  a  serious  defect  imless 
it  affects  half  or  more  of  the  diameter,  or  is  so  extensive  as  to 
reach  up  into  the  heart  of  the  pole  above  the  ground  line. 
The  presence  of  heart  rot  may  be  noted  by  an  examination  of 
the  knots.  If  the  knots  show  decayed  centers  it  is  prob- 
able that  the  heart  of  the  tree  is  decayed  and  the  pole  therefore 
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weakened.  No  poles  should  be  accepted  which  have  rot  in 
ring  form  or  which  are  not  sound  at  the  top. 

The  checking  which  takes  place  in  connection  with  the 
seasoning  process  may  be  sufficient  to  weaken  the  pole  if  it 
takes  circular  form,  and  involves  a  considerable  part  of  the 
circumference  of  a  circle.  Cedar  sometimes  grows  with  a 
twist  in  the  fiber.  This  is  sufficient  to  affect  the  strength  of  the 
pole  if  it  is  so  great  as  to  make  a  complete  turn  about  the  axis 
of  the  pole  within  a  length  of  20  ft.  or  less  and-such  poles  should 
be  rejected. 

Cedar  poles  have  scars  known  as  "  cat  faces "  at  points 
where  the  bark  of  the  tree  has  been  injured.  If  the  cat  faces 
are  large  they  weaken  the  pole  and  it  should  be  rejected.  It 
is  also  desirable  to  avoid  using  poles  having  cat  faces  near  the 
top  or  at  the  ground  line.  Fire-killed  poles  should  not  be 
accepted  unless  it  is  evident  that  they  were  cut  before  any 
decaying  process  had  affected  the  strength  of  the  wood. 

Steel  Poles.  —  Where  especially  great  strength  and  relia- 
bility are  required,  as  in  the  yards  of  electrified  steam  railways 
at  the  ends  of  long  spans  over  streams,  and  where  appearances 
require  something  better  than  wood  poles,  the  steel  pole  has 
been  quite  generally  used. 

For  street  lighting  in  residential  districts  where  arc  lamps 
are  employed,  the  tubular  type  of  pole  with  3  to  4  inches 
butt  is  used.    This  is  usually  done  as  a  matter  of  appearance. 

The  tubular  pole  is  made  in  two,  three  or  four  sections,  each 
one  being  welded  to  the  larger  section  which  overlaps  it  at  the 
lower  end.  Three-section  and  four-section  poles  are  used  for 
heavy  corners  and  ends  where  there  is  no  possibility  of  guying 
to  support  the  strain. 

Two-section  poles  are  made  in  standard  sizes  of  3  to  13 
inches  at  the  butt  and  in  lengths  of  22  to  30  feet  inclusive. 
The  minimum  size  of  three-section  poles  is  4  inches  at  the  butt 
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and  they  are  made  in  lengths  of  24  to  39  feet.  Four-section 
poles  are  not  less  than  8  inches  at  the  butt  and  range  from 
35  to  40  feet  in  length. 

The  lattice  type  of  pole  is  used  where  lengths  of  more  than 
35  feet  are  required.  This  is  usually  the  case  in  carrying 
transmission  lines  along  important  railroad  rights  of  way  and 
in  cases  where  long  spans  and  high  poles  are  necessary  to  clear 
streams. 


Fig.  106.    Steel  Poles. 

The  requirements  of  the  case  vary  materially  with  local 
conditions,  and  no  standard  design  is  used  except  with  certain 
patented  types  of  poles  in  which  various  lengths  are  made 
according  to  a  single  type  of  construction. 

The  space  available  for  foundations  is  to  a  large  extent  a 
governing  consideration.     Where  there  is  ample  space  the 
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lower  part  of  the  pole  may  be  given  a  greater  amount  of  flare, 
thus  increasing  the  stability  and  reducing  the  weight  of  the 
component  parts  of  the  pole.  On  the  other  hand,  if  the  base 
must  be  made  narrow,  the  steel  must  be  heavier.  Much  de- 
pends also  upon  the  availability  of  guys.  Where  suitable 
guys  can  be  installed  the  pole  may  be  much  less  rigid  than 
where  it  must  sustain  the  stresses  by  its  own  strength. 

Two  types  of  lattice  work  poles  which  have  been  used 
in  American  practice  are  illustrated  in  Fig.  106.  Various 
modifications  and  extensions  of  these  designs  have  been  de- 
vised to  fill  in  the  gap  between  the  steel  pole  used  for  medium 
high  voltage  transmission  in  built-up  communities,  and  the 
elaborate  tower  which  supports  high  voltage  lines  on  a  private 
right  of  way. 

Reinforced  Concrete  Poles.  —  There  is  an  increasing  use 
of  reinforced  concrete  poles,  particularly  in  sections  where  the 
decay  of  wood  is  very  rapid  due  to  soil  and  climatic  con- 
ditions. This  tjrpe  of  pole  is  made  either  solid  or  hollow  in 
form,  the  hollow  pole  having  the  advantage  of  increased 
strength  for  the  same  weight  of  material. 
'■■  The  solid  type,  which  is  most  common  in  American  practice, 
is  usually  built  up  in  forms  laid  horizontally.  The  steel 
reinforcement  should  be  carefully  planned  to  take  both  bend- 
ing and  torsional  strains.  The  cross  section  may  be  square 
or  circular.  In  the  square  form  the  corners  are  beveled  to 
improve  the  appearance  and  facilitate  handling.  The  con- 
crete must  be  mixed  evenly  and  applied  with  care  to  avoid 
pockets  and  to  insure  every  piece  of  reinforcing  metal  being 
thoroughly  set  to  take  its  share  of  the  strain.  In  short  poles 
the  top  diameter  may  be  reduced  to  5  inches,  but  poles  of  the 
lengths  in  common  use  should  be  6  inches  or  more  at  the  top. 
The  taper  should  be  uniform  above  the  ground  line. 

The  metal  reinforcing  parts  should  be  arranged  in  such  a 
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manner  as  to  take  the  stresses  with  as  little  deflection  of  the 
pole  as  possible.  In  the  longer  poles  it  is  important  that 
twisted  rods  or  other  roughened  shapes  be  used  so  that  the 
bearing  surface  under  these  will  be  as  great  as  possible.  This 
is  especially  important  with  poles  which  may  have  to  sustain 
the  tension  of  lines  without  the  aid  of  adequate  guying  equip- 
ment. The  longitudinal  members  should  be  well  bonded 
laterally  to  prevent  the  tendency  to  buckle. 

The  concrete  mixture  which  has  been  foimd  best  for  pole 
structures  is  i  part  Portland  Cement,  2  parts  sand  and  4  parts 
gravel  or  crushed  stone.  It  must  be  well  tamped  and  all  air 
bubbles  eliminated. 

The  strength  of  concrete  increases  rapidly  in  the  first  month 
or  two  after  mixture,  as  regards  compression.  It  is  therefore 
desirable  that  concrete  poles  be  allowed  to  season  30  to  60 
days  if  possible,  before  they  are  subjected  to  heavy  loading. 
Care  must  be  used  in  handling  while  poles  are  new,  to  prevent 
injury  to  the  cement.  Long  poles  should  be  handled  with  a 
crane  having  two  supports  for  lifting  the  pole. 

The  use  of  concrete  poles  is  not  desirable  for  general  dis- 
tribution purposes,  where  it  is  necessary  for  primary  lines  to 
be  handled  alive,  because  of  the  risk  to  linemen.  Their  use 
may  be  desirable  however  for  transmission  purposes  where  no 
work  is  attempted  on  lines  which  are  alive.  The  concrete  pole 
should  be  as  strong  as  a  wood  pole  for  similar  service  and  when 
so  made  is  usually  more  expensive  in  first  cost  than  the  wood 
pole.  However,  its  life  may  be  materially  longer  and  its  ulti- 
mate economy  must  be  determined  from  a  comparison  of 
renewal  requirements. 

Concrete  poles  are  used  for  street  lighting  where  a  short 
ornamental  pole  of  the  hollow  type  is  employed.  This  type 
of  pole  permits  the  ready  use  of  underground  cable  inside  the 
pole  and  is  not  expensive  in  the  lengths  under  25  feet,  as  com- 
pared with  ornamental  iron  poles.    The  use  of  incandescent 
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street  lighting  by  series  and  multiple  systems  with  relatively 
small  lighting  units  has  greatly  evidenced  the  field  of  appli- 
cation of  the  short  ornamental  concrete  pole. 

Strength  of  Poles.  —  The  strength  of  the  poles  selected  for 
general  distribution  must  be  gauged  by  the  importance  of  the 
lines  they  are  to  carry  and  by  the  local  conditions  which  may 
affect  the  facilities  for  gujnng. 

For  special  cases  it  is  sometimes  important  to  apply  theo- 
retical calculations  as  a  check  on  the  strength  of  poles  which 
are  to  carry  unusual  strains,  and  the  formulas  for  calculating 
stresses  should  be  familiar  to  the  designer  of  overhead  dis- 
tributing lines. 

The  strain  acting  on  a  pole  laterally  at  the  top  causes  a 
tension  in  the  fiber  of  the  wood  on  one  side  of  the  pole  and  a 
compression  on  the  opposite  side.  For  a  round  pole  the  stress 
is 


5  = 


32  PX 

3.14  (^)^' 


in  which  P  is  the  equivalent  pull  at  right  angles  in  pounds 

at  the  distance  L  in  feet  above  ground  and  d  is  the  diameter 

,2  PL 

in  feet  at  the  groimd  line,  or  {df  =  ^ . 

3.140 

The  strain  5  at  which  the  wood  may  safely  be  worked  is 

not  more  than  25  to  33  per  cent  of  its  ultimate  breaking 

strength  as  determined  by  tests  of  the  timber  in  the  form  of 

poles.    This  high  factor  of  safety  is  necessary  because  of  the 

differences  in  the  strength  of  different  poles  of  the  same  kind, 

the  possibility  of  excessive  strains  being  placed  on  poles  in 

unusual  emergencies,  such  as  the  burning  off  of  all  the  wires 

of  a  span  and  the  fact  that  as  the  pole  remains  in  service  year 

after  year,  its  strength  at  the  ground  line  is  lessened  by  decay, 

thus  reducing  the  reserve  available  for  an  emergency. 
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It  is  found  from  tests  that  Northern  cedar  has  an  ultimate 
breaking  strength  of  about  4000  pounds  per  square  inch  when 
tested  in  the  form  of  poles.  Chestnut  and  Western  cedar  are 
stronger,  having  a  strength  of  about  6500  poimds  per  square 
inch. 

In  using  the  foregoing  formula  the  value  of  S  should  there- 
fore be  taken  at  about  one-third  of  these  breaking  strengths, 
or  at  I3CX3  pounds  for  Northern  cedar  and  2000  pounds  for 
chestnut  or  Western  cedar. 

If  a  self-sustained  Western  cedar  pole  is  to  support  a  line 
which  exerts  a  pull  of  1000  pounds  at  a  height  of  30  feet  above 
the  ground,  what  should  be  its  diameter  at  the  groimd  line  to 
safely  carry  the  strain? 

Let  5  be  2000,  P  =  1000,  L  =  360  inches. 

^^3^32X1000X360^ 
3.14  X  2000 
d  =12  inches. 

This  would  call  for  the  use  of  a  pole  35  feet  long  with  a  butt 
12  inches  at  the  ground  line  and  a  top  diameter  of  8  to  9  inches. 
In  city  practice  where  streets  or  alleys  jog  or  where  turns  are 
made  at  right  angles  which  cannot  be  supported  by  a  guy,  as 
in  the  case  of  the  line  branching  from  Main  Street  to  the 
alley  east  of  Third  Street  in  Fig.  107,  the  use  of  such  poles  is 
often  necessary. 

Wind  Pressure.  —  The  design  of  pole  lines  to  withstand 
wind  pressure  in  a  lateral  direction  must  be  considered  where 
sections  of  line  are  exposed.  Fortunately  the  average  city 
pole-line  distribution  is  so  protected  by  buildings  and  trees 
that  it  is  not  subject  to  the  full  force  of  windstorms.  In  ex- 
posed sections  and  on  transmission  lines  supplying  suburban 
substations,  the  force  of  the  wind  may  be  felt  at  times  very 
greatly,  and  lines  should  be  built  accordingly.    The  force  of 
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a  mndstorm  is  most  apt  to  be  an  element  of  danger  when  it 
is  exerted  at  right  angles  to  the  direction  of  a  line,  since  there 
are  normally  no  strains  in  this  direction  and  no  system  of 
support  is  provided  except  for  protection  from  storms. 

The  pressure  of  the  wind  blowing  against  a  surface  normal 
to  its  direction  was  found  by  Langley  in  a  series  of  experi- 
ments made  in  1888  to  he  p  —■  .0036  (d)^  ,  in  which  v  is  the 
velocity  of  wind  in  miles  per  hour  and  p  is  the  pounds  per 
square  foot.  From  this  it  is  evident  that  p  is  20  pounds  per 
square  foot  when  tlie  wind  blows  at  75  miles  per  hour,  or  5 
pounds  at  37.5  miles  per  hour. 

The  force  exerted  upon  poles  and  wires  varies  with  the  alti- 
tude as  well  as  with  the  angle  at  which  the  wind  strikes  them, 
being  a  maximum  at  90  degrees.  In  figuring  the  area  of  sur- 
face exposed,  allowance  must  be  made  for  the  fact  that  the 
surfaces  are  cylindrical.  A  cylindrical  surface  is  equivalent  to 
two-thirds  as  much  as  a  flat  surface  of  a  width  equal  to  the 
diameter  of  the  cylinder.  A  40-foot  pole  having  a  top  diameter 
of  7  inches  and  a  butt  at  the  ground  line  of  14  inches,  set  6  feet 
in  the  ground,  has  an  average  diameter  of  10.5  inches.  The 
length  above  the  groxmd  being  34  feet,  the  equivalent  area  of 

pole  surface   exposed  is  ^^ ^^^ =  19.8    square   feet. 

12  X  3 
The  diameter  of  a  No.  6  wire  with  triple-braid  weatherproof 
insulation  is  about  .3  inch.    With  120-foot  spans  the  area  ex- 
posed per  wire  per  span  is 

120  X  12  X  .3  X  2  ,    . 
^ =  2  square  feet. 

144  X  3 

As  the  force  of  the  wind  on  the  wires  is  exerted  near  the  top 
of  the  pole  it  is  more  effective  than  the  forces  acting  along  the 
pole  at  various  heights,  due  to  the  pressure  of  the  wind. 

Calculations  made  for  a  40-foot  pole  indicate  that  the  strain 
imposed  bv  the  action  of  the  wind  on  the  pole  itself  is  approxi- 
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mately  equal  to  that  caused  by  five  weatherproof  wires  of 
No.  6  A.W.G.  At  a  velocity  of  52  miles  an  hour,  the  wind 
pressure  being  about  10  pounds  per  square  foot,  the  force 
exerted  on  each  No.  6  wire  of  a  120-foot  span  is  10  X  2  =  20 
pounds.  The  force  exerted  on  the  pole  due  to  its  own  surface 
is  equivalent  to  about  100  pounds  applied  near  tlie  top.  The 
total  force  on  the  pole  at  such  a  wind  velocity  with  30  wires 
would  therefore  be  600  +  100  =  700  pounds.  Or  at  a  wind 
velocity  of  75  miles  and  a  force  of  20  pounds  the  strain  on  the 
pole  would  be  1400  pounds. 

High  velocities  are  attained  for  short  intervals  in  nearly  all 
parts  of  North  America,  and  it  is  therefore  advisable  to  pro- 
vide protection  for  such  sections  of  line  as  are  exposed  to  the 
force  of  winds,  if  they  carry  important  service.  This  protec- 
tion is  sometimes  difficult  to  provide  when  lines  are  on  public 
highways.  It  may  consist  of  struts  on  the  side  opposite  that 
from  which  winds  are  expected,  or  guys  secured  to  anchors 
on  the  windward  side. 

The  wind  velocities  recorded  by  the  weather  bureau  are 
taken  from  points  considerably  higher  from  the  surface  than 
are  the  wires  of  an  overhead  line.  Values  about  75  per  cent 
of  weather  bureau  records  may  therefore  be  used  in  making 
calculations  for  a  given  locality. 

Selection  of  Poles.  —  In  the  selection  of  poles  for  distrib- 
uting lines,  such  as  those  shown  in  Fig.  107,  the  poles  at  corners 
and  turns  must  be  such  that  they  will  hold  the  wires  taut  for 
a  reasonable  period  after  they  are  strung.  The  intermediate 
poles  should  have  sufficient  strength  to  support  the  weight  of 
any  ordinary  size  of  transformer  and  the  strain  of  service 
drops. 

Service  drops  average  about  75  feet  in  length  and  may  be 
allowed  to  hang  with  considerably  more  deflection  than  the 
main  line  wires.    The  unbalanced  sidewise  pull  on  a  pole, 
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therefore,  does  not  usually  exceed  300  pounds.  With  the 
services  attached  at  a  height  of  30  feet,  the  size  of  the  pole  at 
the  ground  line  should  be 

(^)3  ;=  32  X  3°o  X  360  ^  ^^^^       ^^^^^ 

I       3.14  X  1300 

This  corresponds  to  a  cedar  pole  with  a  6-inch  top.  However, 
the  use  of  poles  of  this  size  is  not  permissible  in  sections  where 
more  than  two"  service  drops  are  taken  from  one  side  of  any 
pole,  as  the  bending_of  so  slender  a  pole  under  the  strain  pulls 
the  line  out  of  shape.  It  is  usual  to  select  7-ihch-top  poles 
for  important  distributing  lines,  6-inch  poles  being  used  only 
in  the  scattered  districts. 

A  deflection  of  more  than  one  foot  becomes  noticeable  in 
the  appearance  of  a  line  and  tends  to  place  additional  strain 
upon  the  pole.  A  strain  of  more  than  250  to  300  pounds  should 
therefore  be  balanced  by  a  guy  attachment  or  should  be  sup- 
ported by  a  pole  of  heavier  cross-section  if  guying  is  im- 
practicable. 

The  height  of  the  pole  selected  for  distribution  purposes 
must  be  governed  by  the  requirements  of  clearance  over  local 
obstructions  and  by  the  number  of  cross  arms  to  be  carried  on 
the  poles.  The  presence  of  other  pole  hues,  of  trees,  elevated 
railroad  structures  and  buildings,  requires  the  use  of  higher 
poles  than  would  otherwise  be  necessarj'  in  some  cases.  Clear- 
ance over  trees  is  especially  troublesome  in  residence  sections 
where  trimming  is  not  permitted.  In  some  cases  it  is  better 
to  carry  the  wires  above  and  in  other  cases  below  the  tops  of 
trees. 

In  general  it  is  not  desirable  to  use  poles  less  than  30  feet 
long  where  primary  lines  are  carried,  and  in  built-up  sections 
a  minimum  size  of  35  feet  is  preferable.  Where  joint  con- 
struction with  another  company  is  used  it  is  customary  to  use 
no  poles  smaller  than  35  feet,  except  for  guy  stubs. 
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It  is  not  necessary  to  maintain  an  entire  line  of  high  poles 
merely  to  preserve  the  general  level  where  a  part  of  the  line 
must  be  elevated  to  clear  obstructions.  The  use  of  high  poles 
is  to  be  avoided  wherever  possible,  in  view  of  the  cost  of  in- 
stallation, the  increased  danger  of  failure  in  time  of  storm 
and  the  difficulty  of  handling  transformers  and  service  con- 
nections. 

Location  of  Poles.  —  Poles  should  be  placed  in  approximately 
equal  span  lengths  close  enough  to  keep  the  sag  within  safe 
limits  and  to  provide  a  sufficient  number  of  points  at  which 
service  drops  may  be  taken  off.  They  should  be  so  spaced 
that  each  block  section  of  thoroughfare  will  be  divided  into 
approximately  equal  span  lengths.  The  spans  near  self- 
supported  comer  poles  should  be  about  75  feet  if  possible, 
in  order  to  relieve  the  strain  on  the  corner  pole.  The  poles 
should  be  placed  opposite  lot  lines  to  avoid  interference 
with  the  rights  of  abutting  property  owners  and  to  save 
expense  of  moving  in  case  new  buildings  are  erected.  It 
is  customary  to  use  span  lengths  of  100  to  125  feet  as 
standard. 

Pole  Painting.  —  The  good  appearance  of  poles  in  public 
thoroughfares  is  usually  of  such  importance  that  it  is  considered 
good  policy  to  carefully  shave  all  poles,  to  remove  knots  and 
bark  and  then  give  them  two  coats  of  paint.  A  dark  green 
color  is  very  commonly  used  because  of  its  harmony  with  foli- 
age in  residence  districts. 

Pole  Steps.  —  All  poles  which  are  likely  to  be  climbed 
to  any  extent,  such  as  transformer  poles,  junction  poles,  poles 
carrying  fuse  boxes  or  other  accessories,  should  be  provided 
with  pole  steps.  This  expense  is  justified  in  view  of  the  in- 
jury done  the  surface  of  the  pole  by  the  climbing  spurs  of 
linemen  in  the  course  of  time.    Pole  steps  are  commonly 
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spaced  from  30  to  32  inches  apart,  alternately  on  opposite 
sides  of  the  pole. 

It  is  the  practice  in  most  of  the  larger  cities,  where  poles 
are  used  to  carry  the  wires  of  two  or  more  companies,  to  pro- 
vide steps  on  all  poles. 


eox  GUARD 


Hub  Guards.  —  Poles  which  stand  at  the  corner  of  a  street 
or  alley  where  they  are  subject  to  abrasion  by  the  hubs  of 

passing  vehicles  should  be  pro- 
tected from  injury  by  the  at- 
tachment of  hub  guards  to  the 
pole  at  the  point  where  abrasion 
of  the  pole  is  likely  to  occur.  It 
is  also  necessary  in  much  traveled 
locations  to  attach  a  similar  guard 
about  6  feet  from  the  ground 
where  the  box  of  the  vehicle 
may  scrape  the  poles. 

The  guard  usually  consists  of 
a  piece  of  plate  iron  one-fourth 
inch  thick  bent  to  the  approxi- 
mate curvature  of  a  pole  and 
secured  by  suitable  spikes  driven 
through  holes  drilled  in  the  iron 
Fig.  108.    Hub  and  Box  Guard,      for  this  purpose.      See  Fig.  Io8. 


HUB  GUARD 


Gains.  —  The  pole  should  be  cut  for  the  reception  of  the 
cross  arms  before  it  is  erected.  These  incisions,  called  gains, 
shown  in  Fig.  109,  should  be  about  -I  inch  deep  and  of  the 
necessary  v;idth  to  receive  the  arm.  The  distance  between 
centers  must  be  sufhcient  to  give  clearance  for  buck  arms 
and  service  drops  and  allow  a  safe  working  space  for  linemen. 
The  space  usually  allowed  is  therefore  22  to  24  inches,  pref- 
erably 24  inches  between  gains. ' 
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Pole  Setting.  —  The  depth  at  which  poles  are  set.  must  be 
such  that  the  normal  strains  in  any  direction  will  not  pull  the 
pole  out  of  line.    Experience  has  proved  that  the  following 
practice  is  conservative  for  poles  in  a  straight 
line:  f" 

Size  pole 30    35    40    45     50     55    60    70 

Depth s'    5.5'  6'  6.s'6.5'    7'      7'    7.5' 


V"*"* 


Corner  poles  should  be  set  about  6  inches 
deeper  than  the  above. 

The  character  of  the  soil  and  the  diameter 
of  the  butt  of  the  pole  affect  these  figures  in 
some  cases.  [ 

For  instance,  a  Western  cedar  pole  with  a 
small  butt  set  in  a  sandy  soil  or  swampy  soil 
will  be  much  more  likely  to  pull  over  than  a 
Northern  cedar  of  the  same  height  with  a 
heavy  butt,  and  more  depth  should  be  pro- 
\'ided  for  it.  In  rocky  soil  where  bowlders 
may  be  tamped  about  the  pole  they  need  not 
set  so  deep. 

The  pole  should  be  so  placed  as  to  bring 
the  natural  bend  of  the  pole  into  the  line  Eig.  log.  Gains, 
and  should  be  set  erect  except  at  corners, 
where  a  slight  rake  may  be  given  in  a  direction  opposite  the 
strain.  Several  tampers  should  be  employed  to  one  shoveler 
in  filling  the  hole,  as  the  thoroughness  with  which  tamping 
is  done  while  the  hole  is  being  filled  is  an  important  factor  in 
the  stability  of  the  pole.  Water  may  be  used  to  settle  the 
earth  where  it  is  available. 

Where  swampy  soil  is  encountered,  or  in  quicksand,  the 
sinking  of  the  hole  may  be  accompUshed  by  the  use  of  a  sand 
barrel.  This  consists  of  a  sheet-iron  cylinder  about  30  inches 
in  diameter  and  three  feet  long,  which  is  separable  into  two 
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parts  lengthwise.  After  the  hole  has  been  started  the  barrel 
is  set  into  it,  and  as  the  earth  is  removed  it  slips  down,  pre- 
venting the  sides  of  the  hole  from  caving  in.  After  the  pole 
has  been  erected  the  barrel  is  v/ithdrawn  and  removed  by 
loosening  the  separable  attachments. 

In  case  the  earth  filling  does  not  give  sufficient  stability  in 
such  soil  this  may  often  be  secured  by  the  use  of  a  concrete 
filling  from  6  to  lo  inches  thick  at  the  base  of  the  pole  and  at 

the  ground  line.  This  has  the 
eflFect  of  increasing  the  bear- 
ing surface  of  the  pole  and 
will  often  prevent  the  gradual 
pulling  out  of  line  which  takes 
place  in  such  localities. 

At  corners,  bends  and  dead 
ends  which  cannot  be  properly 
guyed  for  any  reason,  the  pole 
carrying  the  strain  must  be 
self-sustained.  This  may  be 
done  by  the  use  of  a  concrete 
filling  as  described  above  or 
by  the  use  of  timbers  secured 
to  the  pole  as  shown  in  Fig. 
I  ID.  Poles  having  top  diam- 
eters of  8  to  lo  inches  should 
be  used  for  this  class  of  work. 
The  timber  method  requires 
the  excavation  of  a  rather  large  hole,  but  it  provides  an 
ample  bearing  surface  and  is  usually  less  expensive  than 
the  concrete  method.  The  timbers  should  be  about  four 
feet  long  and  8  to  lo  inches  in  width.  They  may  be  of 
3-inch  plank  or  a  section  of  an  old  pole.  The  upper  should 
be  at  least  6  inches  below  the  surface  in  order  to  preserve 
the  timber. 


Fig.  no.    Timber  Supports  for 
Comer  Pole. 
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Guying. — At  all  points  where  the  direction  of  a  line  changes, 
the  tension  of  the  wire  should  be  supported  if  possible  by 
guying  equipment  of  such  strengtli  and  design  as  will  insure 
the  permanent  stability  of  the  pole  line  and  its  accessory 
equipment. 

Guy  wires  are  secured  at  the  ground  in  various  ways, 
depending  upon  the  space  available  and  the  clearance 
required. 

Where  there  is  nothing  to  prevent  the  guy  wire  being  brought 
down  to  the  ground  near  the  poles  the  guy  cable  may  be 


Fig.  III.    Anchor  Guy. 

secured  to  an  anchor  as  shown  in  Fig.  in.  The  anchor  is 
made  of  timber  such  as  a  piece  of  a  pole  4  feet  long,  or  it 
may  be  a  patent  anchor  of  some  form.  The  use  of  the  timber 
requires  a  large  excavation,  while  most  of  the  patent  anchors 
are  driven  or  screwed  in  without  digging  a  hole.  The  use  of  a 
timber  is  therefore  somewhat  more  expensive  in  cases  where 
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the  nature  of  the  soil  is  such  as  to  permit  the  installation  of 
the  patent  anchors. 

Where  the  soil  is  rocky  or  where  obstructions  exist,  exca- 
vation is  necessary  and  the  timber  method  is  likely  to  be  pref- 
erable. 

Where  trees  of  sufficient  size  to  hold  lines  without  swajdng 
are  available  they  may  be  used  sometimes  as  anchors.  Other 
fixed  objects,  such  as  large  rocks  and  buildings,  may  also  be 
used  in  special  cases.  The  location  of  comer  poles  on  public 
thoroughfares  is  often  such  that  guys  cannot  be  nm  directly 


Fig.  112.    Anchored  Stub  Guy. 

to  anchors  without  interfering  with  traffic.  Under  such 
circumstances  the  guy  must  be  run  to  a  pole  known  as  a 
stub,  where  it  is  attached  at  such  a  height  as  to  permit  free 
passage  under  it.  It  is  usually  required  that  guys  over  road- 
ways should  clear  the  crown  of  the  road  about  i8  feet,  and 
those  over  pathways  should  clear  at  least  12  feet. 

This  class  of  attachment  is  illustrated  in  Fig.  112. 

The  stub  is  sometimes  made  self-supporting  where  the  use 
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of  an  anchor  is  not  practicable  or  where  the  height  of  the  stub 
is  not  over  15  feet. 

On  lines  which  carry  three  or  more  cross  arms  it  is  impor- 
tant to  attach  guys  on  the  pole  at  two  points  so  that  the  strain 
will  be  distributed  and  the  pole  will  not  be  gradually  bent 
out  of  shape. 

Where  side  arm  construction  is  used  it  is  necessary  to 
support  the  cross  arms  as  v/ell  as  the  pole  at  corners  and  ends 
by  means  of  guys  attached  to  eyebolts  in  the  arm. 

At  heavy  corners  which  are  guyed  to  stubs  or  anchors  and 
at  self -sustained  comers  a  "  head  "  guy  may  be  used  to  good 
advantage.  It  is  run  from  the  base  of  the  corner  or  end  pole 
to  the  upper  part  of  the  next  pole  in  the  line.  If  the  line 
wires  are  well  secured  at  the  poles  next  to  the  corner  the  tension 
in  the  comer  spans  may  be  reduced,  thus  relieving  the  strain 
on  the  comer  pole. 

In  straightaway  lines  the  head  guy  is  used  to  limit  the 
extent  of  damage  in  case  several  poles  go  over  in  a  wind  storm. 
The  head  guj'^s  on  long  lines  are  placed  at  intervals  of  about 
20  poles.  Similarly  where  a  long  span  exists  which  is  likely  to 
become  crossed  and  burn  open,  head  guys  should  be  maintained 
at  each  side  to  support  the  line  each  way  in  such  an  emergency. 

A  typical  use  of  the  head  guy  on  a  terminal  pole  is  illus- 
trated in  Fig.  113. 

Generally  speaking  the  head  guy  is  a  useful  means  of  secur- 
ing reserve  or  auxiUary  gaying  for  the  other  forms  of  guys. 
Terminal  poles,  corner  poles  and  jogs  in  the  line  may  often  be 
head-guyed  to  advantage. 

Guy  Cables.  —  Steel  wire  or  cable  is  generally  employed  for 
guying  purposes  because  of  its  high  tensile  strength.  It  should 
always  be  galvanized,  since  the  value  of  the  guy  is  largely 
dependent  upon  its  durability  and  reliability,  and  plain  steel 
wire  is  subject  to  rapid  corrosion  which  steadily  weakens  it. 
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The  stiffness  of  steel  wire  is  such  that  it  is  very  difficult  to  bend 
it  in  securing  the  ends  in  sizes  above  No.  8  B.W.G.  without 
impairing  its  strength.  It  is  therefore  used  most  generally 
in  the  stranded  forms  for  gtiying  purposes. 


Fig.  113.    Head  Guy  at  Terminal  Poles. 


Two  sizes  of  stranded  cable  are  commonly  used  for  guying 
work,  viz. :  one-fourth  inch  ha\'ing  an  ultimate  tensile  strength 
of  2300  lbs.  and  three-eighths  inch  having  a  strength  of  5000  lbs. 
The  2300-lb.  wire  is  used  for  the  support  of  lines  having  one 
cross  arm  only  and  for  guying  single  arms  in  side  arm  con- 
struction. Larger  lines  and  heavier  strains  are  commonly 
carried  by  the  5000  lb.  size. 

The  properties  of  standard  steel  strand  are  as  follows: 


Area,  square 
inches. 

Diameter, 
inches. 

Weight  per  looo 
ft. 

Ultimate 
strength, 
pounds. 

.144 

i 

Sio 

8500 

.121 

A 

416 

6500 

.080 

1 

29s 

Sooo 

.064 

^ 

210 

3800 

•03s 

i 

125 

2300 
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Three  special  grades  of  galvanized  steel  strand  are  also  made 
for  special  purposes.  The  Siemens-Martin  strand  is  about 
40  per  cent  stronger  than  the  standard  strand.  High  Strength 
or  Crucible  Steel  strand  is  more  than  twice  as  strong  as  stand- 
ard while  Extra  High  Strength  Plow  Steel  strand  is  about 
three  times  as  strong. 

These  are  used  only  where  great  strength  is  required  with  a 
minimum  weight,  as  in  catenary  construction  or  in  making  very 
long  spans. 

Calculation  of  Size  of  Guy  Cable.  —  The  pull  on  a  pole  due 
to  the  tension  of  the  wires  having  been  calculated  from  the 
size  of  the  wires,  their  deflection  and  span  lengths,  the  tension 
on  the  guy  wire  is  equal  to  the  sum  of  the  tension  of  all  the  line 
wires  multiplied  by  the  length  of  the  guy  wire  and  divided  by 
the  horizontal  distance  from  the  pole  to  the  point  where  the 
guy  wire  is  attached  to  the  anchor  or  stub. 

Having  calculated  the  tension  in  any  case  the  size  of  guy 
cables  should  be  such  that  the  strain  will  be  from  J  to  ^  the 
ultimate  breaking  strength  of  the  cable. 

For  instance,  with  a  line  carrying  18  wires  at  a  tension  of 
150  pounds  each,  supported  by  a  guy  cable  40  feet  long,  with 
the  anchor  attachment  30  feet  back  from  the  pole,  what  size 
of  guy  cable  should  be  used?     The  total  line  wire  tension  is 

2700  poimds,  and  the  guy  cable  tension  is  therefore  ■-'- 

=  3600  pounds.      This  would  require  the  strength  of   two 
5ocio-lb.  cables  to  support  the  'strain. 

In  case  the  anchor  were  but  12  feet  back  from  the  pole,  the 
cable  would  be  about  36  feet  long,  and  the  tension  on  the  guy 

would  be  -^ '-^  =  8100  pounds. 

12 

This  would  necessitate  the  use  of  two   sooo-lb.   cables 

attached  to  the  anchor,  and  a  head  guy  of  f-inch  c&ble  to  the 
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first  pole  back  from  the  terminal  pole.  The  head  guy,  acting 
at  a  more  favorable  angle,  could  be  adjusted  to  carry  a  part  of 
the  strain.  An  anchor  should  not  be  placed  nearer  to  a  pole 
than  one-quarter  the  height  of  the  guy  attachment  on  the 
pole. 

Attachment  of  Guys.  —  In  making  attachment  of  a  guy 
cable  to  a  pole  or  stub  it  is  given  two  turns  about  the  pole 
and  the  end  brought  back   and  well  secured.    The  smaller 


Fig.  114.    Guy  Clamps. 

sizes  may  be  secured  at  the  ends  by  wrapping,  but  the  larger 
sizes  are  preferably  fastened  by  means  of  clamps.  When  an 
anchor  having  an  eye  at  the  upper  end  is  used  the  cable  should 
be  protected  by  a  thimble  to  avoid  too  sharp  a  bend  at  the 
point  where  all  the  strain  is  carried. 

The  method  of  applying  clamps  which  are  bolted  and  of 
securing  the  end  of  the  guy  cable  is  illustrated  in  Fig.  114. 

When  guys  are  attached  to  a  tree,  the  tree  should  be  pro- 
tected by  the  use  of  suitable  blocks  between  the  cable  and  the 
tree  to  prevent  cutting  into  the  bark.    It  is  also  desirable  with 
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heavy  guys  to  put  protecting  strips  under  them  when  wrapping 
the  cable  about  the  pole.  This  is  not  so  necessary  with 
chestnut  and  other  timber  having  hard  sapwood.  Strips  of 
galvanized  plate  iron  about  2  inches  wide  are  commonly  used 
for  this  purpose. 


Strain  Insulators.  — The  proximity  of  guy  cables  to  primary 
wires  affords  opportunity  for  leakage  in  wet  weather  and  renders 


Fig.  115.     Porcelain  Guy  Insulator. 


Fig.  116.     600-volt  Strain  Insulator. 

them  subject  to  accidental  crosses  with  live  conductors  at 
times.  It  is  therefore  important  that  guy  cables  be  equipped 
with  strain  insulators  attached  not  less  than  8  feet  from  the 
ground.  This  precaution  is  advisable  for  the  protection  of 
the  public  and  of  linemen,  whose  safety  is  endangered  by  the 
presence  of  grounded  guy  cables  near  live  wires  on  which  they 
are  working.  It  is  therefore  customary  to  keep  guy  cables 
above  ground  as  much  as  possible  and  to  sectionalize  them  by 
the  use  of  two  strain  insulators  of  the  type  shown  in  Fig.  115. 
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The  strain  insulators  are  put  in  about  six  feet  from  each 
end. 

The  guying  equipment  should  be  installed  before  the  wire 
is  strung  so  that  when  the  tension  is  appUed  the  comer  poles 
may  be  pulled  up  to  their  normal  position. 

In  supporting  the  strain  of  high-tension  lines  up  to  13,200 
volts  it  is  customary  to  employ  porcelain  strain  insulators  of 
the  same  type,  but  having  larger  leakage  surfaces. 

With  heavy  low-tension  feeders  the  strain  is  carried  by 
attaching  a  strain  insulator  of  the  type  shown  in  Fig.  116 
directly  to  the  conductor  and  using  a  separate  guy  wire  for 
each  conductor  back  to  a  guy  pole. 


CHAPTER  X. 
OVERHEAD  CONSTRUCTION. 

Lines  and  Accessories. 

Cross  Arms.  —  In  the  selection  of  wood  for  cross  arms  for 
distribution  work  the  physical  characteristics  of  the  wood 
must  be  carefully  considered.  Longleaf  Southern  pine  and 
Douglas  fir  are  the  best  woods,  because  of  their  straight  grain, 
high  tensile  strength  and  durability.  The  chief  cause  of 
deterioration  in  cross  arms  is  the  alternate  "action  of  the  sun 
and  rain,  which  tends  to  open  up  cracks  on  the  upper  side, 
allowing  water  to  soak  into  the  wood  and  creating  conditions 
which  are  favorable  to  processes  of  decay.  It  is  therefore 
important  that  the  top  surface  of  the  cross  arms  be  rounded 
off  so  that  the  water  will  run  off  easily. 

The  timber  should  be  thoroughly  air-dried  or  kiln-dried 
before  it  is  worked  up  as  the  shrinkage  of  pin  holes  in  arms 
made  when  the  wood  is  green  is  sufficient  to  seriously  inter- 
•  fere  with  the  fitting  of  the  arm  with  pins. 

There  should  not  be  over  15  per  cent  of  sapwood  in  pine  or 
fir  arms  and  this  should  be  on  the  side  or  top.  The  grain 
should  be  straight  and  there  should  be  no  knots  of  such  size  as 
to  weaken  the  arm.  This  requires  that  there  be  no  knots  over 
I  inch  in  diameter  in  the  standard  arm.  There  should  be  no 
checks  over  3  inches  long,  no  loose  hearts,  and  no  worm-eaten  or 
otherwise  unsound  portions  of  the  cross  arm.  These  require- 
ments are  essential  to  the  safety  of  men  working  on  the  line, 
as  well  as  to  the  security  of  the  service  rendered. 

The  cross-section  should  be  of  such  shape  and  area  that  the 
arm  will  bear  the  weight  of  a  lineman,  in  addition  to  that  of 
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the  wires,  without  danger  of  breaking.  This  demands  a  good 
factor  of  safety  to  provide  for  proper  strength  after  the  arm 
has  become  weakened  by  partial  decay.  Experience  indicates 
that  a  cross-section  3I  inches  wide  by  4I  inches  high  is  ample 
for  the  average  requirements  of  distributing  lines. 

The  appearance  of  a  distributing  line  is  best  if  a  uniform 
length  of  cross  arm  is  used.  In  suburban  districts  main  lines 
are  commonly  of  six-pin  arms  with  four-pin  arms  on  the  dis- 
tributing lines.  I 

In  city  work  where  both  light  and  power  secondaries  must 
be  carried  on  the  same  arm,  it  is  usually  found  necessary  to 
use  six-pin  arms  for  distributing  lines  with  eight-pin  arms  on 
lines  carrying  many  wires. 

Where  lines  are  occupied  jointly  with  other  companies  it  is 
desirable  that  arms  of  approximately  equal  length  be  used  by 
each  company. 

The  spacing  of  pins  should  be  suited  to  the  voltage  of  dis- 
tribution, should  provide  a  safe  working  space  for  linemen 
and  should  take  into  account  the  normal  sag  of  the  wires. 
Under  the  usual  working  conditions  of  distributing  lines  it 
is  not  safe  to  attempt  to  use  spacings  for  primary  wires  less 
than  12  inches;  14  to  15  inches  between  centers  is  preferable. 
In  general,  the  wider  spacings  are  common  on  four-pin  arms 
and  the  narrower  on  eight-pin.  The  spacing  of  pins  next 
to  the  pole  must  be  such  that  sufficient  room  is  left  for  line- 
men to  get  up  through  the  lower  wires  safely  to  work  on  the 
upper  arms,  at  least  24  inches  being  required  between  pole  pins 
and  30  inches  being  preferable.  The  dimensions  and  spacings 
of  standard  cross  arms  are  shown  in  Fig.  117. 

The  dimensions  shown  are  those  recommended  by  the 
National  Electric  Light  Association.  They  are  representative 
of  average  practice,  minor  variations  being  found  in  various 
parts  of  the  country. 

In  the  attachment  of  cross  arms,  the  arm  should  be  placed 
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on  the  side  of  the  pole  away  from  the  heaviest  strain.  In  a 
straight  Hne,  the  arms  should  be  put  face  to  face  and  back  to 
back  in  alternate  spans.  The  face  of  the  pole  is  the  side  on 
which  the  arm  is  mounted. 


I-    10" 'H     19^ 
h; r—r— 5-7- 


Fig.  117.     Dimensions  of  Cross  Arms. 

Side  Arms.  —  In  cities  where  the  system  of  alleys  is  used 
wherever  possible  for  distributing  hues,  the  narrowness  of  the 
roadway  is  such  that  the  poles  must  be  set  close  to  the  property 
lines,  and  the  presence  of  buildings  makes  it  necessary  to 
keep  the  cross  arms  from  overhanging  the  property.  This 
necessitates  the  use  of  side  arms,  or  alley  arms,  as  they  are 
commonly  known,  as  shown  in  Fig.  118.  The  unbalanced 
weight  on  the  pole  caused  by  such  construction  is  not  serious 
and  is  readily  compensated  for  by  setting  the  pole  with  a 
slight  rake  toward  the  property  line.  The  weight  of  the 
equipment  when  attached  brings  the  pole  up  straight,  on 
ordinary  distributing  lines. 

Double  Arming.  —  At  corners,  teiminals  and  other  points 
where  there  is  an  unusual  strain,  the  poles  should  be  fitted 
with  a  double  arm  equipment  so  that  the  strain  will  be  carried 
by  more  than  one  support. 
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The  arms  should  be  bolted  together  at  the  ends  mth 
suitable  spreaders  to  fill  in  the  space  between  them  and  make 
a  solid  structure.  This  may  be  done  by  the  use  of  a  block  of 
wood  or  by  spreader  bolts  having  nuts  which  clamp  the  arms 
on  both  sides,  as  shown  in  Fig.  119.  It  is  usual  to  use  |-inch 
bolts  with  either  type  of  spreader,  to  bind  the  arms  together. 
Suitable  washers  should  be  used  to  give  proper  bearing  surface 
between  nuts  and  wood. 


ro~ 


HI 


in 


ZoD 


DouBuc  Cross   Arm. 


-5 — ^ — cT 


DouBue  Ai-i-ev  Arm 


Fig.  119. 


The  double  arm  bolt  may  be  provided  with  an  eyelet  as 
shown  in  Fig.  119  instead  of  one  of  the  nuts.  This  ma,kes  a 
convenient  point  of  attachment  for  an  arm  guy  cable  on  ter- 
minal poles  with  side  arms. 

An  eyebolt  is  required  for  this  purpose  where  a  single  arm 

is  guyed. 

Washers  of  square  plate  ^^  inch  thick  and  2  by  2  inches 
are  used  on  cross  arm  bolts.  Circular  washers  if  inches  in 
diam.eter  are  used  with  carriage  bolts  on  braces. 

It  is  desirable  for  clearance,  in  case  there  are  more  than  two 
cross  arms  on  the  poles,  to  double  arm  the  first  pole  away  from 
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the  comer  in  each  direction  and  support  the  strain  by  means  of 
head  guys  as  shown  in  Fig.  120. 

Arm  Bolts.  —  Arms  may  be  fastened  to  the  pole  by  bolts  or 
lag  screws.  The  use  of  bolts  is  preferable,  as  the  fastening 
of  the  arm  becomes  insecure  in  the  course  of  time,  due  to  decay 
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Fig.  120.    Double  Cross  Arms  at  Comeis. 

of  the  pole  around  the  threads  of  the  lag  screw.  The  bolt  is 
fitted  with  a  nut  and  washer  on  both  ends,  to  give  a  firm  and 
durable  seat  for  the  nut.  The  bolt  should  be  f  inch  in  diam- 
eter and  from  12  to  16  inches  long,  depending  upon  the  diam- 
eter of  the  pole. 


Arm  Braces.  —  In  order  to  hold  the  cross  arm  firmly  in 
a  horizontal  position,  braces  must  be  provided.     These  are 
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usually  of  strap  iron  about  j  inch  by  i  inch  by  26  inches  to 
30  inches  long.  The  brace  is  placed  at  an  angle  of  about  45 
degrees  with  the  pole  and  is  attached  by  means  of  lag  screws 
to  the  pole  and  by  stove  bolts  through  the  cross  arms. 

Side  arms  must  be  supported  at  a  point  farther  out  from 
the  pole  than  center  arms  and  it  is  therefore  usual  to  use  a 
brace  of  angle  iron  such  as  that  shown  in  Fig.  121.  This  is 
rigid  enough  to  bear  the  weight  of  a  lineman  on  the  step 


u-&'i.  ^<5v. 


while  working  on  wires  at  the  outer  end  of  the  arm.  This 
brace  is  used  only  on  the  lower  arm  where  there  are  several 
arms  on  a  pole. 

The  upper  arms  must  be  supported  by  braces  of  i  inch 
by  I  inch  by  26  inches  strap  iron  run  vertically  from  the 
outer  end  of  the  angle  iron  brace.     ' 


Pins.  —  Pins  of  wood  are  preferred  for  distribution  work 
on  accoimt  of  their  low  cost  and  insulating  qualities.    Locust, 
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elm,  oak  and  other  woods  are  common,  but  locust  is  superior  to 
all  in  strength  and  durability.  Tests  made  on  pins  of  the 
sizes  shown  in  Fig.  95  gave  an  ultimate  breaking  strength  of 
about  1 200  pounds  for  oak,  1400  pounds  for  elm  and  1600  pounds 
for  locust.  These  figures  represent  the  pull  in  pounds  applied 
on  a  deep-groove  double-petticoat  insulator  mounted  in  its 
normal  position  on  the  pin,  and  therefore  indicate  the  break- 
ing strength  of  the  pin  under  working  conditions.  A  factor  of 
safety  of  4  to  6  is  advisable,  and  care  must  be  used  in  selecting 
pins  free  from  knots  and  dry  rot  and  having  straight  grain. 

Where  wires  of  No.  2  and  smaller  are  dead-ended,  or  carried 
around  a  comer  it  is  customary  to  distribute  the  strain  between 
two  pins  by  using  double-arm  construction.  With  heavier 
cables  it  is  not  desirable  to  attempt  to  support  the  strain  by  a 
pin,  but  it  is  usual  in  such  cases  to  insert  a  strain  insulator  in 
the  Une  near  the  pole  and  take  the  strain  more  directly  on 
the  guy  cable. 

Pins  should  be  coated  with  white  lead  before  being  put  into 
the  pin  holes  and  should  then  be  secured  by  a  sixpenny  gal- 
vanized nail.  It  is  usually  better  economy  to  nil  all  pin  holes 
with  pins  in  the  shop  before  the  arms  are  sent  out  for  use. 
Iron  pins  are  commonly  used  for  transmission  lines  where  the 
size  of  the  insulator  necessitates  a  pin  so  long  that  wooden 
pins  of  the  ordinary  type  are  not  adequate. 

The  cemented  type  of  pin  is  made  in  two  forms,  solid  and 
with  detachable  thimble.  The  solid  type  must  be  cemented 
to  the  insulator  before  it  is  moimted  on  the  arm,  and  after 
delivery  in  the  field.  The  difficulties  of  handling  such  work 
properly  in  the  field  led  to  the  development  of  the  detachable 
thimble.  This  may  be  cemented  in  the  insulator  at  the  factory 
and  screwed  to  the  iron  pin  on  the  cross  arm,  thus  mounting  the 
insulator  as  readily  as  it  is  done  with  wood  pins.  This  type 
of  pin  also  greatly  facilitates  the  replacement  of  defective 
insulators. 
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Iron  pins  are  secured  to  the  cross  arm  by  nuts  and  washers 
on  the  under  side  of  the  arm,  as  shown  in  Fig.  122.  There 
are  also  certain  types  which  are  made  in  the  form  of  a  clamp 
bolted  around  the  arm,  and  not  passing  through  it. 


Fig.  122.     Iron  Pins. 

Iron  pins  are  used  quite  generally  for  the  voltages  above 
10,000,  up  to  about  40,000  volts,  above  which  the  suspension 
type  of  insulator  is  generally  considered  preferable. 

The  insulator  is  secured  to  an  iron  pin  by  threads  as  with 
the  wood  pin,  or  by  cementing.  In  the  threaded  type,  provi- 
sion must  be  made  for  expansion  to  guard  against  cracking  the 
insulator.  This  is  done  in  various  ways.  In  the  smaller  sizes, 
a  threaded  wood  thimble  is  mounted  on  the  iron  rod  which 
forms  the  shank  of  the  pin.  In  other  forms,  the  threaded  por- 
tion is  slotted  and  a  piece  of  felt  serves  as  a  cushion  in  the 
slot.  The  threads  are  made  in  the  form  of  a  spiral  spring  in 
another  type.  This  has  sufficient  flexibility  to  take  up  the 
strains  of  contraction  and  expansion. 
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Insulators.  —  The  most  common  type  of  insulator  in  dis- 
tribution practice  is  that  known  as  the  deep-groove  double- 
petticoat  insulator  of  glass  or  porcelain    shown  in  Fig.  123. 

The  dimensions  of  this  insulator 
are  sufficient  to  carry  circuits 
operating  at  potentials  up  to 
5000  volts  safely  with  standard 
wooden  pins.  The  groove  is  am- 
ple for  any  size  of  weatherproof 
wire  up  to  0000.  The  line  wire 
is  secured  to  the  insulator  by  a 
tie  wire  laid  in  the  groove  and 
twisted  around  the  line  wire 
several  times  at  each  side  of 
the  insulator.  The  point  of 
support  is  relatively  low  and  the 
side  strain  on  the  pin  is  there- 
fore reduced  to  a  minimum. 
The  double  petticoat  is  aniple  protection  from  leakage  of 
electricity  during  stormy  weather. 

The  glass  insulator  is  most  commonly  used  for  distribution 
purposes  at  voltages  under  5000.  In  some  cases  porcelain  in- 
sulators are  used  for  primary  wires  with  glass  for  secondary 
mains.  Others  have  adopted  porcelain  insulators  having  dif- 
ferent colored  glazing  as  a  means  of  readilx'"  identifying  circuits 
of  different  classes.  This  is  said  to  be  found  effective  as  a 
safety  precaution  where  series  lighting  circuits,  power  cir- 
cuits and  general  lighting  circuits  are  carried  on  the  same  poles. 


Fig.  123.     2300- volt  Insulator. 


Manufacture.  —  The  manufacture  of  porcelain  insulators 
is  carried  by  tv.-o  processes  known  as  the  wet  and  the  dry. 
The  methods  vary  also  in  accordance  with  the  character  of  the 
clays  which  are  used  and  each  manufacturer  must  adapt  his 
processes  to  the  clays  which  are  best  suited  to  the  majority 
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of  his  product.  Clays  from  different  sources  vary  in  their 
electrical,  mechanical  and  chemical  characteristics  and  it  is 
often  necessary  to  use  mixtures  in  order  to  secure  the  best 
product. 

The  mixture  must  be  thoroughly  made  in  order  to  produce 
a  uniform  quaUty  of  porcelain. 

In  making  porcelain  by  the  wet  process,  the  clay  is  brought 
to  a  state  of  wetness  strfficient  to  make  it  plastic.  It  is  worked 
into  a  mold,  which  forms  the  outer  shape  of  the  piece  while 
a  central  plunger  forms  the  inner  side.  The  plunger  or  mold 
is  rotated  to  secure  a  symmetrical  piece.  After  being  formed, 
the  piece  is  set  aside  to  dry  until  it  is  strong  enough  to  be 
removed  from  the  mold  -without  danger  of  distortion.  It  is 
then  left  until  quite  thoroughly  dried,  when  it  is  put  into  a 
lathe  and  smoothed  up  ready  for  firing  and  glazing.  The 
parts  which  are  to  be  cemented  are  turned  sufiEiciently  to  in- 
sure an  accurate  fit. 

By  the  dry  process,  the  clay  is  used  in  the  form  of  a  damp- 
ened powder  made  by  pulverizing  the  dried  mass  of  clay  left 
after  the  mixing  process.  This  pulverized  clay  is  pressed  into 
steel  molds  under  heavy  pressure.  The  molded  piece  is  set 
aside  to  be  thoroughly  dried  before  firing  and  glazing.  The 
steel  molds  are  so  accurately  made  that  little  finishing  work 
is  needed  before  the  glaze  is  applied. 

The  glazing  is  applied  by  dipping  the  molded  piece  of 
clay  into  a  solution  which  covers  all  parts  of  the  clay  which 
are  to  be  glazed.  The  clay  is  then  fired  at  a  carefully  regu- 
lated heat  for  about  4.8  hours  after  which  it  is  allowed  to 
slowly  cool  before  the  kiln  is  opened  for  the  removal  of  the 
porcelain. 

Wet  process  porcelain  is  used  for  high  tension  insulators 
because  of  its  mechanical  and  electrical  strength,  while  the 
dry  process  is  preferred  for  the  complicated  shapes  used  in 
many  ways  at  lower  voltages. 
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Insulators  for  voltages  of  over  20,000  are  made  in  two  or 
more  pieces,  as  shown  in  Figs.  124  to  126,  which  illustrate 
common  designs  for  use  at  20,000,  33,000  and  44,000  volts, 
respectively. 
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Fig.  124.     20,000-volt.       Fig.  125.     33,000-volt.      Fig.  126.     44,000-volt. 

Each  petticoat  of  such  insulators  is  formed  and  fired  sepa- 
rately in  order  to  insure  greater  dielectric  strength  and  avoid 
the  checking  which  takes  place  in  thick  pieces  of  porcelain 
during  the  firing  process. 

These  pieces  are  then  assembled  by  the  use  of  a  suitable 
cement.  Pure  Portland  cement  is  quite  commonly  used  and 
is  in  most  respects  the  best.  Sulphur  is  strong  and  a  good 
insulator  but  in  case  of  heat  from  an  arc,  easily  melts  and 
mechanical  failure  results.  Condensite,  a  substance  derived  by 
chemical  process,  is  excellent  for  the  purpose,  from  the  stand- 
point of  electrical  and  mechanical  strength,  but  is  rather  ex- 
pensive. 

It  is  important  that  the  design  of  an  insulator  take  into 
account  both  electrical  and  mechanical  stresses.  The  shape 
of  the  petticoats  must  be  such  as  to  permit  a  discharge  to 
flash  over  before  it  will  puncture,  if  the  number  of  insulator 
failures  is  to  be  kept  at  a  minimum.  It  is  usual  to  make  the 
proportions  such  that  the  puncture  strength  is  about  1.3  to  1.5 
times  the  flash-over  voltage. 

Mechanically  the  insulator  must  be  able  to  support  the  ten- 
sion and  weight  of  the  line  without  crumbling  and  with  suffi- 
cient factor  of  safety  to  prevent  early  failures.    These  features 
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of  design  are  largely  matters  of  experiment  and  practical  oper- 
ating experience. 

Such  problems  are  more  apt  to  be  troublesome  with  tower 
lines  having  long  spans  and  heavy  conductors,  than  with 
standard  lines  on  highways. 

Wire.  —  The  wire  used  for  overhead  distribution  work  in 
cities  should  be  of  annealed  copper  and  covered  with  three 
fibrous  braids  impregnated  with  weatherproof  compounds. 

The  size  of  wires  is  in  general  determined  by  the  condi- 
tions of  load,  distance,  etc.,  but  in  overhead  work  the  mechan- 
ical strength  must  be  adequate  and  it  is  therefore  not  safe  to 
use  wire  smaller  than  No.  6  for  primary  lines.  It  is  also  com- 
mon practice  to  extend  this  rule  to  low-tension  lines,  though 
No.  8  is  sometimes  used  for  short  secondary  lines.  No.  8  and 
No.  10  are  used  for  service  drops  to  small  consumers  quite 
generally. 

Wire  Stringing.  —  In  erecting  wire  it  is  usual  to  string  the 
conductors  by  a  rope  and  a  team  of  horses  over  the  cross  arms 
for  a  distance  of  several  spans  of  line.  When  in  place  one 
end  is  secured  and  tension  applied  to  the  wires  separately  by 
the  use  of  block  and  tackle.  When  the  tension  has  been  cor- 
rectly adjusted,  linemen  stationed  at  several  points  apply  the  tie 
wires,  thus  securing  the  line  to  the  insulators.  The  remaining 
wires  are  similarly  drawn  up,  care  being  taken  to  get  the  tension 
on  aU  wires  about  the  same.  The  tension  varies  with  the  size 
of  the  wire  and  with  the  deflection  which  is  considered  per- 
missible. It  should  be  made  sufficient  to  prevent  too  much 
sag  in  the  spans  and  yet  must  not  be  so  great  as  to  unduly  strain 
the  wire  and  the  guying  equipment  which  supports  it. 

Tie  Wires.  —  Line  wires  are  secured  to  the  insulator  by 
means  of  tie  wires  or  with  heavy  lines  and  long  spans  by  means 
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of  clamps.  Tie  wires  are  used  almost  exclusively  with  dis- 
tributing circuits  as  they  are  suflScient  to  withstand  the  usual 
loads  found  in  such  work.  With  weatherproof  or  other  in- 
sulated wire,  the  tie  wires  should  be  insulated  in  order  to  pre- 
vent cutting  through  the  line  wire  insulation.  Annealed  wire 
should  be  used  to  insure  a  tight  wrap  and  the  size  used  for 
various  sizes  of  line  wire  should  be  as  follows: 

No.  6  tie  wire  for  No.  6  or  No.  4  line  wire. 
No.  4  tie  wire  for  No.  2  or  No.  i  line  wire. 
No.  2  tie  wire  for  No.  o  or  No.  4-0  line  wire. 

In  straight  runs  the  ties  on  the  pole  pins  should  be  applied 
so  that  the  wires  will  be  on  the  side  of  insulator  away  from 
the  pole.  On  the  other  pins,  the  wire  should  be  on  the  side 
nearest  the  pole.    At  comers  and  bends  all  wires  should  be 


Fig.  127.    Ties. 

behind  the  insulator,  that  is,  on  the  side  opposite  the  direc- 
tion of  pull.  The  common  method  of  applying  tie  wires  to 
insulators  having  side  grooves  is  illustrated  in  Fig.  127 (.4). 
For  the  larger  sizes  of  conductors,  where  the  groove  is  on  top 
of  the  insulator,  the  tie  shown  in  Fig.  127(5)  is  commonly 
used. 

For  heavy  transmission  lines  with  long  spans  it  is  often 
considered  preferable  to  attach  the  line  wire  to  the  top  of  the 
insulator  by  the  use  of  a  clamp  such  as  that  shown  in  Fig.  128. 
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This  device  is  also  useful  at  the  ends  of  long  spans  or  at  other 
points  of  extra  strain. 

Joints  and  Taps.  —  Joints  in  line  conductors  should  be 
carefully  made  to  support  the  tension  of  the  line  and  to  give 
good  electrical  conductivity.  They  must  be  soldered  to  pre- 
serve their  conductivity  and  should  be 
taped  to  an  amount  equivalent  to  the  in- 
sulation of  the  wire  to  protect  hnemen. 

Taps  must  be  treated  in  a  similar 
manner. 

With  stranded  cables  a  neatly  inter- 
woven joint  is  essential  to  carry  the  ^^j     "Z 
load. 

Where  possible,  joints  should  be  made  at  points  where  the 
tension  is  a  minimimi. 

Calculation  of  Tension  and  Sag.  —  The  theoretical  curve 
formed  by  a  wire  supported  under  tension  as  in  pole  work  is 
known  as  a  catenary.  The  equation  of  this  curve  is  based  on 
the  assumption  that  the  wire  is  inextensible  and  perfectly 
flexible.  This  is,  of  course,  not  strictly  true  of  insulated  copper 
wire,  and  it  is  therefore  found  suflBciently  accurate  for  all 
practical  purposes  to  use  the  approximate  formula  by  Rankine 
and  others  as  follows: 

8S   ' 

in  which  T  is  the  wire  tension  in  pounds,  L  is  the  length  of 
the  span  in  feet,  w  is  the  weight  of  one  foot  of  conductor  and 
insulation,  and  S  is  the  sag  or  deflection  in  feet. 

To  illustrate,  assume  a  No.  6  weatherproof  wire  carried  on 
poles  100  feet  apart,  with  a  sag  of  i  foot;  what  is  the  tension 
on  the  wire?    The  weight  of  one  foot  of  No.  6  wire  being 
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about  O.I  1 2  pound,  T  = =  140  pounds. 

0  X  I 

If  the  spans  were  141  feet,  the  strain  would  be  doubled,  and  at 

200  feet  they  would  -have  to  be  quadrupled  in  order  to  keep 

the  sag  at  one  foot.     If  the  tension  is  the  same  on  several  spans 

of  different  lengths,  the  deflection  will  be  different  in  each  span. 

In  practical  work  this  is  usually  the  case,  as  the  tension  is 

usually  the  same  throughout  any  section  of  line  unless  special 

provisions  are  made  for  gupng  certain  spans  of  unusual 

length  so  as  to  increase  the  tension. 

With  a  deflection  of  one  foot  in  a  100-foot  span  and  a 
spacing  of  14  inches  between  wires,  there  is  very  little  danger 
of  wires  swinging  together  in  a  high  wind.  With  a  sag  of 
more  than  two  feet  in  a  141-foot  span,  however,  there  is  great 
danger  as  the  wires  are  slack  enough  to  allow  them  to  swing 
out  of  synchronism  in  a  gusty  wind. 

The  sag  of  any  span  when  the  tension  is  known  is  found  by 
interchanging  T  and  S  in  the  foregoing  formula  so  that  it 

reads  5  =  .     In  the  case  of  a  0000  wire  in  a  141-foot 

0  1 

span  under  1025  pounds  tension, 

5  =  HiAiilAA^  ^  ,  feet. 
8  X  1025 

The  maximum  tension  in  a  line  is  limited  by  the  strength  of 
the  wire  and  its  supports.  The  ultimate  breaking  strength 
of  annealed  copper  wire  is  about  34,000  pounds  per  square 
inch,  but  the  working  strain  should  not  be  over  one-quarter 
of  this.  If  pulled  up  too  tight  the  wire  stretches,  increasing 
the  sag  and  diminishing  its  cross-section. 

For  No.  6  wire,  which  has  an  area  of  .0206  square  inch,  the 
ultimate  breaking  strength  is  about  700  pounds.  The  safe 
working  strain  is  therefore  about  175  pounds,  which  gives  a 
14-inch  sag  in  a  125-foot  span.    The  safe  working  strength  of 
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oooo  wire,  which  has  an  area  of  .1662  square  inch,  is  foxmd  in  a 
similar  way  to  be  1400  pounds,  which  gives  about  15  inches 
sag  in  a  125-foot  span. 

With  hard-drawn  wire  the  ultimate  tensile  strength  is 
about  60,000  pounds.  Such  wire  is  left  in  the  hardened 
condition  in  which  it  comes  from  the  wire-drawing  dies, 
which  gives  it  greater  strength  and  stiffness.  The  wire,  how- 
ever, must  not  be  scratched  or  kinked  in  handling,  as  any 
injury  to  the  surface  reduces  the  strength  of  the  wire  at  that 
point  to  the  strength  of  armealed  wire.  The  same  is,  of 
course,  true  if  it  is  heated  for  soldering.  Hard-drawn  wire  is 
therefore  not  adapted  to  general  distribution  work  where  taps 
must  be  made  with  soldered  connections  at  frequent  intervals. 
For  transmission  lines  and  series  arc  circuits  it  has  advan- 
tages which  are  generally  recognized  and  made  use  of. 

The  sag  and  tension  of  weatherproof  and  bare,  hard-drawn 
wire  may  be  readily  determined  from  the  figures  in  the 
following  table  for  various  sizes  of  wire. 


ANNEALED  WEATHERPROOF  WIRE,  loo-FOOT  SPAN. 


B.  &  S.  G. 


r  at  I  ft.  sag 

5  at  100  lbs.  tension. 
Weight  wire  per  ft. . . 
Breaking  stress 


10 

8 

6 

4 
204 

2 
,318 

I 
,390 

0 

486 

2/0 
607 

3/0 
767 

62 

Q2 

140 

.62 

.Q2 

1.40 

2.04 

3.18 

.^■9 

4.86 

6.07 

7.67 

.■^o 

74 

112 

163 

2H 

312 

388 

486 

614 

283 

440 

700 

1 1 14 

1772 

2234 

2818 

3SS3 

4480 

4/0 

942 
9.42 

754 
5650 


HARD-DRAWN  BARE  WIRE,  loo-FOOT  SPAN. 


Tat  I  ft.  sag 

5  at  100  lbs.  tension. 
Weight  wire  per  ft.  . 
Breaking  stress 


39-3 

■393 

31-4 

500 


62 

99 

I.';? 

161 

202 

400 

SOS 

636 

.62 

.99 

I-S7 

1. 61 

2.02 

4.0 

S-OS 

0.36 

so 

79 -.S 

126 

201 

2.')3 

320 

403 

5°8 

778 

1237 

1967 

3127 

3943 

4973 

6271 

7907 

800 
.80 

640 

9971 


The  tension  at  any  other  sag,  or  the  sag  at  any  other  ten- 
sion, or  the  sag  or  tension  in  any  other  length  of  span,  may  be 
readily  found  from  the  above  table  as  follows: 
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T    . 

The  tension  at  any  other   sag  is  T'  =  —,  in  which  S  is 

the  sag  in  feet  at  which  the  tension  is  desired  and  T  is  the 
value  in  the  above  table  in  pounds. 

For  illustration,  what  is  the  tension  in  a  loo-foot  span  of 
No.  o  weatherproof  wire  at  a  deflection  of  2  feet? 

-r/      T     486  , 

T   =  —  =  - —  =  243  pounds, 
o        2 

S  X  100 
Similarly  the  sag  at  any  other  tension  is  5"  =  — — ,  in 

which  T  is  the  assumed  tension  and  S  is  the  value  of  sag  at 
100  pounds  in  the  above  table.  With  No.  o  weatherproof 
wire  the  sag  at  300  pounds  is 

^,  ^  SXioo  ^  4-86  X  100  ^  ^_^^  j^^^_ 


T  I  300 


!         ^_J 


With  spans  of  other  lengths  the  sag  or  tension  varies  in 
proportion  to  the  square  of  the  length  of  the  assumed  span. 

That  is,        S'  =  (—)^S  and  T'  =  (— V  T. 
\ioo/  \ioo/ 

With  No.  4/0  bare  wire  for  instance  the  tension  with  a 

(L'  \^ 
■ — )  T  = 

(-^ )   X  800  =  1800  pounds.    Or  if  the  tension  of  the  line 
\ioo/ 

were  100  lbs.  in  all  the  spans,  the  sag  in  a  150-foot  span  of 

bare  No.  4/0  wire  would  be  5'=  f— f  5  =  f^'  X  8  = 

\ioo/  \IOO/ 

18  feet. 

The  foregoing  table  may  be  used  in  the  solution  of  practical 
problems  as  follows: 

A  line  of  No.  2  weatherproof  wire  is  to  be  strung  on  poles 
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with  spans  of  no,  150  and  2CX5  feet  at  various  points.    What 
deflection  will  result  if  the  wire  is  pulled  up  to  a  tension  of 
3CX)  pounds  on  all  spans? 
The  sag  at  300  pounds  on  a  100-foot  span  is 

5'=  ^^^^^^^  =  1.06  feet. 
300 

On  no-foot  spans,  S'  =  i.i  X  i.i  X  1.06  =  1.28  feet. 
On  150-foot  spans,  S'  =  1.5  X  1.5  X  1.06  =  2.38  feet. 
On  200-foot  spans,  S'  =  2  X  2  X  1.06  =4.24  feet. 

If  4.24  feet  is  considered  more  deflection  than  is  safe  on 
the  200-foot  spans,  what  tension  must  be  used  to  reduce  this 
to  2.5  feet? 

T'  =  300  X  ^-*  =  510  pounds. 

2-5 

Expansion  and  Contraction.  —  The  changes  in  the  sag  of 
lines  due  to  the  expansion  and  contraction  of  the  wires  under 
varjdng  temperatures  are  of  much  importance  in  the  erection 
of  the  conductors.  Lines  erected  during  the  summer  months 
are  found  drawn  very  tight  during  the  winter  months,  while 
those  erected  during  winter  months  are  apt  to  be  too  slack 
during  the  summer.  Allowance  should  therefore  be  made 
for  the  temperature  at  the  time  the  work  is  done. 

The  length  of  the  wire  in  any  span  may  be  calculated  from 
the  approximate  formula 

in  which  L  is  the  length  of  span  in  feet  and  5  is  the  sag  in 
feet.     With  a  loo-foOt  span  of  i  foot  sag, 

L'  =  100  -| =  100.0266  feet. 

3  X  100 
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That  is,  the  wire  is  .0266  foot  or  .32  inch  longer  than  the  span. 
Likewise,  if  the  length  of  wire  is  known,  the  sag  is 


^^^,LiL'-L) 


8 

For  instance,  if  a  wire  should  slip  on  the  insulator  so  as  to 
add  .48  inch  or  .04  foot  to  the  length  of  wire  in  the  above 
span,  the  sag  would  be  increased  to 


/  "X    ""^    TOO 

5  =  y  "^ — T —  (100.0666  —  100)  =  1.88  feet,  or  19  inches. 

'        8 

The  same  condition  would  result  if  the  pole  were  pulled  over 
so  as  to  shorten  the  span  .48  inch. 

The  length  of  wire  in  a  span  varies  in  proportion  to  the 
coefficient  of  expansion  and  the  range  of  temperature.  W  = 
W {1  -{-at),  in  which  a  is  the  coefficient  of  expansion,  t  is  the 
range  of  temperature  in  degrees  Fahrenheit,  and  W  is  the 
length  of  wire  at  the  lower  temperature.  When  the  length 
of  wire  at  the  higher  temperature  is  known  and  the  contrac- 
tion is  to  be  computed  instead  of  the  expansion,  the  formula 

W  .         , . 

iiW  — ,  in  which  W  is  the  known  length  at  the  higher 

1  -{■  at 

temperature. 

The  coefficient  of  expansion  of  copper  wire  is  a  =  .000096 
per  degree  rise  Fahrenheit.  This  is  subject  to  some  variation 
under  the  conditions  of  practical  operation  due  to  stretching 
which  affect  the  accuracy  of  calculations  for  the  wider  ranges 
of  temperature.  These  are  not  capable  of  exact  determination 
in  a  form  which  is  applicable  to  general  distribution  work.  It 
is  therefore  found  most  practical  to  establish  sag  tables  based 
on  actual  experience.  The  following  table  has  been  adopted 
as  recommended  practice  by  the  National  Electric  Light 
Association. 
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SAG  IN  WIRE  ERECTED  AT  VARIOUS  TEMPERATURES,  INCHES 
Temperature,  degrees  Fahreniieit. 


.  Length  of 
span. 

20° 

30° 

40° 

50° 

60" 

70° 

80° 

100° 

Ft. 

60 

4 

S 

s 

6 

6 

7 

8 

9 

80 

7 

9 

10 

II 

12 

13 

14 

IS 

90 

10 

12 

13 

14 

IS 

16 

17 

19 

100 

14 

IS 

16 

18 

19 

20 

21 

23 

1 10 

18 

19 

21 

22 

23 

24 

2S 

27 

120 

22 

24 

25 

26 

27 

28 

3° 

32 

130 

27 

29 

30 

31 

32 

33 

3S 

37 

These  figures  are  based  on  the  supposition  of  structures 
which  have  some  elasticity  at  the  extremes  of  temperature 
and  with  a  factor  of  safety  of  about  2  at  the  lower  tempera- 
tures. This  may  be  lowered  somewhat  by  strains  at  tem- 
peratures lower  than  0°  F.,  but  experience  has  shown  that 
distribution  Unes  erected  on  the  basis  of  the  above  table  are 
not  subject  to  excessive  breakage  during  severe  cold  weather. 

In  long  spans  which  are  occasionally  necessary  in  crossing 
a  stream  or  other  obstruction,  it  is  sometimes  desirable  to 
make  calculations  to  get  approximately  the  difference  be- 
tween the  sag  during  the  winter  and  the  summer  months. 

For  example,  in  a  hne  crossing  a  stream  with  a  distance  of 
300  feet  between  supports,  the  sag  was  5  feet  at  temperature 
of  25°  F.     What  will  be  the  sag  at  95°  F.? 

The  length  of  wire  in  the  300-foot  span  at  a  sag  of  5  feet 

•       T'  I     8X5X5  (      . 

IS  L   =  soo  H =  S00.222  feet. 

^  3  X  300 

At  a  temperature  of  95°  F.  the  rise  in  temperature  is  <  = 
70  degrees,  and  the  length  of  wire  becomes  L'  =  300.222 
(i  -f-  .000096  X  70)  =  302.239  feet. 

The  increase  in  length  is  2.017  feet  and  the  sag,  assuming 
no  change  in  the  position  of  supports,  would  be 

■5  =  0  X  300  (302.239.^^00)  ^  ^^  g  ^^^^ 
'  8 
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Thus  the  sag  would  be  about  lo  feet  greater  on  this  span  in 
hot  weather  than  during  the  winter  months  if  there  were  no 
elasticity  in  the  supports.  In  practice,  however,  the  dififer- 
ence  would  not  be  over  6  or  7  feet. 

Clearance  from  Trees.  —  Where  primary  lines  must  be 
carried  through  trees,  care  must  be  taken  to  provide  clear- 
ance from  limbs  as  fully  as  possible.  If  the  necessary  per- 
mission can  be  gotten  for  judicious  trimming  it  should  be 
done.  When  the  trees  are  very  large  it  is  usually  preferable 
to  carry  the  wires  through  the  larger  limbs  below  the  main 
body  of  leaves.  In  this  case  insulators  may  be  attached  to 
the  limbs  or  an  abrasion  molding  to  the  wires  to  prevent 
wearing  of  the  wire  and  burning  of  the  limbs.  Where  trim- 
ming is  not  permissible  to  a  sufficient  extent  to  be  effective, 
it  is  desirable  to  use  tree  wire  having  about  /^^-inch  rubber 
insulation  covered  with  a  layer  of  steel  tape. 

Arrangement  of  Wires.  —  The  position  of  wires  on  the 
cross  arms  should  be  assigned  according  to  a  systematic  plan. 
Circuits  should  be  kept  on  the  same  side  of  the  pole  and  in 
the  same  pin  spaces  throughout  their  course,  to  facilitate  lo- 
cation of  trouble  and  to  eliminate  the  possibility  of  accidents 
to  workmen  or  property  due  to  misunderstandings.  In  gen- 
eral, through  lines  and  the  highest  voltages  should  be  carried  on 
the  upper  arms.  Distributing  mains  and  arc  circuits  supply- 
ing lamps  in  the  vicinity  should  be  carried  near  the  bottom  of 
the  line.  Secondaries  should  be  carried  on  the  lowest  arm 
to  facilitate  service  work. 

The  lowest  voltages  should  be  carried  on  the  pole  pins. 
Where  side  arms  are  used  the  primary  wires  should  be  carried 
at  the  outer  end  of  the  arm.  The  wires  of  a  given  circuit 
should  be  carried  on  adjacent  pins  and  the  neutral  of  low- 
tension  or  secondary  wires  should  be  carried  in  the  middle. 
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On  four-wire  three-phase  Knes  the  neutral  should  be  carried 
at  one  side  of  the  phase  wires  and,  except  on  side  arms,  on  one 
of  the  pole  pins.  With  side  arms  it  should  be  carried  on  the 
side  of  the  circuit  nearest  the  pole.  In  carrying  connections 
across  the  pole  for  transformers  or  services,  one  side  of  the  pole 
should  be  left  free  for  climbing. 

Joint  Occupancy.  —  The  use  of  a  joint  line  of  poles  is  pref- 
erable to  separate  lines  on  thoroughfares  where  there  are  many 
service  drops.  With  lines  on  opposite  sides  of  the  street,  the 
service  drops  of  the  lighting  company  must  pass  under  or 
through  the  lines  of  the  signaling  company  on  the  other  side 
and  vice  versa.  This  introduces  many  dangerous  situations 
which  are  eliminated  when  all  drops  are  taken  from  one  set 
of  poles. 

It  is  usually  very  undesirable  to  erect  a  separate  line  on  the 
same  side  of  the  street  with  an  existing  line. 

With  alley  lines  the  use  of  joint  poles  is  the  safest  method 
unless  the  lighting  line  is  carried  high  enough  to  permit  all 
service  wires  to  be  carried  above  the  signaling  line.  This 
involves  extra  expense  and  is  objectionable  on  that  account. 

Where  poles  are  occupied  jointly  by  electric  light  and  tele- 
phone or  telegraph  companies,  the  lighting  wires  should  always 
occupy  the  upper  part  of  the  pole,  as  the  signaling  wires  are 
more  Ukely  to  break  than  the  lighting  lines. 

A  clearance  of  about  4  feet  should  be  maintained  between 
the  lower  lighting  wires  and  the  telephone  wires.  This  may 
be  reduced  to  3!  feet  between  the  bottom  of  a  transformer 
and  the  upper  signaling  wires.  These  clearances  are  necessary 
for  the  safety  of  Unemen  who  may  be  working  on  either  set 
of  wires. 

Transformer  Installation.  —  Transformers  are  commonly 
supported  on  cross  arms  by  iron  hangers  furnished  by  the 
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manufacturers.  A  tj'pical  installation  of  a  small  unit  is  shown 
in  Fig.  129.  This  class  of  construction  is  suitable  for  trans- 
formers of  capacities  up  to  5  kw. 

With  single  units  of  7^  to  15  kw.  it  is  usual  to  use  double 
arm    construction   for   the    arms   on   which   the   transformer 


Installation  of  Small  Transformer. 


hanger  irons  are  carried.  Units  of  20  to  50  kw.  are  usually 
supported  on  a  special  4  by  5  in.  arm  as  shown  in  Fig.  130, 
or  by  some  form  of  bracketed  platform  placed  below  the 
transformer  in  such  a  way  as  to  share  a  portion  of  the  weight. 
Single  units  should  always  be  hung  in  the  middle  of  the  cross 
arm  and  not  at  one  side.  Units  of  over  50  kw.  are  supported 
on  a  platform  almost  universally. 

Where  two  or  three  transformers  are  mounted  on  the  same 
pole,  they  must  be  so  disposed  as  to  give  access  to  primary 
cut-outs  with  as  httle  risk  as  possible  to  linemen,  and  this  is 
usually  best  accomphshed  by  hanging  the  transformers  on  one 
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side  of  the  pole  with  the  cut-outs,  and  the  Hghtning  arresters, 
if  any,  on  the  back  side  of  tlie  double  arm,  as  shown  in  Fig.  131. 
With  the  larger  sizes,  extra  heavy  bracing  is  desirable  to  take 
a  part  of  the  strain  on  the  arms  which  support  the  weight. 


Fig.  130. 


It  is  not  usual  to  support  more  than  about  three  30-kw. 
transformers  from  a  single  pole.  Two  or  more  poles  with  a 
platform  between  is  the  preferable  method  of  supporting  the 
larger  installations. 

Such  an  installation,  consisting  of  75  kw.  units,  is  illustrated 
in  Fig.  132.  The  poles  are  reinforced  at  the  butt  by  concrete 
to  increase  the  stability  against  side  strains.  The  weight 
is  carried  by  two  3  by  10  in.  timbers  bolted  to  the  poles,  on 
which  the  platform  is  laid.  The  primary  cut-outs  are  all 
accessible  from  one  side  of  the  structure. 
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In  large  three-phase  power  instaUations,  it  is  often  desir- 
able to  be  able  to  resume  service  with  a  minimum  delay  when 
one  unit  of  a  transformer  installation  fails.  Tliis  is  readily 
accomplished    by   providing   suitable   disconnectives  in   the 


Fig.  132.     Transformers  on  Platform. 

secondary  leads  by  which  any  defective  unit  can  be  quickly 
cut  out.  The  primary  may  be  disconnected  at  the  fuse  if 
there  be  such.  If  not,  a  disconnective  single  conductor  por- 
celain pothead  is  found  useful  for  the  purpose. 

Secondary  Grounds.  —  To  protect  hfe  and  property  in 
case  a  primary  wire  becomes  crossed  with  a  secondary  at 
any  point,   it    is  very    important    that    the    secondary    be 
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grounded.  This  should  be  done  by  connecting  to  water  pipes 
in  customers'  premises  wherever  these  are  accessible.  The 
connection  should  be  made  on  the  line  side  of  the  service  switch 
so  that  it  will  not  be  disconnected  at  any  time.  Where  the 
ground  must  be  made  outside  the  customer's  premises,  the 
most  practicable  method  is  to  drive  a  galvanized  iron  pipe 
into  the  ground  about  eight  feet,  at  the  base  of  a  pole  near  the 


Fig.  133.    Secondary  Grounding  Points. 

transformer.  If  there  are  more  than  three  spans  of  secondary 
main  one  ground  should  be  installed  for  every  300  feet  of 
secondary  line. 

The  points  to  be  grounded  in  various  kinds  of  secondary 
mains  are  indicated  in  Fig.  133. 

On  a  2  20- volt  single-phase  power  secondary  the  neutral 
point  of  the  transformer  winding  should  be  grounded.  With 
a  two-phase  four-wire  power  secondary,  the  mid  point  of  each 
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transformer  winding  should  be  grounded  unless  the  motor  wind- 
ings served  are  interconnected  so  as  to  prevent  it.  In  that 
event  the  neutral  of  one  transformer  should  be  grounded.  The 
same  procedure  should  be  followed  with  a  three-wire  two- 
phase  secondary. 

With  a  star-connected  200-volt  or 
400-volt  three-phase  secondary  the 
neutral  point  of  the  system  should 
be  grounded,  giving  115  or  230  volts 
to  ground  respectively  from  each 
phase  wire. 

With  a  delta-connected  2  20- volt 
system  the  ground  connection  should 
be  made  to  the  mid  point  of  the 
winding  of  one  transformer.  This 
gives  no  volts  to  ground  from  each 
of  the  phase  wires  next  to  the  ground 
wire  and  about  200  volts  from  the 
other  phase  to  ground.  There  is 
some  doubt  as  to  the  advisability 
of  grounding  a  secondary  when  the 
difference  of  potential  between  any 
wire  and  ground  will  be  higher  than 
250  volts,  owing  to  the  possibility 
that  shocks  from  such  a  system 
may  prove  fatal  under  certain  cir- 
cumstances. 

When  connection  is  made  to  '''§ 
ground  through  a  water  pipe  the 
wire  should  be  attached  by  means  of  a  copper  clamp  or  other 
connection  which  may  be  securely  attached  to  the  pipe  and 
wire. 

When  the  connection  is  made  to  a  pipe  at  the  pole,  the 
ground  wire  of  No.  4  or  No.  6  wire  is  preferably  brought  down 


134.     Ground  Wir 
Connector. 
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the  pole  in  a  half-round  wooden  moulding,  to  protect  the  line- 
men and  the  public  from  accidental  contact.  The  ground  wire 
may  be  soldered  to  the  pipe  about  a  foot  above  the  ground,  or 
may  be  attached  by  means  of  a  pipe  cap  as  shown  in  Fig.  103. 
This  cap  may  be  used  to  drive  the  ground  pipe  and  at  the  same 
time  produce  a  driven  contact  between  wire  and  pipe.  The 
pipe  is  usually  driven  down  near  to  the  ground  Une  with  this 
cap  in  order  to  minimize  the  amount  of  exposed  surface. 


Service  Connections.  —  Service  drops  should  be  tapped  near 
the  secondary  line  insulators  and  may  be  supported  by 
them  when  they  can  be  carried  at  such  an  angle  from  the 
pole  that  they  will  clear  properly.  Where  they  leave  the  pole 
at  approximately  right  angles  they  may  be  sup- 
ported from  iron  brackets  or  from  insulators 
on  a  buck  arm  provided  for  the  purpose.  If 
there  are  several  services  taken  from  the  same 
pole  the  use  of  a  buck  arm  is  the  best  method, 
as  services  can  be  taken  to  both  sides  of  the 
thoroughfare  in  any  desired  number  from  one 
buck  arm. 

Where  separate  power  and  light  services  are 
maintained,  the  use  of  a  six-pin  buck  arm  pro- 
vides facilities  for  both  classes  of  service.  The 
attachment  of  service  wires  to  buildings  is  one 
of  the  most  troublesome  details  of  distribution 
work  owing  to  the  varying  character  of  build- 
ings, lengths  of  drops  and  angle  of  approach. 
With  frame  buildings  wooden  brackets  and 
spikes  are  used  to  some  extent  for  wires  up  to 
No.  2  and  spans  up  to  60  or  75  feet.  With  brick  or  stone 
buildings,  however,  this  construction  is  not  reliable.  Where 
three-wire  service  is  required,  the  necessity  of  drilUng  bolt 
holes  for  each  wire  and  the  necessity  for  reliable  construction 


Fig-  I3S- 
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have  led  to  the  development  of  various  forms  of  iron  brackets 
which  are  supported  by  expansion  bolts  when  attached  to 
brick  or  stone  buildings. 

The  wrought  iron  t5^e  of  bracket,  one  form  of  which  is 
shown  in  Fig.  135,  is  supported  by  two  bolts  and  is  made  also 
for  support  in  a  horizontal  position.  This  bracket  is  used  for 
sizes  of  wire  up  to  No.  4  B.  &  S.  For  services  of  No.  2  to  4-0,  a 
more  rugged  malleable  iron  bracket  is  required.  A  vertically 
arranged  bracket  using  standard  wooden  pins  is  shown  in 
Fig.  136.  In  other  forms  the  pins  are  of  iron  and  integral 
with  the  bracket. 


Fig.  136. 

Where  the  appearance  of  service  wires  is  a  material  con- 
sideration, as  in  cases  where  lines  are  on  private  property  in 
fine  residence  districts,  the  use  of  a  multiple  conductor  cable 
for  the  service  drop  is  desirable.  This  is  also  done  in  some 
cases  where  lines  are  on  retail  business  streets.  This  usually 
consists  of  rubber  insulated  conductors  grouped  under  an 
enclosing  braid  of  weatherproofing.  Weatherproof  insulation 
is  used  on  the  neutral  of  three-wire  service  drops.  In  a  few 
cities  weatherproof  wire  has  been  used  on  all  conductors 
without   an  enclosing  braid.      The  methods   of   supporting 
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such  drops  are  not  standardized  to  any  considerable  extent 
because  of  their  Kmited  use.  The  multiple  conductor  cable 
is  usually  attached  to  an  insulator  which  is  supported  by  a 
strain  wire  attached  to  the  cross  arm,  or  building.  The  use 
of  multiple  conductor  rubber  insulated  cable  is 
more  expensive  than  open  wire  services  with 
weatherproof  insulation  and  its  use  is  therefore 
limited  to  locations  where  it  is  of  value  as  im- 
proving appearances. 

The  construction  of  secondary  mains  on  verti- 
cal brackets,  as  shown  in  Fig.  137,  has  also  been 
introduced  in  recent  years,  as  a  matter  of  im- 
proving appearances.  This  construction  is  well 
suited  to  residence  districts  with  detached  houses, 
where  not  more  than  two  or  three  drops  are 
taken  from  any  one  pole.  It  is  usual  to  place  a 
vertical  bracket  on  each  side  of  the  pole  where 
services  are  taken  off  on  both  sides  of  the  line. 
In  making  a  loop  on  series  arc  circuits  an  iron 
fixture  having  two  pins  and  so  arranged  that  it 
can  be  put  in  place  of  a  line  pin  and  known  as  a 
break  arm  is  used. 
Arc  lamps  for  street  lighting  are  supported  by 
a  crane  from  a  pole  or  from  a  cable  strung  between  two  poles 
and  equipped  with  a  pulley  by  which  the  lamp  can  be  lowered 
for  trimming  purposes.  The  latter  method  is  usually  the  less 
expensive  and  is  used  except  where  the  installation  of  two 
poles  is  not  practicable  or  is  considered  unsightly.  In  some  of 
the  larger  cities  it  is  usual  to  mount  lamps  on  a  short  bracket 
without  provision  for  lowering  the  lamp.  In  this  case  the  pole 
is  stepped  so  that  the  trimmer  climbs  the  pole  to  trim  the 
lamp. 
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CHAPTER  XI. 

UNDERGROUND  CONSTRUCTION. 

The  use  of  underground  construction  has  been  general  in 
the  larger  cities  from  the  beginning  of  the  electric  lighting 
industry.  Considerations  of  appearance  and  space  prevented 
the  use  of  overhead  lines  in  the  congested  parts  of  the  large 
cities  where  the  early  market  for  electricity  was  found.  The 
greater  first  cost  was  found  to  have  been  well  justified  in  the 
increased  security  to  the  service  of  important  consumers  to 
whom  an  interruption  meant  financial  loss.  The  develop- 
ment of  many  of  the  large  city  systems  proceeded  at  such  a 
rate  that  in  any  event  overhead  construction  would  have 
become  physically  impracticable  within  a  few  years  on  account 
of  the  number  and  size  of  the  feeders  which  were  required  to 
supply  the  network. 

Edison  Tube  System.  —  The  underground  system  devised 
by  Edison  was  the  earliest  one  to  be  commercially  adopted, 
and  much  of  this  class  of  equipment  is  still  in  service,  though 
other  methods  are  now  preferred.  The  Edison  system  re- 
mained standard  for  low-tension  distribution  for  about  fifteen 
years  and  was  in  many  ways  an  admirable  plan  of  low-tension 
distribution.  It  consisted  of  20-foot  lengths  of  iron  pipe 
inside  of  which  there  were  copper  rods  imbedded  in  a  bitu- 
minous compound  designed  to  exclude  moisture  and  to  insu- 
late the  opposite  polarities  from  each  other  and  the  pipe. 
The  rods  were  wound  with  a  wrapping  of  jute,  to  prevent 
their  sagging  together,  and  were  further  held  rigidly  apart 

by  separators  at  the  ends.    These  20-foot  lengths  were  made 
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in  various  sizes  of  conductor  from  No.  4  up  to  500,000  cm. 
for  mains  and  up  to  1,000,000  cm.  for  feeders. 

The  Edison  Company  adopted  what  became  known  as  the 
Edison  wire  gauge  for  their  product.  This  gauge  specified 
the  number  of  thousands  of  circular  mils  in  the  conductor. 
The  pipe  with  its  conductor  was  called  a  tube,  and  a  tube 
having  conductors  of  250,000  cm.  was  called  a  250  tube,  or 
a  tube  with  No.  i  B.  &  S.  conductor  was  called  an  8i  tube. 


Fig.  138.     Edison  Tube  Junction  Box. 

Such  a  gauge  became  necessary  because  most  of  the  sizes  of 
tubes  were  larger  than  the  largest  size  of  any  existing  stand- 
ard wire  gauge. 

Sections  of  tube  which  were  designed  for  use  as  distributing 
mains  were  made  with  three  conductors  of  the  same  size,  while 
those  designed  for  feeders  were  made  with  one  conductor 
about  half  the  area  of  the  others.  This  small  conductor  was 
used  as  the  neutral,  as  the  load  on  the  feeder  was  nearly  bal- 
anced and  Httle  capacity  was  required  in  the  neutral. 
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Feeder  tubes  were  also  provided  with  three  small  wires 
which  served  as  pressure  wires  to  indicate  the  feeder  end 
pressure  at  the  station  or  substation. 

The  sections  of  tube  were  laid  in  the  ground  without 
other  protection  than  would  be  given  water  or  gas  pipes. 
The  copper  rods  were  joined  by  means  of  soldered  lugs  with 
stranded  flexible  connectors.  These  connections  were  en- 
closed in  cast-iron  coupUngs,  which  were  filled  with  hot 
compound  after  being  bolted  in  place  on  the  tubes.  At  in- 
tersections the  tubes  were  interconnected  through  junction 
boxes,  which  carried  the  necessary  fuse  clips  and  nuts  by 
which  a  main  was  automatically  disconnected  in  case  of 
breakdown,  or  could  be  opened  by  repair  men  for  testing  pur- 
poses. These  boxes  were  made  so  that  4,  6,  8  or  10  tubes 
could  be  brought  together  in  one  box,  as  was  necessary  at  the 
intersection  of  two  streets  where  a  feeder  was  tied  in,  and 
where  there  were  lines  going  each  way  on  both  sides  of  the 
street. 

Tube  hnes  were  carried  along  each  side  of  the  street  near  the 
curb  to  facilitate  the  introduction  of  services  into  consumers' 
premises.  A  single  Hne  was  run  where  the  consumers  were 
scattered  and  where  the  alleys  were  used.  Service  connec- 
tions were  made  by  a  T  connection  applied  at  any  joint  in 
the  line.  The  service  tube  was  carried  through  the  build- 
ing wall  into  the  sidewalk  area  or  into  the  basement  of  the 
building.  Where  the  buildings  were  not  built  out  to  the 
property  line,  the  service  was  extended  underground  across 
the  consumers'  premises  or  brought  up  on  a  pole  at  the  lot 
line  and  carried  thence  overhead  to  the  building.  The 
expense  of  the  line  across  the  private  property  was  usually 
borne  by  the  consumer,  and  the  decision  as  to  the  method  of 
installation  commonly  rested  with  him  in  such  cases. 

The  Edison  tube  system  was  the  standard  method  of  dis- 
tributing low-tension  current  underground  until  about  the 
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year  1897,  when  cables  drawn  into  ducts  began  to  be  employed 
for  the  heavy  feeders.    This  change  was  made  on  account  of 
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Fig.  139.    Edison  Tube  and  Cable  System. 


the  inability  of  the  tube  feeders  to  carry  overloads  without 
melting  the  compound  in  the  joints  and  causing  burn-outs. 
With  cable  it  was  found  that  the  copper  could  be  run  with 
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heavier  loads,  and  therefore  more  economically  from  an  in- 
vestment standpoint. 

Furthermore  the  necessity  of  opening  street  pavements 
in  each  case  where  repairs  were  made  involved  considerable 
expense,  as  several  openings  were  usually  made  before  the 
trouble  could  be  definitely  located. 

The  feeder  system  and  the  heavier  distributing  mains  were 
therefore  gradually  worked  over  to  a  "  draw-in  "  cable  system 
as  rapidly  as  reinforcement  was  needed  from  year  to  year.  The 
systems  as  they  exist,  therefore,  embody  a  combination  of 
cable  and  tube  work  such  as  is  shown  in  Fig.  139,  which  illus- 
trates the  feeders  and  mains  at  an  important  street  intersection 
in  Chicago.  The  tube  system  is  not  being  generally  extended 
at  the  present  time,  but  on  side  streets  where  no  through 
lines  are  required  and  the  load  is  not  heavy,  the  simplicity 
of  the  tube  system  is  retained  by  laying  a  single  3-inch  iron 
or  bituminized  fiber  duct  into  which  lead-covered  cables  are 
drawn. 

Service  connections  are  made  in  a  manner  similar  to  the 
tube  services,  the  joints  being  enclosed  in  a  T  coupling  box  of 
iron.  The  cost  of  such  construction  is  about  the  same  as 
that  of  Edison  tube  work,  and  it  is  therefore  supplanting 
Edison  tube  work  in  cases  where  such  construction  is  de- 
sirable. 

Early  Conduit  Systems.  —  The  early  alternating  and  series 
arc  systems  which  were  installed  in  situations  requiring  under- 
ground constructions  were  unable  to  use  a  system  similar  to 
the  Edison  tubes  because  of  the  higher  voltages  employed. 
The  engineers  were  therefore  compelled  to  seek  other  means  of 
installing  their  conductors.  A  variety  of  materials  was  tried, 
but  the  method  was  that  of  a  draw-in  conduit  system  with  man- 
holes for  handling  the  cables  in  nearly  every  case.  One  of  the 
earliest  was  the  Dorset  system,  which  consisted  of  sections 
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of  multiple  duct  made  up  of  an  asphaltic  concrete  joined  to- 
gether by  pouring  hot  compound  around  the  joints.  These 
joints  failed  to  remain  in  alignment  and  the  asphalt  ducts  be- 
came distorted,  so  that  the  work  of  installing  cable  became 
difficult  if  not  impossible. 

Creosoted  wooden  pump  log  was  tried  because  of  its  ease 
of  jointing  and  low  cost.  It  was  very  satisfactory  for  some 
classes  of  work,  but  was  too  short-lived  for  important  hues, 
and  took  fire  too  easily  in  case  of  failure  of  cable,  the  creosote 
with  which  it  was  impregnated  being  inflammable. 

Paper  tubes  impregnated  with  bituminous  compound  were 
tried  in  some  cases.  These  were  laid  in  asphalt  and  the  con- 
ductors were  drawn  in  without  insulation.  It  was  expected 
that  the  insulating  qualities  of  the  paper  tubes  would  be 
sufficient  to  be  practical.  The  presence  of  moisture,  however, 
could  not  be  wholly  prevented  and  the  tubes  therefore  ab- 
sorbed water  at  the  manholes  and  this  caused  the  conductors 
to  become  short-circuited  and  burn  out.  It  was  practically 
impossible  to  make  repairs,  and  the  system  failed. 

In  another  plan  the  bare  conductors  were  drawn  through 
i-inch  holes  in  a  wooden  tube  which  was  surrounded  by  an 
iron  pipe  and  immersed  in  oil.  The  manholes  were  also  kept 
partly  filled  with  oil  to  cover  the  ducts,  but  as  moisture  could 
not  be  excluded  and  the  difficulty  of  adding  to  or  repairing 
high-tension  conductors  was  great,  this  system  failed. 

Other  systems  were  developed  in  which  the  ducts  were  in- 
tended to  provide  insulation  for  the  conductors,  but  expe- 
rience proved  that  it  was  not  at  all  practical  to  maintain  such 
a  system,  and  all  such  attempts  were  abandoned. 

The  efforts  of  engineers  were  then  directed  to  systems  in 
which  the  construction  was  more  nearly  fireproof,  of  greater 
durability,  and  yet  economical  to  construct  and  maintain. 

This  naturally  led  to  the  development  of  methods  in  which 
the  insulation  was  applied  to  the  conductor  and  the  conduit 
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was  of  some  fireproof  material  which  would  be  durable  under- 
ground. 

Among  the  earlier  forms  of  duct  of  this  sort  was  one  which 
consisted  of  sheet-iron  tubes  lined  with  cement.  It  was  made 
in  4-foot  lengths,  with  ferrules  at  the  ends  to  preserve  the  align- 
ment, and  when  properly  laid  obviated  many  of  the  diflSculties 
experienced  with  the  earlier  forms  of  duct.  A  considerable 
amount  of  it  was  installed  in  some  of  the  larger  cities.  Where 
it  has  been  subjected  to  cable  burn-outs  with  large  power  be- 
hind, it  has  been  found,  however,  that  the  cement  does  not 
hold  up  under  the  heat  of  an  arc,  and  that  the  metal  sheath- 
ing is  apt  to  assist  in  the  spread  of  the  short  circuit.  The  use 
of  this  form  of  conduit  has,  therefore,  not  been  continued  in 
recent  years. 

While  these  various  forms  of  duct  were  being  tried  out,  other 
engineers  were  introducing  ducts  of  terra  cotta  and  clay  tile. 
These  materials  being  fireproof  and  of  indefinitely  long  Ufe,  it 
only  remained  to  work  out  the  best  form  of  duct  and  a  suit- 
able way  of  laying  it.  Multiple  and  single  duct  was  tried 
and  the  alignment  and  security  from  outside  interference  were 
gotten  by  protecting  the  ducts  by  concrete  or  creosoted  plank. 
The  supply  of  clay  is  abundant  and  the  expense  therefore 
somewhat  less  than  with  other  ducts.  This  class  of  con- 
struction is  the  most  generally  used  where  a  draw-in  system 
is  employed. 

A  substitute  for  clay  tile  was  developed  in  later  years  con- 
sisting of  a  concrete  duct,  known  as  "  stone  conduit."  This  is 
made  by  pouring  a  suitable  mixture  of  stone,  sand  and  cement 
into  molds  about  four  feet  long  and  three  and  one-half  inches 
inside  diameter,  where  they  are  left  until  sufficiently  set  to  bear 
handling.  They  are  seasoned  from  two  to  three  months  and 
then  fitted  with  sheet  iron  ferrules  which  are  centered  care- 
fully with  the  inside  of  the  duct,  so  that  alignment  will  be 
assured  when  laid.     The  4-foot  lengths  are  laid  with  joints 
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staggered  in  a  surrounding  jacket  of  concrete,  thus  making  a 
solid  line  of  concrete  which  is  very  durable.  This  type  of 
duct  is  somewhat  cheaper  than  tile  duct  at  the  factory  but 
the  breakage  in  shipment  is  greater  and  construction  gangs 
must  be  given  some  training  in  handling  to  prevent  excessive 
breakage  after  delivery.  This,  however,  is  not  difficult  and 
large  quantities  of  stone  conduit  have  been  laid  in  and  near 
Chicago. 

In  the  effort  to  get  an  insulating  conduit,  the  use  of  paper 
or  fibrous  tubes  impregnated  with  moisture  repellent  com- 
pounds was  tried.  The  earlier  forms  of  this  type  of  duct  were 
not  strong  enough  mechanically  to  prevent  coUapse  under  con- 
tinuous exposure  to  moisture.  In  later  years,  however,  proc- 
esses of  manufacture  were  developed  which  produced  a  very 
dense  form  of  fiber  duct,  having  ample  mechanical  strength 
when  surrounded  by  concrete,  and  not  readily  inflammable. 
This  type  of  duct  is  made  in  lengths  of  about  five  feet,  is 
easily  handled  because  of  its  light  weight,  and  when  laid  with 
concrete  between  adjacent  ducts  makes  a  quite  durable  struc- 
ture. It  has  advantages  for  cross  country  lines  where  trans- 
portation and  breakage  of  tile  duct  is  expensive,  for  telephone 
and  similar  systems  where  no  fire  hazard  is  present,  and  has 
been  used  for  light  and  power  distribution  to  considerable 
extent. 

Laying  out  a  Conduit  Line.  —  In  the  design  of  a  draw-in 
duct  system,  the  number  of  ducts,  the  size  of  manholes  and 
their  location  are  the  important  considerations. 

The  number  of  ducts  must  be  fixed  by  the  requirements  of 
the  route  to  be  followed.  There  must  be  sufficient  to  care 
for  the  local  distribution,  for  distributing  feeders,  for  trans- 
mission lines  and  for  future  requirements.  The  distributing 
mains  for  a  low-tension  system  usually  fill  one  duct,  but  with 
alternating  mains  and  underground  secondaries  two  ducts 
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must  be  reserved  in  many  parts  of  the  system.  The  feeder 
and  transmission  line  requirements  are  fixed  by  the  proximity 
to  stations.  The  reservation  of  duct  space  for  future  require- 
ments is  very  important  if  the  system  is  a  growing  one,  as 
the  expense  of  adding  a  few  ducts  at  a  later  date  is  much 
larger  than  if  they  are  laid  when  the  trench  is  open.  It  is 
therefore  desirable  to  lay  sufficient  ducts  in  advance  to  care 
for  probable  requirements  for  at  least  five  years  ahead.  It  is 
not  advisable  to  lay  less  than  four  ducts  in  a  line  except  on 
side  streets  where  there  is  no  probability  that  the  line  will 
ever  become  part  of  a  through  line.  In  such  cases  two  duct 
lines  are  installed  where  a  single  pipe  with  a  low-tension 
main  will  not  meet  the  requirements. 

The  maximum  number  of  ducts  which  it  is  advisable  to  put 
into  a  line  is  governed  somewhat  by  the  local  conditions  but 
chiefly  by  considerations  of  safety  to  the  cable  equipment. 

If  a  large  number  of  ducts  is  placed  in  one  line,  the  amount 
of  cable  exposed  to  injury  in  case  of  a  manhole  fire  is  great, 
and  the  resulting  interruption  for  service  may  be  very  seri- 
ous. In  the  vicinity  of  stations  and  substations  where  large 
numbers  of  ducts  must  be  provided,  it  is  therefore  good  practice 
to  limit  duct  Unes  to  about  24  ducts  as  a  maximum.  The  cost 
per  duct  foot  for  lines  of  30  to  50  ducts  is  not  sufficiently 
below  the  cost  of  a  20  or  24  duct  line  to  make  it  especially 
advantageous  to  build  larger  duct  Unes  from  an  investment 
standpoint. 

In  arranging  the  duct  formation  it  is  desirable  to  place  the 
ducts  so  that  the  cross-section  will  be  approximately  square, 
since  this  requires  a  minimum  of  concrete  in  the  outer  casing. 
Thus  a  four-duct  line  should  be  2  ducts  high  and  2  ducts 
wide.  Six  ducts  may  be  2  by  3  or  3  by  2;  8  ducts  are  some- 
times laid  2  by  4,  but  it  is  practically  no  more  expensive  to 
add  a  duct  and  make  it  3  by  3. 

With  12,  16,  20  or  24  duct  lines  it  is  preferable  not  to  ex- 
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ceed  4  ducts  wide  in  order  to  avoid  undesirable  conditions 
in  manholes.  With  20  ducts  arranged  as  in  Fig.  140,  a  double 
row  of  cables  may  be  trained  around  each  side  of  the  man- 
hole, making  all  cables  accessible  for  subsequent  changes  in 

connections  or  for  repairs.  With 
more  than  four  ducts  in  a  horizontal 
row,  the  cables  become  less  accessi- 
ble or  the  training  is  less  orderly. 

In  large  systems  where  the  energy 
available  in  case  of  a  cable  burn- 
out is  sufficient  to  do  considerable 
damage  to  the  conduit  system,  it  is 
desirable  to  separate  the  two  middle 
vertical  rows  of  lines  having  12  or 
more  ducts  by  filling  the  space  with 
about  three  inches  of  concrete.  This 
limits  the  damage  to  cables  to  one-half  of  the  line,  if  the  burn- 
out occurs  outside  of  a  manhole.  Trouble  in  manholes  may  be 
segregated  in  a  similar  manner  by  a  divided  manhole  as  shown 
in  Fig.  141. 
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Fig.  140.     Divided  Arrange- 
ment of  Ducts. 


Fig.  141.     Divided  Manhole. 

This  construction  is  advisable  in  manholes  near  generating 
stations,  where  there  are  many  cables  and  the  severity  of  a 
burn-out  is  great  because  of  the  proximity  to  the  source  of  sup- 
ply.   The  arrangement  shown  in  Fig.  142  provides  a  ready 
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means  of  bringing  cables  from  a  number  of  outlets  to  a  number 
of  conduit  lines  running  in  two  directions  without  having  a 
tangle  of  cables  in  the  manholes.  By  this  plan,  a  cable  can 
be  taken  from  any  outlet  to  any  conduit  line,  without  cross- 


Fig.  142. 

overs,  and  cutovers  may  be  made  subsequently  without  dis- 
turbing the  general  scheme  or  introducing  complications. 


Location  of  Manholes.  —  The  use  of  a  draw-in  system  in- 
volves the  construction  of  vaults  called  manholes  at  all  points 
where  the  cable  must  be  jointed  and  where  lines  turn  or 
intersect. 

Where  long  runs  occur  without  intersecting  other  lines, 
manholes  must  be  provided  with  sufficient  frequency  to  per- 
mit the  drawing  in  of  cable  without  damage  to  the  cable 
insulation.  This  usually  requires  that  they  be  not  over  500 
feet  apart,  and  with  large  cables  which  nearly  fill  the  duct 
400  feet  is  a  safer  limit. 
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The  location  of  manholes  on  a  length  of  line  which  is  not 
intersected  by  other  duct  lines  at  each  block  should  be  made 
as  far  as  possible  with  a  view  to  their  being  used  as  intersec- 
tion points  later.  That  is,  they  should  be  located  so  that  any 
conduit  line  built  on  an  intersecting  street  later  may  be  con- 
nected with  existing  manholes.  It  is  impossible  to  predict 
with  certainty  which  side  of  an  intersecting  street  will  be 
used,  but  the  location  of  manholes  at  street  and  alley  inter- 
sections will  minimize  the  necessity  for  duplication.  Where 
distribution  by  overhead  lines  in  alleys  with  imderground  lines 
on  the  street  is  used,  manholes  should  be  put  opposite  alley 
intersections  where  it  is  practicable  to  do  so. 

The  number  of  manholes  required  in  blocks  where  numer- 
ous undergroimd  service  connections  are  required  is  dependent 
somewhat  upon  local  conditions,  but  must  usually  be  sufficient 
to  permit  service  pipes  to  be  brought  into  sub-sidewalk  areas 
or  basements  at  intervals  as  required.  In  the  denser  portions 
of  the  system  this  results  in  the  location  of  small  manholes 
at  intervals  of  75  to  125  feet,  while  in  other  parts  they  may 
be  150  to  200  feet  or  more  apart.  In  distribution  by  means 
of  underground  transformers  and  a  secondary  network,  it  is 
necessary  to  build  extra  large  manholes  for  the  transformers 
in  order  to  get  sufficient  room  and  proper  ventilation. 

Design  of  Manholes.  —  The  size  and  shape  of  manholes  are 
varied  to  suit  the  requirements  in  different  situations.  Man- 
holes located  in  a  straightaway  line  should  be  so  designed 
that  the  cables  may  be  trained  around  the  sides  with  a  mini- 
mum of  waste  cable  and  yet  with  sufficient  space  to  enable  a 
jointer  to  work  efficiently.  Such  a  manhole  is  illustrated  in 
Fig.  143.  The  oval  shape  permits  of  easy  training  of  cable, 
and  the  width  of  four  feet  is  ample  to  allow  the  jointer  room 
to  work  with  any  number  of  ducts  up  to  nine.  Where  the 
line  intersects  another  duct  line,  a  design  must  be  used  which 
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gives  room  for  cables  going  both  ways  and  which  will  afford 
room  for  work  as  well.  At  such  points  a  square  design  is  pref- 
erable, as  shown  in  Fig.  144.  The  smallest  size  ordinarily 
used  for  such  points  is  five  feet  square.    Where  many  cables 


Fig.  143.    Manhole  for  Through  Line. 


are  involved  or  where  room  is  required  for  low-tension  junction 
boxes  or  transformers,  dimensions  of  8  feet  by  8  feet  or  larger 
are  often  necessary.  Where  it  is  likely  that  many  splices  will 
be  made  or  other  work  of  construction  or  maintenance  done 
frequently,  it  will  be  found  to  be  most  economical  in  the  long 
run  to  provide  manholes  of  ample  size  for  convenient  work- 
ing space.     The  money  saved  by  reducing  the  dimensions  of 


284 


ELECTRIC  CENTRAL  STATIONS 


Fig.  144.    Manhole  for  Intersections. 


a  manhole  one  foot  may  be  spent  several  times  over  in  extra 
cost  of  work  done  on  cables  in  the  manhole  in  later  years. 

In  a  growing  system  it  is  a  matter  of  judgment  as  to  what 
the  requirements  in  the  way  of  space  are  likely  to  be.    The 
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space  required  for  cables  is  fixed  by  the  number  of  ducts  com- 
ing into  the  manhole,  and  this  must  be  sufficient  to  allow  of 
training  these  cables  safely  and  with  a  reasonable  degree  of 
accessibility  for  repairs  or  changes.  The  probable  installa- 
tion of  junction  boxes  or  transformers  must  be  taken  into 
account  also.  In  practice  it  is  usual  to  provide  manholes 
5  feet  by  5  feet  at  junctions  where  there  are  eight  ducts, 
that  is,  where  two  4-duct  lines  cross,  6  feet  by  6  feet  where 
there  are  12  to  18  ducts,  7  feet  by  7  feet  where  there  are 
20  or  more,  and  larger  as  the  needs  of  the  case  may  re- 
quire. 

The  size  and  shape  of  manholes  in  congested  districts  are 
often  governed  by  local  obstructions  such  as  gas  or  water 
mains  and  services  or  the  conduit  lines  of  other  public  service 
companies.  Manholes  must  frequently  be  built  so  as  to  in- 
clude a  gas  or  water  main,  and  the  size  must  be  increased  to 
get  the  necessary  space. 

The  depth  of  manholes  must  be  sufficient  to  give  head  room 
and  yet  should  preferably  not  be  so  great  as  to  carry  the 
floor  of  the  manhole  below  the  sewer  level.  Small  distribu- 
tion manholes  which  are  used  only  for  service  connections 
may  be  more  shallow  than  larger  holes  where  work  is  done 
frequently.  Service  manholes  may  be  5  feet  inside,  while 
junction  manholes  should  be  6  or  7  feet  from  roof  to  floor. 
In  some  cases  a  shallow  form  of  manhole  known  as  a  hand- 
hole  is  used  for  distribution  laterals.  These  are  made  about 
3  by  4  and  3  feet  deep.  They  are  placed  above  the  conduit 
line,  so  that  only  the  top  row  of  ducts  enters  the  hand  hole. 
The  distributing  mains  are  thus  accessible  for  service  taps 
and  the  through  fines  in  the  lower  ducts  are  not  in  the  way. 
Service  laterals  are  usually  laid  just  under  the  paving,  so  that 
they  enter  the  handhole  at  a  convenient  level.  Handholes 
should  have  covers  large  enough  to  afford  access  to  the  dis- 
tributing main. 
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Service  Connections.  —  The  arrangement  of  service  laterals 
or  subsidiary  connections  from  the  main  duct  line  to  consum- 
ers' premises  is  a  matter  of  much  importance,  as  it  forms  a 
large  part  of  the  underground  investment  in  congested  dis- 
tricts. Local  conditions  often  fix  the  character  of  the  de- 
sign, so  that  no  xmiversal  method  can  be  laid  down  as  better 
than  all  others.  In  some  cities  a  separate  service  lateral  is 
not  required  for  each  building  into  which  service  is  to  be  in- 
troduced and  the  laterals  may  be  placed  at  intervals  of  75  to 
100  feet  or  more,  the  intermediate  buildings  being  connected 
by  means  of  interior  wiring  through  sub-sidewalk  areas  or 
building  basements.  This  method  is  much  less  expensive 
than  that  required  in  cities  where  each  building  must  have 
its  own  service  connection,  as  it  requires  fewer  distributing 
handholes  or  manholes  and  a  much  less  mileage  of  lateral  pipe 
and  service  cable. 

Where  service  laterals  can  be  spaced  100  feet  or  more  apart 
a  single  duct  line  is  sufl&cient  to  care  for  the  service  on  both 
sidfes  of  the  street.  Lateral  connections  are  run  to  each  curb 
or  building  line  from  the  service  manholes.  With  a  street 
more  than  100  feet  wide,  it  may  be  more  convenient  to  use 
two  duct  lines  to  save  the  long  laterals.  In  very  congested 
districts  it  is  advisable  in  this  class  of  construction  to  put  in 
double  laterals  each  way  to  faciUtate  repairs  or  changes  in 
the  cable  work  or  to  give  emergency  service  to  important 
consumers. 

Where  separate  service  is  required  for  each  building,  this 
plan  may  result  in  the  installation  of  manholes  or  handholes 
at  intervals  of  50  feet  as  in  Fig.  145,  where  buildings  are  on 
25-foot  lots  and  service  is  required  n  nearly  every  building. 
In  such  cases  it  is  less  expensive  in  the  long  run  to  establish 
service  handholes  at  intervals  of  about  100  feet  on  each  side 
of  the  street.  The  arrangement  shown  in  Fig.  146  is  worked 
out  for  a  street  66  feet  wide,  with  34  feet  between  curb  lines. 
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This  arrangement  requires  less  lateral  cable  and  pipe  and  is 
the  most  feasible  arrangement  in  streets  where  there  are  car 
tracks  under  which  laterals  must  be  carried.    The  advantage 


Fig.  145.     Service  Handlioles  and  Laterals. 


of  the  construction  shown  in  Fig.  146  increases  with  the  width 
of  the  street.  It  is  also  an  advantageous  plan  where  there  is  a 
parkway  in  which  the  laterals  can  be  laid,  no  paving  being  dis- 
turbed except  at  the  street  intersections. 
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Fig.  146.    Double  Handholes  for  Service  Connections. 

Location  of  Duct  Lines.  —  In  the  location  of  a  duct  line 
the  presence  of  other  piping  systems,  duct  systems,  sewer  man- 
holes and  the  like  must  be  taken  into  account.    It  is  desirable 
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to  select  the  side  of  the  street  which  is  least  obstructed 
by  such  obstacles.  The  municipal  records  should  be  con- 
sulted to  get  the  location  of  the  water  piping  and  sewer 
systems,  if  such  records  are  available.  Other  duct  systems 
may  be  located  by  the  manhole  covers  which  appear  on  the 
surface. 

In  crowded  streets  and  where  records  are  not  available, 
time  is  saved  by  excavating  a  test  trench  across  the  street  at 
several  points  for  the  purpose  of  locating  the  piping  and  other 
systems  which  cannot  be  identified  from  the  surface. 

Specification  for  Tile  Duct.  —  Tile  duct  is  made  of  clay  which 
is  worked  up  in  a  pug  mill  to  the  proper  consistency,  passed 
through  a  press  from  which  it  emerges  in  the  desired  shape, 
carefully  dried  and  burned  in  a  kiln  until  it  is  thoroughly 
vitrified.  It  is  then  given  a  salt  glaze  and  allowed  to  cool 
slowly. 

The  quality  of  the  duct  is  affected  by  many  of  the  processes 
very  materially  and  it  is  therefore  important  that  it  be  pur- 
chased under  careful  specifications.  Some  of  the  more  im- 
portant points  follow: 

The  clay  should  be  of  such  composition  that  it  will  be  free 
from  gravel  and  will  work  up  into  a  solid  homogeneous  mass. 
60  per  cent  fire  clay  and  34  per  cent  shale  make  a  very  de- 
sirable combination. 

The  duct  when  molded  and  dried  should  be  burned  through 
but  not  scorched  or  fused.  The  glaze  should  thoroughly  cover 
the  inside  of  the  ducts  so  that  they  will  present  a  smooth 
surface  to  the  cable. 

Single  duct  should  not  have  a  bend  of  over  |  inch  from  a 
straight  line  and  multiple  duct  should  not  have  a  more 
than  j3g  inch  bend.  Twisted  or  distorted  pieces  should  be 
rejected,  as  they  cannot  be  lined  up  and  may  interfere  with 
rodding  the  duct. 
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No  duct  having  salt  blisters  or  drips  which  project  more 
than  I  inch  inside  or  |  inch  outside  should  be  used. 

Air-  or  fire-checked  pieces  should  not  be  accepted. 

The  test  for  straightness  should  be  made  by  passing  through 
the  duct  a  mandrel  of  the  length  of  the  piece  and  5  inch  smaller 
than  the  inside  of  the  duct.  If  the  mandrel  will  not  pass, 
the  duct  is  too  crooked  to  be  safely  installed. 

If  the  tile  is  properly  vitrified  it  will  give  a  clear  ringing 
sound  when  struck  with  a  piece  of  tool  steel  ^  inch  by  f  inch. 
If  not,  it  gives  a  dead  sound  which  indicates  softness  and 
porosity,  which  will  result  in  too  high  a  rate  of  breakage  in 
handling  if  accepted. 

Forms  of  Duct.  —  Tile  conduit  is  made  in  single-  or  mul- 
tiple-duct pieces.  Single-duct  pieces  are  usually  about  18 
inches  in  length,  while  multiple  duct  may  be  made  36  inches 
long.  The  greater  length  is  desirable  in  reducing  the  labor 
of  laying,  but  is  not  practicable  in  single  duct  on  account  of 
breakage.  The  dimensions  of  ducts  in  general  use  are  shown 
in  Fig.  147.  The  duct  having  a  square  hole  is  preferable,  as 
cable  may  be  pulled  into  it  more  easily.  Multiple  duct  is 
somewhat  cheaper  than  an  equal  number  of  single  ducts,  and 
it  requires  less  labor  to  lay  it.  In  a  large  system,  with  the 
danger  of  injury  when  an  arc  is  maintained  in  the  duct,  it  is 
considered  preferable  to  use  single  duct  to  secure  the  advan- 
tage of  having  two  thicknesses  of  tile  between  adjacent  ducts. 
This  better  protects  the  cables  in  adjacent  ducts  from  injury 
in  case  of  burn-outs.  The  single  duct  also  has  the  further 
advantage  that  the  joints  may  be  staggered,  thus  making  it 
more  difficult  for  the  heat  of  a  burn-out  to  damage  cables  in 
adjoining  ducts. 

Installation  of  Conduit  Lines.  —  In  laying  a  line  of  ducts 
the  grades  must  be  carefully  established  so  that  the  duct  line 
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will  tend  to  drain  toward  the  manholes.  If  pockets  are  formed, 
the  standing  water  is  likely  to  freeze  in  winter  weather  and 
injure  the  insulation  of  the  cables  and  break  the  tile. 


f^         ,  ,  "             ^ 

1 

'  4 

T 

i 

T 

V            ^    ^0                         J 

i 

<              0"            > 

a  FT.  LONG 

/^                                  s 

t 

/■                 > 

< 

5 

7 

i 

i 

' 

V                                       V 

!          P"-    -^ 

3  FT. 

LONG 

-lau 


2  FT.  LONG 


T 
.i, 


f^                                    ^ 

' 

" 

0                  0 

oa 

V                                               > 

.  .. 

3  FT.  LONG 


STANDARD  MULTIPLE  TILE  DUCTS 


0 


h 4X-:~M 


T 
J 


/ 

^^.^ 

-y 

c 

>^ 

T 

.J 

1 

-3Ji- 


^_ 


EACH  1  FT.  6  IN.  LONG 

STANDARD  SINGLE  TILE  DUCTS 
Fig.  147.    Forms  of  Tile  Duct. 


[^ 5>*^'-^ 


It  is  important  that  manholes  where  work  must  be  done 
frequently  or  where  transformers  or  junction  boxes  are  in- 
stalled be  connected  to  the  sewer.    The  accumulation  of 
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water  in  such  a  manliole  may  start  trouble  or  may  seriously 
delay  repair  work  which  is  urgent. 

The  conduit  line  must  be  protected,  when  laid  in  public 
thoroughfares,  from  future  excavators.  It  should  also  be 
made  secure  against  the  possibility  of  getting  out  of  align- 
ment and  thus  injuring  the  cable  or  making  it  impossible  to 
pull  cable  in  or  out.  In  view  of  these  considerations  It  is 
usual  to  surround  important  lines  with  concrete  on  all  sides 
to  a  thickness  of  three  inches.  This  makes  an  envelope 
thick  enough  to  support  short  sections  around  which  excava- 
tions may  be  made  later  and  also  protects  the  tile  from  the 
laborer's  pick.  The  concrete  when  set  acts  as  a  watershed 
to  a  large  extent  and  minimizes  the  entrance  of  leaking  gas 
into  the  conduit  system. 

The  use  of  concrete  is  general  where  the  service  is  impor- 
tant and  the  frequency  of  subsequent  excavations  is  a  con- 
siderable factor. 

With  lines  built  in  parks  or  on  roadsides  it  is  sometimes 
sufficient  to  lay  the  ducts  on  two-inch  creosoted  plank  with 
a  similar  plank  over  the  top  of  the  ducts.  Such  construction 
is  less  expensive  in  first  cost,  and  if  not  disturbed  Is  quite 
durable. 

Where  the  space  for  installation  of  conduit  is  limited  as 
in  crossing  under  street  railway  tracks,  water  pipes,  etc., 
the  change  in  grade  may  be  minimized  by  making  a  short  sec- 
tion of  line  with  a  flat  formation,  one  or  two  layers  high.  In 
such  cases  it  is  often  simpler  to  use  wrought  iron  pipe  without 
concrete,  for  the  section  of  ducts  where  the  crossing  occurs. 
A  manhole  is  built  each  side  of  the  obstruction. 

The  construction  of  manholes  is  dependent  largely  upon 
the  particular  use  to  which  they  are  to  be  put  and  must  often 
be  modified  to  suit  conditions  which  vary  widely. 

Where  excavations  can  be  made  without  interference  with 
other  piping  or  duct  systems,  manholes  may  be  economically 
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constructed  of  concrete  according  to  a  standard  design  for 
which  forms  may  be  used.  When  any  obstruction  is  en- 
countered the  form  is  not  practical  and  walls  must  be  built  up 
of  brick.  In  most  cases  the  floor  may  be  made  of  concrete 
without  difficulty,  as  no  forms  are  needed. 

The  brick  should  be  of  the  quality  known  as  sewer  brick 
and  should  be  laid  up  with  a  good  cement  mortar,  an  8-inch 
wall  being  ample  for  the  requirements  in  most  cases.  The 
roof  must  have  sufficient  strength  to  support  the  heaviest 
street  traffic,  and  its  design  therefore  varies  with  the  size  and 
shape  of  the  manhole.  In  general  the  necessary  strength  is 
secured  by  the  use  of  steel  beams  or  angles  as  a  framework. 
Worn  rails  are  sometimes  a  cheap  form  in  which  to  purchase 
steel  for  such  purposes.  The  framework  is  filled  in  with  brick 
or  concrete  arches.  Manhole  covers  and  frames  are  made  of 
cast  iron  of  rugged  design,  the  top  surface  of  the  cover  being 
made  rough  to  prevent  accidents  to  teams  or  pedestrians.  In 
heavy  lines  it  is  very  desirable  to  provide  openings  in  the  covers 
for  purposes  of  ventilation.  The  amount  of  heat  liberated 
in  a  heavy  line  of  low-tension  cables  is  very  appreciable,  and 
ventilation  must  be  provided  to  keep  the  temperature  as  low 
as  possible.  The  ventilated  manhole  is  also  much  less  likely 
to  accmnulate  gas  in  sufficient  quantity  to  cause  an  explosion 
or  to  interfere  with  work.  Serious  explosions  have  occurred 
in  manholes  which  were  not  ventilated. 

Cost  of  Conduit  Construction.  —  The  cost  of  underground 
work  has  been  discussed  by  several  writers,  notably  W.  P. 
Hancock,  who  presented  a  paper  which  appears  in  the  1904 
Proceedings  of  the  National  Electric  Light  Association,  and 
Louis  A.  Ferguson,  whose  paper  was  read  before  the  Inter- 
national Electrical  Congress  at  St.  Louis  in  1904  and  appears 
in  the  proceedings  of  that  body. 

The  figures  given  by  Mr.  Hancock  represent  experience  in 
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the  city  of  Boston  primarily,  while  those  of  Mr.  Ferguson 
were  taken  from  work  done  in  the  city  of  Chicago. 

The  figures  agree  quite  closely  in  the  final  results  as  to 
total  cost,  though  arrived  at  differently,  and  they  may  there- 
fore be  taken  as  applicable  to  those  portions  of  any  city 
where  a  high  grade  of  construction  is  justified. 

These  costs  are  computed  on  the  basis  of  labor  at  rates  per 
hour  which  are  now  (1916)  rather  low  for  most  cities.  They 
may  be  readily  corrected  for  any  other  scale  of  wages  as  the 
case  may  require,  by  applying  the  correct  rates  to  the  in- 
dividual items. 

The  figures  in  Table  IV  are  those  of  Hancock,  showing  the 
cost  of  conduit  without  manholes  for  a  15-duct  fine  laid  up 
with  single  tile.  Table  V  shows  the  elements  of  cost  for  a  5 
by  5  by  7  feet  deep  manhole.  The  walls  are  of  brick  and  the 
floor  and  roof  of  concrete.  Table  VI  shows  the  cost  of  duct 
lines  of  various  sizes  laid  up  from  single  tile  without  manholes, 
as  given  by  Ferguson. 

The  costs  of  repaving  are  approximately  as  follows:  Cedar 
block  60  cents,  macadam  50  cents,  granite  blocks  $1.00, 
asphalt  $3.25  per  square  yard.  These  costs  are  higher  if  it 
is  necessary  to  open  up  paving  within  the  period  in  which  the 
contractor's  reserve  is  still  effective,  as  the  opening  can  be 
made  only  with  his  permission  and  subject  to  the  terms 
dictated  by  him  for  repaving. 

Table  VII  gives  the  cost  of  the  more  common  sizes  of  man- 
holes, as  reported  by  Ferguson.  These  figures  include  sewer 
connections,  concrete  roof  and  floor,  with  brick  walls,  but 
not  repaving.  The  dimensions  are  given  with  depth  from 
floor  to  roof  inside  the  manhole  as  the  last  figure  in  each 
case. 
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TABLE  rv.  —  COST  OF  is-DUCT  LINE. 

PER  onCT  FOOT. 

Lumber  at  815  per  M $.0105 

Concrete  at  $4.85  per  yd 0231 

Mortar  at  $3 .  98  per  yd 0026 

Tile  at  $.05  per  ft 0502 

Total  material S.0864 

Excavation  and  filling  at  15  cts.  per  hour 0266 

Placing  lumber  at  20  cts.  per  hour 0004 

Placing  concrete  at  15  cts.  per  hour 0029 

Placing  mortar  at  25  cts.  per  hour ooi6 

Laying  tile  at  50  cts.  per  hour 0040 

Hauling  away  dirt  at  5°  cts.  per  hour 0047 

Total  labor .  0402 

Inspection,  50  cts.  per  hour .  0033 

Engineering  expenses .0214 

Incidentals,  5  per  cent .0116 

Per  duct  ft $.  1629 


TABLE  v.  — COST  OF  sXsXy  MANHOLE. 

23.7  cu.  ft.  concrete  at  $.202 $4.78 

2500  bricks  at  $9.00 22.50 

1013  lbs.  railroad  iron  at  $.0125 12.67 

Manhole  frame,  962  lbs.  at  $.015 1443 

ig  yds.  mortar  at  $3.98 4.47 

Sewer  trap 5.65 

30  feet  sewer  pipe  at  $.30 9.00 


Total , $7350 

Excavation  and  filling  785  yds.  at  $.0278. . . .  $21.82 

Repaving  at  $1.44  per  sq.  yd ii-9S 

Removing  dirt 4.30 

Laying  brick 7.00 

Total  labor 49.07 

Grand  total $122.57 
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TABLE  VI.  — APPROXIMATE  COST  OF  SINGLE-DUCT  CONDUIT  (IN  CENTS) 
PER  DUCT  FOOT. 


Cost  of  repaving  per  square  yard 

No.  of 

ducts. 

No 
paving. 

lo.so 

Si  .00 

li.So 

$2.00 

$3.00 

fe-So 

2 

24 

29 

34 

38 

43 

S2 

56 

4 

22 

2S 

27 

30 

33 

38 

41 

6 

20 

22 

24 

26 

28 

32 

•-  34 

9 

19 

21 

22 

24 

2S 

28 

30 

12 

19 

20 

21 

23 

24 

26 

28 

16 

18 

19 

20 

21 

22 

24 

25 

20 

17 

18 

^2 

20 

21 

22 

23 

24 

17 

18 

18 

19 

20 

21 

22 

30 

16 

17 

17 

18 

19 

20 

21 

40 

16 

17 

17 

18 

18 

19 

20 

SO 

16 

16 

17 

17 

18 

19 

19 

The  number  of  duct  feet  and  manholes  of  each  size  having 
been  laid  out  on  a  plan,  the  cost  of  the  conduit  hne  may  be 
estimated  from  these  tables  with  fair  accuracy,  the  kind  of 
paving  and  other  local  conditions  being  known. 

For  instance,  with  a  macadam-paved  street,  what  will  be 
the  cost  of  a  4-duct  line  1000  feet  long  with  two  5  feet  by  5 
feet  by  6  feet  and  two  3  feet  by  3  feet  by  4  feet  manholes? 
From  Table  VI  the  cost  of  a  4-duct  line  with  paving  at  50  cents 
is  .25  per  duct  foot.  There  being  4000  duct  feet  the  conduit 
proper  will  cost  $1000.  From  Table  VII  the  cost  of  the  two 
5  feet  by  5  feet  by  6  feet  manholes  wiL  be  $123.23  each,  or 
$246.46,  while  the  two  3  feet  by  3  feet  by  4  feet  manholes 
will  cost  $46.50  each,  or  $93.  The  5  feet  by  5  feet  by  6  feet 
manholes  require  10.67  square  yards  of  repaving  each,  or 
21.34  yards,  and  the  two  small  manholes  require  8  yards. 
The  cost  of  repav'ng  29.34  square  yards  at  50  cents  will  there- 
fore be  $14.67.    The  entire  cost  of  the  work  will  therefore  be 

Conduit $1000.00 

2  large  manholes 246.48 

2  small  manholes 93  00 

Repaving i4-67 

Total ;...  li3S4-iS 
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The  total  cost  including  manholes  and  repaying  is  there- 
fore equivalent  to  33  cents  per  duct  foot.  If  the  paving  had 
been  asphalt  at  $3.25  per  yard  the  conduit  proper  would 
have  cost  40  cents  per  duct  foot,  or  $1600,  and  the  manhole 
repaving  would  have  been  $95.35,  making  the  total  cost 
$2034.83.  It  is  therefore  important  in  selecting  routes  for 
through  lines  to  choose  those  thoroughfares  in  which  the  cost 
of  repaving  will  be  a  minimum. 


CHAPTER   XII. 
CABLE  WORK. 

Types  of  Cable.  —  Cables  used  for  the  underground  dis- 
tribution of  electricity  consist  of  a  conductor  or  group  of 
conductors  insulated  suitably  for  the  voltage  at  which  they 
are  to  be  operated  and  enclosed  in  a  lead  sheath  for  protec- 
tion from  moisture.  If  the  cable  is  to  be  laid  without  the 
protection  of  a  conduit  system,  it  may  be  further  protected 
from  mechanical  injury  by  an  armor  of  steel  tape  or  wire. 
It  is  then  known  as  an  armored  cable.  The  use  of  a  lead 
sheath  is  necessary  if  the  cable  is  to  remain  in  service  per- 
manently as  the  insulation  is  impaired  if  exposed  continuously 
to  moisture  and  the  life  is  materially  shortened.  Cables  having 
but  one  conductor  are  known  as  single-conductor  cables,  those 
having  two  conductors  are  known  as  duplex  or  twin  and 
those  having  three  conductors  as  triplex  or  three-conductor 
cables. 

Duplex  and  triplex  cables  are  those  in  which  the  conduc- 
tors are  spirally  arranged  in  the  lead  sheath,  the  voids  being 
filled  with  jute  to  make  cable  of  circular  cross-section  as  in 
Fig.  148.  Twin  cable  is  that  in  which  the  two  conductors 
are  arranged  in  one  plane  without  twisting  or  filling  in  the  voids 
with  jute. 

Two-conductor  and  three-conductor  cables  are  also  made 
with  a  concentric  arrangement.  After  the  central  core  is 
insulated  for  the  intended  voltage,  the  strands  of  the  next  con- 
ductor are  spirally  wound  around  it  and  the  insulation  is 
applied  in  the  usual  manner. 

If  it  is  to  be  a  two-conductor  concentric  cable,  the  lead 
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sheath  is  then  applied.  If  not,  another  layer  of  copper  and 
insulation  is  added,  making  it  a  three-conductor  cable  before 
the  lead  is  appUed. 

Where  it  is  necessary  to  get  the  maximum  cross-section  of 
copper  within  a  given  diameter  of  lead  sheath,  the  copper  con- 


Fig.  148.    High-voltage  Cable  Insulation. 


ductors  are  stranded  so  as  to  make  a  cross-section  shaped 
like  a  sector  of  a  circle.  This  permits  the  use  of  more  copper 
in  a  given  space  as  the  copper  occupies  a  part  of  the  space 
which  is  otherwise  filled  with  jute. 

Cables  having  as  many  as  10  or  12  conductors  of  No.  6  or 
No.  8  A.W.G.  have  been  used  to  some  extent  for  series  light- 
ing circuits,  where  all  the  circuits  were  carried  underground 
through  a  district  without  loops. 

The  use  of  multiple-conductor  cables  is  generally  advan- 
tageous because  of  the  saving  in  the  cost  of  the  lead  sheath 
as  compared  with  an  equal  number  of  similar  single-conductor 
cables.  However,  there  are  certain  disadvantages  incidental 
to  taps  and  joints  which  tend  to  offset  some  of  the  advantages. 
Practice  therefore  varies  according  to  the  use  to  which  the 
cable  is  put. 

In  general,  single-conductor  cable  is  used  when  frequent 
taps  are  required,  as  in  distributing  mains,  while  concentric 
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and  other  multiple-conductor  cables  are  used  for  through 
lines  where  taps  are  not  made.  Twin  cable  has  been  used 
quite  extensively  in  series  arc  systems,  and  in  single-phase  taps 
of  alternating-current  systems.  It  is  difl&cult  to  train  in 
manholes,  as  it  does  not  bend  easily  in  the  plane  of  the  con- 
ductors, and  with  paper  insulation  is  susceptible  to  injury  from 
bending  at  too  small  a  radius. 

Concentric  cables  are  used  in  preference  to  duplex  where 
the  conductors  are  over  No.  o,  as  the  side-by-side  arrange- 
ment makes  a  cable  which  is  very  difl&cult  to  bend,  and  in 
the  larger  sizes  cannot  be  drawn  into  a  standard  duct.  The 
greater  facility  of  jointing  makes  the  use  of  duplex  some- 
what preferable  in  the  sizes  below  No.  o  A.W.G.  The 
concentric  arrangement  is  especially  advantageous  with  low- 
tension  feeders,  as  it  permits  the  use  of  a  single  duct  for  the 
outers  of  an  Edison  feeder  of  750,000  or  larger  where  two 
ducts  would  be  required  if  single-conductor  cables  were  used. 
This  is  of  importance  where  feeders  are  numerous  and  duct 
space  limited,  as  is  often  the  case  in  the  larger  cities. 

Low-tension  distributing  mains  which  have  three  conduc- 
tors of  the  same  size  should  preferably  be  of  single-conductor 
cable,  in  order  to  facilitate  the  work  of  making  service  taps. 
This  work  must  be  done  with  the  lines  aKve,  and  is  much 
more  easily  accomplished  when  one  polarity  may  be  dealt  with 
at  a  time.  The  same  is  true  of  service  cables  which  are 
terminated  in  damp  basements  or  sidewalk  areas  where  good 
insulation  is  maintained  with  difi&culty  and  where  the  separa- 
tion of  polarities  is  very  desirable. 

Two-phase  and  three-phase  feeders  from  which  few  taps  are 
taken  are  preferably  of  three-  or  four-conductor  cables,  owing 
to  the  lower  cost  of  a  single  lead  sheathing  as  compared  with 
the  same  number  of  single-conductor  cables.  The  use  of 
single-conductor  on  the  primary  mains  is  preferable  from  the 
standpoint  of  the  expense  of  jointing  and  separation  of  po- 
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larities.  It  is  also  desirable  to  use  single-conductor  cables 
at  points  where  multiple-conductor  feeders  are  connected  to 
an  overhead  section,  as  this  makes  a  safer  installation  to 
handle  on  a  pole  top. 

Secondary  cables  carrying  loads  of  200  amperes  and  up- 
ward are  subject  to  inductive  action  when  made  single  con- 
ductor. The  magnetic  field  may  become  strong  enough  to 
induce  an  appreciable  .difference  of  potential  between  the  lead 
sheaths  of  single-conductor  cables  of  a  circuit  and  cause  a 
flow  of  current  sufficient  to  cause  injury  to  the  lead  sheaths 
where  they  are  in  contact  with  each  other.  This  can  be  pre- 
vented by  the  use  of  a  jute  covering  over  the  lead  sheath, 
though  this  is  found  objectionable  in  case  repairs  are  necessary, 
owing  to  the  tendency  of  such  cables  to  stick  in  the  duct. 
The  preferable  method  with  cables  of  350,000  cm.  and 
smaller  is  to  use  a  multiple-conductor  cable.  Short  pieces 
of  single  conductor  may  be  spliced  into  the  main  at  the  man- 
holes where  service  taps  are  to  be  made  to  facilitate  such  con- 
nections. The  saving  in  first  cost  due  to  the  use  of  the  three- 
conductor  cable  compensates  partly  for  the  expense  of  making 
the  extra  splices. 

Transmission  lines,  which  are  usually  three-phase,  are  of 
three-conductor  cable  with  a  thickness  of  insulation  on  each 
conductor  sufficient  for  the  voltage  between  phases.  Another 
layer  is  placed  over  all  three  conductors  as  shown  in  Fig.  148. 

Sector  T3rpe  Cables.  —  In  the  larger  systems  where  the  con- 
ditions of  urban  transmission  require  that  the  carrying  capacity 
of  cables  be  as  great  as  possible  and  where  the  diameter  of 
duct  systems  is  fixed  at  3  to  3^  inches  inside,  the  ability  to 
increase  conductor  sizes  in  high-tension  cables  is  limited  by 
the  size  of  the  duct.  With  the  usual  round  t5^e  of  conductor 
this  limit  is  considerably  too  small  at  6600  volts,  and  is  reached 
in  some  cases  where  the  voltage  is  as  high  as  13,200. 
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The  most  available  source  of  relief  in  such  cases  is  found 
in  the  use  of  conductors  having  a  cross-section  shaped  like  a 
sector  of  a  circle  as  in  Fig.  149  instead  of  the  usual  circular 
cross-section.    This  arrangement  makes  use  of  space  which 


Fig.  149.     Cross-section  of  9000-volt,  3So,ooo-c.m.  Sector  Cable. 

is  ordinarily  filled  with  jute  to  round  out  the  cable  for  ad- 
ditional copper.  The  result  is  that  the  conductors  may  be 
given  a  cross-section  which  is  50  to  100  per  cent  greater  for 
a  given  outside  diameter.  In  Fig.  150  are  shown  curves  by 
which  the  comparison  may  be  made  directly.  These  curves 
show  the  external  diameter  of  round  and  sector  type  cables 
having  various  conductor  sizes  up  to  600,000  cm. 

The  superior  facilities  afforded  by  the  shape  of  the  sector 
conductor  for  the  radiation  of  heat  give  such  cables  an  in- 
creased current  carrying  capacity  as  compared  with  round 
cables.  In  round  cables  the  current  density  (amperes  per  1000 
circular  mils)  decreases  as  the  size  of  cable  increases.  This  is 
also  the  case  with  sector  cables  but  the  rate  of  decrease  is 
less  rapid.  Thus  if  a  250,000-c.m.  round  cable  is  loaded  to 
its  safe  temperature  when  carrying  250  amperes  continuously, 
a  sector  cable  of  the  same  external  diameter  having  conductors 
of  450,000  cm.  section,  will  carry  current  in  direct  proportion  to 
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the  increased  section  at  approximately  the  same  temperature. 

That  is,  it  will  carry  ^  X  225  =  405  amperes. 
25 

In  the  sizes  250,000  cm.  and  larger  the  cost  per  foot  of 
sector  cable  is  less  than  that  of  round  cable  of  equal  conductor 
section,  and  the  cost  per  kw.  of  carrying  capacity  is  consider- 
ably less  because  of  the  increased  capacity  per  circular  mil. 

This  tends  to  favor  the  use  of  sector  cables  even  where  the 
diameter  of  ducts  is  not  a  limiting  condition,  as  in  the  case 
of  submarine  cables  and  in  the  sizes  from  200,000  to  300,000 
circular  mils,  which  are  not  too  large  for  standard  ducts  at 
voltages  below  15,000.  The  use  of  sector  cables  is  therefore 
increasing  in  the  larger  systems,  where  larger  cables  are  found 
desirable  as  the  capacity  of  substations  is  increased  from  year 
to  year. 

Insulation.  —  Cables  are  insulated  according  to  the  voltage 
for  which  they  are  intended,  and  to  the  conditions  of  instal- 
lation and  maintenance  while  in  service. 

Three  kinds  of  insulating  material  are  in  general  use,  {a) 
rubber,  (b)  oiled  paper  and  (c)  varnished  cambric. 

Rubber  was  first  used  because  of  its  ability  to  withstand 
moisture  and  its  elasticity  in  bending  and  training  cables 
around  corners  of  manholes  and  into  the  ducts,  junction  boxes, 
etc.  It  served  its  purpose  very  satisfactorily  during  the  earher 
stages  of  the  art  of  electrical  distribution  and  is  still  used  for 
many  purposes.  With  the  introduction  of  voltages  above 
2500,  it  was  found,  however,  that  rubber  was  affected  by  the 
presence  of  static  charges  and  had  a  tendency  to  gradually  lose 
its  insulating  qualities.  This,  together  with  the  comparatively 
high  cost  of  good  rubber,  led  to  the  development  of  cable  in- 
sulation of  strips  of  oiled  manila  paper  wrapped  spirally  about 
the  cable  with  sufficient  surplus  of  oil  to  keep  the  paper 
saturated  continuously.    The  number  of  layers  was  made 
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sufficient  to  give  proper  dielectric  strength  for  the  higher  volt- 
ages and  proper  mechanical  strength  for  bending  at  the  lower 
pressures. 

This  type  of  cable  insulation  has  come  to  be  standard  for 
high  voltage  transmission  and  feeder  cables  instead  of  rubber 
as  it  has  a  high  dielectric  strength  and  is  less  expensive  than 
rubber.  It  is  important  that  it  be  protected  well  at  terminals 
by  suitable  pot  heads  and  at  joints  by  water-tight  sleeves, 
as  it  absorbs  moisture  if  exposed.    . 

The  dielectric  strength  depends  somewhat  upon  the  quality 
of  the  paper  and  upon  the  character  of  the  oils  used  for  its 
impregnation.  These  oils  must  be  present  in  ample  quantity 
to  prevent  sections  of  cable  which  may  be  at  a  higher  level 
from  becoming  "dry." 

Paper  insulation  is  capable  of  withstanding  higher  tem- 
peratures than  rubber,  without  injury,  which  gives  it  an  ad- 
vantage for  low-tension  feeders  where  overloads  are  likely  to 
be  encountered  in  parts  of  the  system  at  certain  seasons. 

Cambric  insulation  was  developed  originally  for  winding  of 
coils  of  electrical  machinery  and  its  usefulness  there  led  to  its 
use  in  bus-bar  insulation  and  thence  to  cables.  It  is  made  by 
passing  lengths  of  cambric  cloth  through  a  bath  of  insulating 
varnish  and  thence  over  a  series  of  drying  rolls.  These  lengths, 
several  feet  in  width,  are  then  cut  into  strips  of  suitable  width 
to  serve  as  tape.  In  this  form  it  is  applied  spirally  to  cables  to 
the  required  thickness  for  the  intended  voltage,  the  layers 
being  held  from  unwrapping  by  a  plastic  compound  applied 
between  them. 

The  cambric  forms  a  somewhat  more  elastic  insulation  than 
paper  and  is  less  susceptible  to  moisture  while  exposed.  It  is 
somewhat  more  expensive  than  oiled  paper  but  less  expensive 
than  rubber.  It  has  replaced  rubber  in  some  classes  of  work 
where  joints  are  numerous  and  exposure  to  moisture  in  wet 
manholes  is  frequent.     The  presence  of  the  compound  be- 
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TABLE  Vin.  — WEIGHTS  AND  DIAMETER  OP  SINGLE -CONDUCTOR,  PAPER 
AND  LEAD  COVERED  CABLE,  600  VOLTS. 


Diameter  in  inche. 

,  over 

Weights  in  lbs.  per  foot. 

Size  B.  &  S. 

Thickness 
of  paper. 

and 
Edison. 

Copper. 

Paper.- 

Lead  A  in. 

Copper. 

Total  copper, 
paper,  lead. 

6 

A 

.180 

■430 

.680 

.085 

.922 

4 

■234 

.484 

•734 

.  140 

1.069 

2 

■^ 

•29s 

•545 

•795 

.224 

1.256 

0 

A 

.378 

.628 

.878 

•338 

1 .920 

00 

A 

.425 

•675 

■925 

.426 

2. Ill 

000 

% 

•475 

■725 

•975 

•532 

2.326 

0000 

•  524 

•774 

1.024 

.650 

2^551 

200 

'A 

•S05 

•755 

1. 00s 

.614 

2^473 

250 

A 

.568 

.818 

1.068 

.790 

3.786 

300 

h 

■  637 

•949 

1. 199 

•949 

3  243 

3S0 

h 

.680 

•992 

1.242 

1.092 

3  484 

400 

# 

■735 

1.047 

1.297 

1.224 

3  738 

45° 

h 

•77.7 

1.089 

I  339 

1.343 

3  949 

Soo 

h 

.820 

1. 132 

1.382 

'•55° 

4  251 

600 

A 

.900 

1. 212 

1.462 

1.874 

4^752 

750 

^ 

1.020 

1332 

1.582 

2  331 

5-473 

.800 

A 

1.037 

1^349 

^•599 

2.462 

5.642 

900 

A 

1. 096 

1.408 

i^658 

2. 815 

6.126 

1000 

A 

I-I57 

1.4O9 

1.719 

2.138 

6.583 

1250 

A 

1. 296 

1.608 

1.858 

3-831 

7  584 

1500 

j\ 

1. 41 2 

1.787 

2.037 

4.681 

8.969 

2000 

■h 

1.652 

2.027 

2.277 

6.237 

H.077 

2500 

A 

1.848 

2.285 

2-535 

7.674 

13.221 

tween  layers  assists  in  preventing  the  spread  of  moisture 
through  the  cable  in  case  there  should  be  pinholes  in  the  lead. 

The  thickness  of  insulation  is  determined  by  considerations 
of  botji  mechanical  and  dielectric  strength.  The  bending  of 
cables  in  manholes  and  at  service  entrances  places  a  strain  on 
the  insulation  which  it  must  be  able  to  withstand  without 
materially  affecting  its  dielectric  strength.  The  tape  which 
forms  the  insulation  must  therefore  be  applied  in  several 
overlapping  layers  to  prevent  injury.  There  is  also  a  hmit 
to  the  radius  of  bending  which  should  not  be  exceeded,  which 
is  from  6  to  8  times  the  diameter  of  the  cable. 

With  low-tension  cables,  that  is  600  volts  and  under,  the 
minimum  thickness  which  is  safe  for  bending   is   adequate 
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TABLE  IX. 

—  SINGLE-CONDUCTOR 

CABLES 

VARNISHED 

-AMBEIC  INSULATION. 

30C0 

volts. 

Sooo  volts. 

7000 

volts. 

13.500 

volts. 

Size 

A.  W.  G. 

Weight 

Diam- 

Weight 

Diam- 

Weight 

Diam- 

Weight 

Diam- 

per 

eter  over 

per 

eter  over 

per 

eter  over 

per 

eter  over 

1000  ft. 

lead. 

1000  ft. 

lead. 

roooft. 

lead. 

1000  ft. 

lead. 

6 

642 

■57 

817 

.70 

904 

.76 

1,717 

1 .11 

4 

748 

.62 

927 

■75 

1,228 

.84 

2,138 

1. 19 

2 

893 

.68 

1,378 

■84 

1-389 

■90 

2,294 

1.24 

I 

994 

.72 

1.392 

.88 

1,506 

•94 

2,431 

1.28 

0 

1 108 

.76 

1,521 

■92 

1,637 

.98 

^,582 

I  33 

00 

1447 

.84 

1,676 

.96 

1,804 

1.03 

2.765 

1-37 

000 

1627 

.89 

1,860 

1.02 

1,981 

1.08 

2,970 

1.42 

0000 

1843 

■95 

2,083 

1.07 

2,488 

1. 17 

3,233 

1.48 

250,000 

2026 

1. 00 

2,548 

I-I5 

2,690 

1 .22 

3,451 

1-53 

300,000 

2278 

I. OS 

2,822 

1 .21 

2,965 

1.27 

3,731 

1-59 

350,000 

2489 

X  .10 

3,048 

1.26 

3,194 

1.32 

3,975 

1.53 

400,000 

2987 

1. 18 

3,278 

i^3i 

3,428 

1^37 

4.636 

1. 71 

500,000 

3442 

1.27 

3,743 

1-39 

3-893 

1^45 

5,141 

1.80 

600,000 

3888 

1^35 

4-197 

1-47 

4-038 

1^53 

5.636 

1.88 

650,000 

4100 

1^39 

4,414 

I-5I 

4,429 

^■S8 

5.880 

1 .92 

700,000 

4322 

1.42 

4,632 

i-55 

5,026 

1 .64 

6,122 

1-95 

750,000 

453 1 

1^45 

4,853 

1.58 

5,254 

..67 

6,350 

1.98 

800,000 

473S 

1.48 

5,444 

1.64 

5-479 

1.70 

6,572 

2.01 

900,000 

5066 

1.56 

5,825 

1.72 

5,787 

1.78 

6,955 

2  .09 

1,000,000 

5970 

i.64 

6,412 

^•77 

6,092 

1.83 

7,495 

2.17 

1,250,000 

7,429 

1.92 

6,846 

1.99 

9,303 

2.36 

1,500,000 

8,388 

2.02 

7,825 

2.09 

10,319 

2  .46 

1,750,000 

10,056 

2  .20 

9,535 

2.29 

11,524 

2  .60 

2,000,000 

11,070 

2.30 

10,483 

2.36 

12,471 

2.68 

for  dielectric  strength.  In  the  sizes  of  such  single  conductor 
cables  up  to  250,000  cm.  it  is  usual  to  provide  f  inch  of  paper 
or  cambric  insulation.  The  larger  sizes  require  ^3  to  ^^  inch 
as  indicated  in  Table  VIII,  to  give  proper  mechanical 
strength.  This  table  also  shows  the  weights  and  diameters 
of  copper  and  lead  in  single-conductor  cables. 

With  cables  designed  for  use  at  higher  voltages,  additional 
thickness  is  required  to  provide  suitable  dielectric  strength. 

There  is  some  variation  in  practice  among  engineers  as  to 
the  thickness  provided  per  kilovolt,  due  to  different  ideas 
as  to  the  necessary  factor  of  safety,  but  experience  has 
indicated   that,  for   2  200- volt   distribution,  single-conductor 
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cables  up  to  4/0  A.  W.  G.  are  satisfactory  in  operation  with 


52  inch  :'nsulation. 


Cables  for  6600  volts  have  about  5%  inch  insulation  and 
those  for  15,000  volts,  about  j^  inch. 

In  three-phase  systems,  operating  without  the  neutral 
point  of  the  transmission  system  grounded,  the  thickness  of 
insulation  should  be  somewhat  more  than  with  grounded 
neutral  systems  since  the  strains  are  greater  in  the  ungrounded 
system  under  certain  conditions. 


TABLE  X.  -  THREE-CONDUCTOR  CABLES. 

EUBEEE  INSULATION. 


3000 

volts. 

5000 

volts. 

7000 

volts. 

13,500 

volts. 

Size 

A.  W.  G. 

Weight 

Diam- 

Weight 

Diam- 

Weight 

Diam- 

Weight 

Diam- 

per 

eter  over 

per 

eter  over 

per 

eter  over 

per 

eter  over 

1000  ft. 

lead. 

1000  ft. 

lead. 

1000  ft. 

lead. 

1000  ft. 

lead. 

6 

1567 

.918 

2144 

1. 188 

3077 

1.490 

4437 

1 .960 

4 

1889 

I  .022 

2499 

I  .292 

3488 

1-594 

4885 

2.064 

2 

2358 

1. 152 

3354 

1-453 

4046 

1.723 

6535 

2.256 

I 

2847 

1-314 

3760 

1-548 

4471 

1. 818 

699s 

2-351 

0 

3217 

1-398 

4134 

1-633 

5769 

1-965 

7523 

2-436 

00 

404s 

1-524 

4636 

1.727 

6342 

2  .060 

8133 

2-53° 

000 

4619 

1-635 

6108 

1 .900 

7013 

2  .170 

8848 

2.641 

0000 

5318 

I -759 

6893 

2.026 

7823 

2.29s 

9736 

2.766 

PAPER 

INSULATION. 

3000  volts. 

5000  volts. 

7000  volts. 

13.500  volts. 

Size 

A.  W.  G- 

Weight 

Diam- 

Weight 

Diam- 

Weight 

Diam- 

Weight 

Diam- 

per 

eter  over 

per 

eter  over 

per 

eter  over 

per 

eter  over 

1000  ft. 

lead. 

1000  ft. 

lead. 

1000  ft. 

lead. 

1000  ft. 

lead. 

6 

1874 

-979 

2190 

I  .114 

3199 

1.508 

5. 742 

2.100 

4 

2270 

1.083 

2597 

1.218 

3646 

1.608 

6,299 

2.206 

2 

2837 

1. 213 

3188 

1-345 

4274 

1.740 

7.052 

2-33S 

I 

340s 

I -314 

3583 

1. 441 

4705 

1-837 

7,561 

2-433 

0 

3864 

I -459 

4045 

1-525 

6110 

1.984 

8,144 

2.51S 

00 

4420 

I -553 

4610 

1 .622 

675s 

2  .080 

8,841 

2.608 

000 

5081 

1-663 

6106 

I -795 

7513 

2.190 

9-657 

2.720 

GOOD 

6700 

1.852 

6978 

1. 919 

8446 

2-315 

10,663 

2.845 
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In  general,  rubber  cables  are  used  where  the  insulation  is 
frequently  exposed  for  jointing  and  where  electrolytic  or 
other  conditions  cause  darnage  to  the  lead  sheath  at  intervals. 

Distributing  mains  are  quite  commonly  of  rubber  cable 
for  these  reasons,  while  feeders  and  transmission  lines  are 
usually  made  up  of  paper  cable. 

The  insulation  provided  for  cables  in  use  in  some  of  the 
large  transmission  systems  is  shown  in  Table  XL  It  will  be 
noted  that  the  thickness  of  insulation  varies  from  67  mils  per 
1000  volts  between  conductors  at  6600  volts  to  22  mils  at 
25,000  volts  and  from  52  mils  per  1000  volts  between  conductor 
and  ground  at  6600  volts  to  16  mils  at  25,000  volts.  These 
differences  are  due  in  part  to  differences  of  opinion  as  to  what 
factor  of  safety  should  be  used  in  the  design  of  high-potential 
cables.  The  lower  values  of  thickness  are  used  on  the  higher 
voltages  because  the  thickness  required  does  not  vary  directly 
with  the  voltage. 

For  pressures  above  20,000  volts,  the  design  of  cable  in- 
sulation should  be  based  on  the  principle  that  the  most  rapid 
fall  of  potential  takes  place  in  the  layers  of  insulation  next  to 
the  conductor.  It  is  well  established  that  the  outer  ring  of 
insulation  in  a  triplex  cable  adds  comparatively  little  to  the 
dielectric  strength  of  the  whole  insulation,  and  that  the  layers 
on  the  individual  conductors  bear  most  of  the  burden.  The 
outer  layers  are  of  assistance  as  additional  protection  from 
moisture  in  case  of  a  break  in  the  sheath  and  in  bending. 

In  the  case  of  cables  operating  at  20,000  to  30,000  volts  it 
has  therefore  been  the  practice  in  most  cases  to  use  a  "graded  " 
type  of  cable,  that  is  a  cable  with  one  insulating  medium  of 
high  value  next  to  the  copper,  and  another  medium  for  the  outer 
layers.  The  result  is  a  cable  which  has  a  sufficient  dielectric 
strength  with  materially  less  thickness  of  insulation  than 
Would  be  required  if  it  were  all  of  one  type.  This  is  important 
in  these  high  voltage  cables  since  otherwise  the  over-all  diam- 
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TABLE    XI.  -  INSULATION 

OF 

VARIOUS 

THREE-CONDUCTOR 

HIGH- 

TENSION,   CABLE  INSTALLATIONS. 

Thickness  of  insulation. 

Per  loco 

q 

Size  of 

In  64ths  of 

volts  in 

Name. 

Work- 
ing 

volt- 
age. 

1 

con- 
ductor 
B.&S. 
or 

Insulation. 

an  inch. 

sandths 
of  an  inch. 

m 

+3 

01 

CM. 

^U 

■s 

V    0 

c 

z 

•— , 

^ 

Brooklyn       Rapid 

6,600 

No 

250,000 

Paper 

13 

10 

61 

54 

Transit  Co. 

New  York  Edison 

6,600 

No 

250,000 

Paper 

10 

10 

47 

47 

Company. 

Cataract  Power  & 

1 1 ,000 

No 

000 

Paper 

13 

13 

37 

37 

Conduit  Co. 

Interborough 

1 1 ,000 

Yes 

000 

Paper 

14 

14 

40 

69 

Rapid  Transit  Co. 

N.  Y.  C.  R.  R. 

1 1 ,000 

Yes 

0000 

Paper 

14 

12 

40 

64 

Minneapolis    Rap- 

13,000 

Yes 

3 

Paper 

12 

12 

29 

SO 

id  Transit  Co. 

Philadelphia  Rapid 

13,200 

No 

00 

Paper 

12 

12 

28 

28 

Transit  Co. 

Baltimore    United 
Railways. 
Commonwealth 

13,200 

Yes 

000 

Paper 

14 

10 

33 

49 

20,000 

Yes 

00 

Paper 

18 

12 

28 

41 

Edison  Co. 

Detroit         Edison 

23,000 

Yes 

2 

Cambric 

12 

6 

22 

26 

Co. 

St.  Paul  Gas  Light 

25,000 

No 

2 

Paper 

18 

8 

22 

16 

Co. 

Shawinigan  Power 

25,000 

No 

00 

Rubber 

28 

none 

17 

17 

Co. 

eter  reaches  the  capacity  of  a  32-in.  duct  in  sizes  of  con- 
ductor which  are  too  small  for  economy  of  duct  space  and 
cable  investment. 

Current-carrying  Capacity.  —  In  low-tension  distribution, 
in  underground  transmission  cables  and  in  other  situations 
where  the  size  of  the  conductor  is  not  determined  by  the  per- 
missible line  drop,  the  size  of  the  conductor  is  usually  fixed  by 
the  heating  of  the  cable  under  normal  loads. 

If  the  voltage  and  distance  are  such  that  the  permissible 
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line  drop  is  reached  only  with  a  volume  of  current  which  pro- 
duces dangerous  heating  of  the  insulation,  then  the  capacity 
of  the  cable  is  fixed  by  the  ability  of  the  insulation  to  with- 
stand heat  and  not  by  the  line  drop.  In  general,  this  is  the 
case  when  the  distance  of  transmission  is  less  than  one  mile 
per  1000  volts  of  working  pressure.  In  a  low-tension  system 
at  230  volts,  this  limit  is  reached  at  about  .23  mile,  or  1200 
feet.  In  a  three-phase  transmission  cable  at  10,000  volts,  the 
line  drop  becomes  the  determining  factor  at  distances  over 
10  miles.  However,  with  conductors  of  less  than  500,000  cm. 
single  conductor  or  4/0  three  conductor,  the  heating  Umit  is 
higher  than  with  larger  cables,  because  of  greater  radiating 
surface  per  watt  of  energy  dissipated. 

The  safe  carrying  capacity  of  lead-sheathed  cables  in  under- 
ground conduit  is  fixed  by  (a)  the  number  of  watts  dissipated 
per  foot  of  conduit,  (b)  by  the  radiating  capacity  of  the  con- 
duit and  cable,  and  (c)  by  the  ability  of  the  cable  insulation  to 
withstand  high  temperatures. 

The  number  of  watts  dissipated  per  conduit  foot  is  in 
turn  fixed  by  the  number  of  cables,  by  the  load  they  carry 
and  by  the  cross-sectional  area  of  the  conductors.  The 
radiating  capacity  of  the  conduit  system  varies  somewhat 
with  the  arrangement  of  the  ducts.  A  square  duct  section 
which  happens  to  be  the  most  economical  to  construct  is 
unfortunately  the  least  effective  in  heat  radiation,  since  its 
contact  area  with  the  surrounding  earth  is  the  least  of  any 
rectangular  section.  The  radiation  of  heat  from  the  inner 
ducts  must  pass  through  the  outer  ducts  and  cables  to  get  to 
earth.  This  raises  the  temperature  of  the  entire  duct  system, 
since  the  heat  dissipated  from  the  inner  ducts  has  a  path  of 
greater  resistance  and  the  temperature  gradually  increases 
until  the  radiation  equals  the  amount  of  heat  liberated.  This 
requires  about  8  hours  in  12  to  20  duct  systems  at  constant 
load  on  the  cables. 
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With  lines  having  less  than  9  ducts  there  is  little  difi&culty 
but  in  large  Unes  the  increased  temperatures  may  make  an 
appreciable  reduction  in  the  carrying  capacity  of.  the  cables, 
if  a  safe  temperature  limit  is  respected. 

H.  W.  Fisher  made  a  study  of  this  effect  in  a  large  duct 
system  at  Niagara  Falls  which  led  him  to  the  conclusion  that 
the  capacity  of  the  cables  in  the  inner  ducts  of  a  large  duct 
line  was  reduced  to  from  60  per  cent  to  80  per  cent  of  their 
capacity  under  similar  loading  in  a  small  duct  system. 

It  does  not  follow  that  duct  systems  of  over  9  ducts  should 
be  entirely  avoided  however,  as  this  reduction  in  capacity  is 
only  found  where  there  are  more  than  about  10  ducts  full  of 
cables  operating  at  loads  which  cause  heating.  Where  a  part 
of  the  duct  run  is  occupied  by  high  tension  or  other  cables 
which  are  not  normally  warm,  it  is  good  practice  to  build 
duct  lines  as  large  as  24  to  30  ducts. 

The  effect  is  illustrated  by  a  test  made  on  a  low-tension 
direct-current  feeder  in  Chicago,  results  of  which  are  shown 
graphically  in  Fig.  151.  This  feeder  was  in  large  duct  lines 
near  the  substation  and  consisted  of  two  1,000,000  cm.  cables 
in  separate  ducts.  It  was  operated  at  approximately  con- 
stant loads,  as  indicated  for  periods  of  eight  hours.  The 
temperature  of  the  lead  sheath  plainly  follows  the  air  tem- 
peratures in  the  manholes  and  is  appreciably  higher  in  those 
portions  of  the  line  where  there  are  the  greatest  number  of 
cables  operating  at  temperatures  above  that  of  the  air. 

The  carrpng  capacity  of  multiple-conductor  cables  is  smaller 
than  that  of  similar  single-conductor  cables  under  similar 
conditions.  The  energy  dissipated  by  three  conductors  under 
a  given  loading  is  the  same  whether  they  are  in  single  cables 
or  grouped  in  a  three-conductor  cable.  The  area  of  radiat- 
ing surface  of  the  three-conductor  cable  is,  however,  materially 
less  than  the  aggregate  area  of  the  radiating  surfaces  of  the 
single-conductor  cables.    The  result  is  a  greater  rise  of  temper- 
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ature  in  the  three-conductor  cable  and  a  reduced  carrying 
capacity  at  the  maximum  safe  temperature  of  the  insulation. 
Duplex  cables  thus  lose  about  10  per  cent,  and  two-con- 
ductor concentric  cables  about  20  per  cent  of  their  capacity 
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Fig.  151.    Rise  of  Temperature  in  Cable  Sheath. 

as  single  cables.  Triplex  cable  loses  about  25  per  cent  and 
three-conductor  concentric  cable  even  more  of  its  capacity. 

The  permissible  current  density,  expressed  usually  as  the 
number  of  amperes  per  1000  circular  mils,  varies  with  the  size 
of  the  conductor.  A  small  cable  may  be  loaded  more  economi- 
cally as  regards  the  weight  of  copper  per  kw.  than  a  larger  cable. 

This  results  from  the  fact  that  the  area  of  the  conductor 
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increases  as  the  square  of  the  diameter  while  the  area  of  the 
radiating  surface  increases  in  direct  proportion  to  the  diam- 
eter. Thus  if  the  diameter  of  a  conductor  is  doubled,  its 
cross-sectional  area  and  current-carrpng  capacity  are  made 
four  times  as  great,  while  the  radiating  surface  available  for 
the  dissipation  of  heat  is  only  doubled.  Hence  the  produc- 
tion of  heat  in  the  cable  very  rapidly  overtakes  the  capacity 
to  radiate  it,  as  the  size  is  made  larger  and  it  is  necessary  to 
gradually  reduce  the  current  density  as  larger  sizes  of  cable  are 
approached.  This  reaches  a  point  where  the  use  of  copper  is 
so  inefiScient  that  it  becomes  more  economical  to  use  two  or 
more  cables  of  a  smaller  size  to  secure  the  required  capacity. 
This  is  frequently  done  where  sizes  above  1,000,000  cm. 
would  otherwise  be  required. 

However,  with  cables  in  conduit  systems  on  crowded  streets, 
the  cost  of  the  ducts  and  the  difficulty  of  securing  sufficient 
duct  space  often  leads  to  the  use  of  cables  of  1,500,000  cm. 
and  in  some  cases  2,000,000  cm.  in  low- tension  distributing 
systems. 

The  current  density  of  the  sizes  of  conductors  used  in  dis- 
tribution work  may  therefore  be  made  about  2  amperes  per 
1000  cm.  in  No.  6  or  No.  4  cables  without  dangerous  heating, 
while  in  a  1,000,000  cm.  cable  it  is  about  .75  ampere  for  loads 
lasting  more  than  two  to  three  hours.  The  density  at  the 
time  of  the  maximum  load  may,  of  course,  be  run  appreciably 
higher  than  these  figures,  in  cases  where  the  peak  of  the  load 
is  of  less  than  two  hours  duration. 

Temperature  Limits.  —  The  limit  of  current  density  is  fixed 
by  the  ability  of  the  cable  insulation  to  withstand  high  tem- 
peratures. This,  in  turn,  depends  upon  the  character  of  the 
insulation. 

Rubber  insulated  cables  should  not  be  operated  for  any 
considerable  time  at  temperatures  above  50  degrees  C.  as  the 
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rubber  loses  its  resilience  and  strength  if  frequently  heated 
more  than  this.  Oiled  paper  and  varnished  cambric  may  be 
operated  as  high  as  75  degrees  C.  without  danger  of  injury. 
However,  while  heating  above  these  limits  is  injurious  if 
continued  regularly,  these  temperatures  may  be  exceeded 
for  a  number  of  hours  during  an  emergency  without  serious 
injury. 

With  cables  operating  at  pressures  above  6600  volts,  the 
heating  is  affected  by  the  dielectric  loss  in  the  insulation. 
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Fig.  152.    Heating  of  Single-conductor  Cable. 


This  loss  increases  as  the  temperature  increases  and  adds 
appreciably  to  the  temperature  of  the  cable  at  temperatures 
of  50  degrees  C.  and  higher. 

Tests  reported  by  L.  A.  Ferguson  in  his  paper  before  the 
International  Electrical  Congress  at  St.  Louis  in  1904  furnish 
very  useful  data  as  to  the  temperatures  attained  in  paper-in- 
sulated cables  laid  in  underground  conduits.  Fig.  152  shows 
the  rise  in  temperature  experienced  by  a  1,000,000  cm.  single- 
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conductor  cable,  in  tile  duct  and  in  air,  after  canying  loads 
from  800  to  1900  amperes  for  3  hours  or  more.  It  will  be 
noted  that  at  a  load  of  1000  amperes  the  rise  of  temperature 
of  the  cable  in  the  air  is  41  degrees  C,  while  in  conduit  it 
is  about  10  degrees  C.  higher. 

The  results  represented  by  the  curve  in  Fig.  153  show  the 
rate  of  rise  of  temperature  in  a  two-conductor  concentric  cable 
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Fig.  153.    Heating  of  Concentric  Cable. 


of  1,000,000  cm.  in  each  conductor  when  it  is  carrying  1000 
amperes.  It  is  apparent  from  the  curves  that  the  temperature 
of  the  outer  conductor  is  practically  the  same  as  that  of  the 
single-conductor  cable  of  the  same  section  in  air,  but  that 
the  inner  conductor  runs  hotter.-  The  rate  of  rise  is  such  that 
the  ultimate  elevation  of  40  degrees  in  the  outer  conductor 
is  reached  in  about  2I  hours,  70  per  cent  of  this  rise  having 
occurred  in  the  first  hour.  Overloads  of  short  duration  may 
therefore  be  carried  safely.     Data  for  a  three-conductor  cable 
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of  4/0  in  conduits  are  given  in  Fig.  154  for  various  ampere 
loads.  This  cable  was  loaded  with  an  equal  current  in  each 
conductor,  and  it  is  apparent  that  with  equivalent  current 
densities  this  cable  runs  cooler  than  the  1,000,000  cm.  cable. 
This  is  due  to  the  fact  that  the  radiating  surface  of  the  three- 
conductor  cable  is  over  60  per  cent  greater  than  that  of  the 
single-conductor  1,000,000  cm.  cable. 
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Fig.  154.    Heating  of  Three-conductor  Cable. 


The  loss  on  a  cable  is  preferably  expressed  in  watts  per 
duct  foot,  as  the  heating  of  cable  and  air  is  directly  propor- 
tional to  this  quantity. 

The  resistance  of  a  1,000,000  cm.  cable  being  .0000124  ohm 
per  foot  at  50  degrees  C,  the  energy  loss,  C^i?,  in  a  single- 
conductor  cable  at  1000  amperes  is  1000  X  1000  X  .0000124 
=  12.4  watts.    Likewise  in  a  1,000,000  cm.  concentric  cable 
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the  loss  is  24.8  watts  per  foot.  In  a  three-conductor  4/0 
cable,  with  200  amperes  current  on  each  conductor,  the 
resistance  per  foot  being  .00006,  the  loss  per  foot  of  cable  is 
3  X  200  X  200  X  .00006  =  7.2  watts.  With  smaller  con- 
ductors the  energy  loss  is  less  for  a  given  current  density, 
and  the  surface  of  radiation  not  decreasing  proportionately, 
the  current  density  may  be  run  higher. 

Temperature  and  Current  Relations.  —  The  temperature  of 
the  conductors  of  a  cable  may  be  calculated  approximately  for 
a  given  current,  if  the  kind  and  thickness  of  its  insulation 
are  known.  Various  empirical  formulae  have  been  developed 
from  tests  by  European  and  American  investigators.  The 
most  available  of  these  for  use  in  a  cable  distribution  system 
are  those  by  which  it  is  possible  to  derive  the  copper  tempera- 
ture from  thermometer  readings  taken  on  the  outside  of  the 
lead  sheath. 

Atkinson  and  Fisher  give  the  following  useful  formulae  in 
a  paper  presented  before  the  American  Institute  of  Electrical 
Engineers  in  1913: 

The  rise  in  temperature  of  copper  above  lead  in  a  single 
conductor  oiled  paper,  or  varnished  cambric  lead  covered 
cable  is 

cm. 


i'=27olog(f)^ 


where  d/  is  the  diameter  over  the  insulation,  d  is  the  diameter 
of  the  conductor,  I  is  the  current  and  cm.  represents  the 
circular  mils  in  the  conductor.  The  constant  270  must  be 
increased  to  300  for  three-conductor  cables  having  relatively 
large  proportions  of  insulating  material  as  compared  with  the 
amount  of  copper. 

For  low-tension  conductors  having  a  larger  proportion  of 
copper,  the  constant  may  be  as  high  as  330.    With  three- 
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conductor  cables,  the  value  of  d  must  be  taken  as  the  diameter 
of  the  circle,  circumscribed  about  the  three  conductors  in- 
cluding their  individual  insulation,  and  the. final  result  must 
be  multiplied  by  3. 
The  rise  of  temperature  of  the  lead  above  air  is 

i'  =  =; degrees  Cent,  for  a  single-conductor  cable, 

D  X  cm. 

when  D  is  the  outside  diameter  of  the  lead  sheath.  For  a 
three-conductor  cable,  multiply  the  result  by  three. 

The  value  of  the  coefficient  no  varies  somewhat  with  the 
size  of  the  cable,  being  lower  for  the  smaller  sizes  of  single-con- 
ductor and  higher  for  the  larger  sizes  and  for  multiple-conduc- 
tor cables.  It  also  tends  to  be  reduced  as  the  lead  sheath 
becomes  darkened  and  rougher  by  age  and  exposure. 

For  instance  with  a  250,000  cm.  single-conductor  cable, 
the  values  are  found  thus:  Assume  d  =  .575  in.  and  d'  = 
.95  in.  D  —  1. 14  in. 

The  temperature  rise  at  200  amperes  from  lead  to  copper  is 

.,  ,      /  .95  \  200  X  200  ,  ^ 

t  =  270  log  -2^   =  9.4  degrees  L. 

V-57S/    250,000 

The  rise  in  temperature  from  air  to  lead  sheath  is 

,,       no  X  200  X  200  J  „ 

t   = =  15.5  degrees  C. 

1. 14  X  250,000 

With  a  manhole  temperature  of  20  degrees  C.  the  cable 
sheath  would  be  20-1-15.5  =35.5  degrees  and  the  copper 
would  be  35.5  -|-  9.4  =  44.9  degrees. 

If  the  thermometers  were  placed  on  the  sheath  of  the  cable 
in  a  suitable  way  to  correctly  record  the  sheath  temperature 
it  would  be  safe  to  assume  that  for  a  cable  of  this  type  the 
copper  temperature  would  be  higher  than  the  lead  sheath  was 

found  to  be  by  an  amount  equal  to  -^^—  =  60  per  cent  of  the 
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temperature  rise  of  the  sheath  above  the  manhole  air.  This 
ratio  Avill  apply  at  all  loads  which  it  is  safe  for  the  cable  to 
carry. 

In  the  case  of  a  three-conductor  250,000  cm.  cable  having 
values  of  d  =  2.04  inside  diameter  of  the  over-all  insulation, 
d'=  2.29  outside  diameter  of  insulation  and  D  =  2.54  diameter 
over  lead. 

,,      ^  X  no  X  200  X  200  J  /-.   1     J    1, 

t  =  ^ =  20.7  degrees  C.  lead  above  air, 

2.54  X  250,000 

t'  =  ^  X'^oo  log  (2^)  -22 —  =  7.2  degrees  C.  copper 

\2.04/     250,000 

above  lead. 

With  an  air  temperature  of  20  deg.  C.  the  sheath  tem- 
perature would  be  20  -|-  20.7  =  40.7  and  the  copper  tempera- 
ture would  be  40.7  -|-  7.2  =  47.9  deg.  C. 

7  2 
In  this  cable  the  copper  temperatures  would  be  -^^—  =  35 

20.7 
per  cent  of  the  rise  of  the  lead  above  air,  above  the  sheath 
temperatures  as  registered  by  a  thermometer. 

Selection  of  Ducts.  —  In  placing  cable  in  the  duct  system 
a  uniform  method  of  selecting  ducts  should  be  followed  as  far 
as  possible.  The  cable  of  a  through  line  should  occupy  the 
same  relative  position  throughout  its  course  as  far  as  this  is 
possible.  Cables  used  in  local  distribution  should  be  given 
a  uniform  place  in  the  duct  system,  preferably  in  the  top  row, 
so  that  handholes  can  be  built  between  manholes  for  service 
laterals  without  sinking  them  below  the  top  row  of  ducts. 
The  lower  ducts  are  thus  left  for  through  lines  which  may  be 
trained  through  the  manholes  below  junction  boxes,  fuse  boxes, 
etc.,  which  it  is  desirable  to  mount  on  the  walls  of  the  man- 
holes. 

Ducts  should  be  selected  for  through  lines  so  that  they  may 
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be  trained  with  the  least  interlacing  with  other  cables.  Lack 
of  attention  to  this  detail  may  result  in  a  tangled  condition 
which  increases  the  danger  to  other  cables  and  greatly  im- 
pedes any  repair  or  reconstruction  work  which  may  become 
necessary. 

Routing  of  Lines.  — 
Through  lines  should  be  so 
routed  as  to  utilize  duct 
lines  to  the  best  advantage. 
When  a  duct  is  taken  for 
a  through  line  on  a  given 
street  it  should  follow  that 
route  as  far  as  possible,  as 
the  corresponding  duct  on 
the  remainder  of  the  street 
is  blocked  for  use  on  through 
Hnes  going  elsewhere. 
^The  continuity  of  the 
service  is  better  assured  if 
transmission  hnes  are  sepa- 
rated wherever  possible. 
This  can  be  done  by  routing 
lines  running  to  the  same 
substation  through  differ- 
ent'conduits.  The  two  arrangements  shown  in  Figs.  155  and  156 
supply  a  group  of  six  substations  with  duplicate  lines  to  each. 
In  Fig.  155  the  amount  of  duct  line  is  a  minimum  but  the  risk 
is  a  maximum,  while  in  Fig.  156  ducts  in  the  distributing 
conduit  Unes  on  other  streets  are  used  with  the  maximum  of 
protection  from  interruption  of  service  due  to  cable  trouble. 


Fig-  I5S- 


Lines  Routed  in  Same 
Duct  Lines. 


Installation  of  Cable.  —  Cables  are  drawn  into  ducts  by 
means  of  a  Hne  attached  to  a  source  of  power.    This  Hne  is  put 
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through  the  duct  by  the  use  of  detachable  rods  of  wood  about 
three  feet  long  and  one  inch  in  diameter,  which  are  pushed  into 
the  duct  as  they  are  Joined  together.  They  are  then  drawn 
through  with  the  pulling  Hne  attached  and  disjointed  as 
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Fig.  156.    Lines  Routed  in  Different  Duct  Lines. 


they  come  through.  The  cables  are  secured  to  the  pulling 
line  by  baring  the  copper  and  making  a  secure  mechanical  con- 
nection or  by  means  of  patent  cable  grips,  which  are  more 
quickly  attached  and  removed,  and  save  considerable  time. 
When  the  cable  puUing  line  is  ready  for  use,  it  is  run  over 
pulley  wheels  out  of  the  manholes  and  to  the  source  of  power. 
The  reel  of  cable  is  set  up  so  that  it  will  revolve  and  pay  out 
cable  as  it  is  drawn  in.  Enough  men  are  placed  at  the  reel 
and  in  the  manhole  to  guide  the  cable  into  the  duct  and  pre- 
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vent  its  sheath  being  injured,  as  it  passes  through  the  manhole 
opening. 

Power  is  supphed  for  pulling  in  various  ways.  With  short 
runs  and  small  cable  a  few  men  can  draw  the  cable  in.  With 
runs  of  300  to  500  feet  the  most  general  power  is  a  capstan 
manned  by  4  to  6  laborers,  as  in  Fig.  157.  In  the  large  cities 
where  many  heavy  cables  are  being  pulled,  in  long  runs,  an 
automobile  truck  has  been  used  to  advantage,  the  speed 
being  reduced  by  block  and  tackle  and  by  running  the  truck  at 
slow  speed.  This  permits  of  work  being  done  more  rapidly 
than  with  a  capstan. 

Where  several  cables  are  to  be  drawn  into  one  duct  they 
should  be  installed  simultaneously  by  securing  them  to  one 
line,  as  the  duct  caimot  be  utilized  as  fully  as  it  should  if  it 
is  attempted  to  pull  thern  separately.  Four  single-conductor 
cables  of  any  size  up  to  No.  4  A.W.G.  can  be  drawn  into  a 
square  3|-inch  duct  without  danger  of  injury. 

Small  cable  is  put  up  on  reels  and  cut  to  fit  as  it  is  drawn  in, 
but  a  length  of  about  400  feet  of  three-conductor  high-voltage 
cable  or  of  1,000,000  cm.  feeder  cable  fills  a  reel.  It  is  there- 
fore usual  to  order'  such  cable  in  specified  lengths.  The 
distance  from  center  to  center  of  manholes  plus  the  amount 
needed  for  training  aroimd  the  walls  of  the  manhole  and  splic- 
ing is  the  length  to  be  ordered.  The  reels  are  marked  for 
delivery  at  certain  street  intersections  and  with  the  length  of 
cable  which  they  contain.  It  is  important  that  such  lengths  be 
determined  within  a  few  feet,  as  all  short  ends  cut  off  by  the 
jointer  are  of  value  only  as  jimk,  and  may  represent  a  consider- 
able sum  of  money  on  a  large  job,  where  the  cable  costs  from 
$1.00  to  $2.00  per  foot. 

Training  Cables.  —  The  training  of  cable  through  manholes 
must  be  done  carefully  to  avoid  sharp  bends,  tangled  relations 
with  other  cables  and  possibility  of  injury  due  to  exposure  to 
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workmen's  shoes  while  working  in  the  manhole.  It  is  custom- 
ary to  support  cables  on  iron  racks  hung  on  the  brickwork  of 
the  walls.  In  some  cases,  brickwork  shelves  are  built  around 
the  walls,  on  which  the  cable  is  laid.  In  some  large  systems  the 
important  cables  are  laid  in  split  tile  ducts  carried  on  shelves 
around  the  sides  of  the  manhole. 

Where  high-voltage  cable  is  carried  through  manholes  on  iron 
racks  without  protection,  the  failure  of  the  cable  at  one  point 
is  apt  to  charge  the  lead  sheath  and  cause  it  to  be  damaged 
in  adjacent  manholes  inhere  the  current  attempts  to  pass  from 
the  lead  to  ground  through  the  iron  racks.  It  is  usual  to  protect 
cables  in  manholes  to  prevent  the  communication  of  trouble  to 
other  cables.  This  is  done  by  wrapping  them  with  asbestos 
tape  or  some  similar  fireproofing  material,  or  by  the  use  of 
split  tile  or  brick  shelving  as  described  above.  Manila  rope 
plastered  with  cement  has  been  found  to  be  very  satisfactory 
for  this  purpose.  Where  lines  are  carrying  important  light 
and  power  service  the  extra  cost  of  the  protection  is  amply 
justified. 

With  paper  and  cambric  cables  particularly  and  with  other 
cables  as  well,  the  radius  of  bends  must  not  be  made  too  small. 
The  shape  of  the  manhole  walls  and  the  manner  of  bringing 
the  ducts  into  the  walls  should  be  designed  with  this  in  view. 
The  radius  of  a  bend  should  not  be  less  than  8  or  10  times  the 
diameter  of  the  cable.  This  is  one  of  the  chief  limitations 
in  the  use  of  heavy  concentric  and  multiple- conductor  cables 
whose  diameter  is  so  great  that  they  can  only  be  trained 
through  manholes  with  considerable  difficulty.  In  case  of 
changes  which  necessitate  the  withdrawal  of  cable,  the  larger 
sizes  may  be  ruined  in  passing  over  the  idler  wheels  as  the 
cable  emerges  from  the  manhole,  due  to  the  necessarily  small 
radius  at  which  it  is  bent.  It  is  therefore  necessary  to  use 
means  of  pulhng  out  such  cable  without  subjecting  it  to 
strain  in  passing  over  the  idlers. 
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Cable  Jointing.  —  As  soon  as  the  lengths  are  drawn  in  the 
ends  should  be  sealed  to  exclude  moisture,  unless  they  are 
to  be  jointed  at  once.  The  work  of  jointing  requires  the 
services  of  an  expert,  especially  with  high-tension  paper  cables. 
In  jointing  single-conductor  cables  the  lead  sheath  is  removed 
five  or  six  inches  back  from  the  end  of  each  piece  of  cable  and 
enough  of  the  copper  bared  to  permit  a  good  soldered  con- 
nection being  made  as  in  any  other  cable  of  similar  section. 

After  soldering,  the  bare  parts  are 
wrapped  wkh  tape  of  the  same 
material  as  the  insulation  until 
the  equivalent  of  the  cable  insula- 
tion has  been  applied.  A  lead 
sleeve  which  has  previously  been 
slipped  back  over  one  of  the  cables 
is  now  wiped  on  to  the  two  cables 
so  as  to  enclose  the  joint.  The 
air  spaces  around  the  joint  are 
then  filled  by  pouring  hot  insulat- 
ing compound  into  a  small  hole  in 
one  end  of  the  sleeve  until  it  does 
not  settle  down  further.  A  similar 
hole  should  be  left  open  in  the 
other  end  of  the  sleeve  to  allow  air 
to  escape  easily  while  pouring  the 
compound.  The  openings  in  the 
lead  sleeve  are  then  closed  by  soldering,  thus  sealing  the  joint 
from  moisture.  The  joint  should  be  allowed  to  cool  before 
it  is  moved,  so  that  the  relative  positions  of  the  conductor  and 
insulation  inside  the  joint  may  not  be  disturbed.  The  various 
operations  for  a  three-conductor  cable  are  illustrated  in  Fig.  158. 
In  jointing  three-conductor  cables  the  lead  must  be  removed 
about  10  inches  back  to  facilitate  the  separation  of  the  con- 
ductors while  the  tape  is  being  applied.    If  any  sign  of  moisture 


Fig.  158. 
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appears  in  the  ends  of  the  cable,  the  end  of  the  cable  should  be 
cut  back  until  it  is  eliminated.  If  this  cannot  be  done  without 
removing  too  much,  it  may  be  necessary  to  drive  it  off  by  heat- 
ing the  cable  with  a  blow  torch  several  feet  back  from  the  end. 
The  presence  of  slight  amounts  of  moisture  should  be  guarded 
against  by  pouring  hot  compound  over  the  bared  ends.  The 
compound  should  be  hot  enough  to  boil  water,  but  not  so  hot 
as  to  char  a  piece  of  paper.  In  making  joints  for  voltages 
of  6600  and  higher  some  special  precautions  are  necessary. 
It  is  very  important  that  as  little  air  remain  in  the  taping  as 
possible.  If  paper  tape  is  used  each  layer  should  have  com- 
pound poured  over  it  before  the  next  is  appUed.  Some  cable 
manufacturers  prefer  to  use  a  cotton  tape  for  this  purpose  on 
account  of  its  absorbent  qualities.  The  lead  sleeve  must  be 
large  enough  to  slip  over  the  taped  joints,  and  in  three-con- 
ductor cable  the  space  taken  by  the  joints  is  such  that  the  diam- 
eter of  the  sleeve  must  be  from  i  inch  to  i  j  inches  more  than 
that  of  the  cable.  With  single-conductor  cable  |  inch  to  f  inch 
more  is  usually  enough.  Where  a  tap  is  to  be  taken  off,  the 
sleeve  may  be  arranged  at  right  angles  in  the  form  of  a  T,  or 
at  a  tangent,  as  a  Y  joint.  The  T  joint  is  usually  difficult  to 
dispose  of  on  the  manhole  wall  without  straining  the  sleeve, 
while  the  tangent  form  may  be  trained  along  with  the  cable 
to  which  it  is  tapped. 

Where  single-conductor  cables  are  joined  to  multiple  con- 
ductor, the  joint  is  made  in  a  similar  manner,  the  single- 
conductor  cables  being  flared  out  slightly,  to  insure  proper 
separation  and  to  permit  the  proper  wiping  of  the  sleeve. 

Such  joints  are  more  difficult  to  make  than  straightaway 
splices  and  require  considerable  skill.  The  jointer  requires 
the  services  of  a  helper  in  preparing  the  lead  sleeves,  heating 
solder  and  compound  and  guarding  the  entrance  to  the  man- 
hole. The  making  of  a  three-conductor  high-tension  joint  in 
a  paper  cable  usually  requires  about  4  hours,  two  joints  a  day 
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being  a  fair  rate  of  progress  in  such  work.    Single-conductor 
and  low-tension  cables  do  not  require  as  long  a  time. 

Pole  Terminals.  —  In  primary  distributing  systems  in 
which  part  of  the  lines  are  underground,  there  are  connections 
made  between  underground  and  overhead  lines.  It  is  usual 
to  run  feeders  and  important  mains  underground  for  some 
distance  from  the  station  in  large  cities,  con- 
necting them  to  the  overhead  lines  in  the 
more  scattered  areas. 

Where  alley  distribution  is  general  the 
main  hnes  are  placed  underground  on  streets 
and  the  local  distributing  taps  taken  off  to 
overhead  lines  in  alleys.  In  other  locations 
lines  must  be  carried  underground  across  a 
boulevard,  railroad  or  stream.  This  class 
of  distribution  was  for  many  years  very 
troublesome  because  of  the  difficulty  of 
properly  caring  for  the  cable  ends  which 
are  brought  up  the  pole  to  the  overhead 
hnes.  Plain  joints  made  by  stripping  the 
lead  back  a  few  inches  and  covering  with 
tape  and  compound  were  succeeded  by 
Fig.  159.  Detach-  wiped  lead  sleeves  filled  with  compound 
able  Porcelain  g^j^jj  ^gfj-  open. at  the  end  where  the  line  wire 
Pothead.  ^        -r  ^i        •   •    , 

came  out.  in  some  cases  the  jomts  were 
protected  by  enclosing  them  in  wooden  boxings.  All  of  these 
various  forms  were  susceptible  to  the  action  of  sun  and  rain. 
The  problem  was  quite  satisfactorily  solved  by  the  devel- 
opment of  a  type  of  cable  terminals  embod)dng  porcelain 
sleeves  into  which  the  conductor  of  the  lead  covered  cable 
was  brought  for  attachment  to  the  overhead  conductor.  The 
authors  developed  the  first  of  this  type  of  cable  terminal  in 
1905  to  meet  conditions  which  were  very  troublesome  in  con- 
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nection  with  crossings  of  single-conductor  cable  in  Chicago. 
The  porcelain  sleeve  is  placed  about  the  end  of  the  cable  and 
equipped  with  a  slip  joint  by  which  the  cable  conductor  can 


Fig.  160.     Installation  of  Porcelain  Potheads. 

readily  be  connected  to  or  disconnected  from  the  overhead 
conductor,  as  shown  in  Fig.  159.  The  tube  is  covered  at  the 
top  by  a  porcelain  cap  which  serves  the  double  purpose  of 
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protecting  the  tube  from  the  weather  and  holding  one  of  the 
connecting  metals.  The  tube  is  filled  with  a  suitable  insu- 
lating compound  to  protect  the  cable  insulation  from  mois- 
ture and  the  top  of  the  cap  is  well  taped  and  painted  so  that 
no  rain  can  enter  around  the  overhead  wire.    An  installation 

of  these  appears  in  Fig.  i6o. 
The  factor  of  safety  was 
so  greatly  increased  by  the 
greater  separation  made 
possible  by  this  construc- 
tion that  the  trouble  from 
puncture  by  lightning  was 
entirely  eliminated  and  the 
cable  terminal  became  as 
reliable  as  any  other  part 
of  the  distributing  system. 
The  device,  though  first 
designed  for  single-conduc- 
tor cables,  was  later  made 
applicable  to  multiple-con- 
ductor cables  of  various 
voltages  and  for  use  inside 
or  out  of  doors,  an  outside 
type  of  three-conductor 
terminal  being  shown  in 
Fig.  i6i. 
Fig.  i6i.    Porcelain  Pothead  for  Three- 

conductor  Cable.  Transformers  and  June- 

tion  Boxes.  —  The  arrangement  of  transformers,  fuse  boxes, 
junction  boxes  and  similar  accessories  in  manholes  should 
be  worked  out  with  care  and  foresight.  Such  apparatus 
should  not  be  so  placed  in  manholes  as  to  obstruct  the 
space  needed  for  cables  at  a  later  date  or  to  make  a  neat 
and  orderly  arrangement  of  cables  impossible.    It  is  first  of 
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all  important  that  manholes  in  which  the  larger  pieces  of 
apparatus,  such  as  transformers  or  junction  boxes,  are  placed 
should  be  of  ample  size  to  accommodate  them  properly. 

Transformer  installations  in  manholes  involve  the  use  of 
primary  fuse  boxes  or  junction  boxes  of  a  suitable  type  and 
in  case  of  an  interconnected  secondary  network  should  be 
equipped  with  a  network  protector,  as  described  in  Chapter 
VII,  or  a  low-tension  junction  box.  With  smaller  sizes  of 
transformers,  the  cables  are  terminated  in  fuse  boxes  of  the 
subway  type,  having  wiped  sleeve  connections. 

Where  transformers  are  in  manholes  which  are  likely  to  be 
flooded  during  certain  seasons,  they  should  be  of  the  subway 
type.  This  type  is  provided  with  sleeve  connections  by  which 
wiped  joints  may  be  made  to  the  cables  and  has  a  water- 
tight cover. 

Low-tension  junction  boxes  for  use  in  manholes  are  of  two 
types,  one  of  which  is  mounted  on  the  wall  in  a  vertical  posi- 
tion, while  the  other  is  placed  horizontally  in  the  roof  of  the 
manhole  with  a  separate  cover,  so  that  it  is  accessible  for  re- 
placing fuses  or  cleaning  contacts  above  ground.  The  wall 
type  is  perhaps  the  better  as  regards  the  training  of  cables,  as 
they  may  be  kept  in  order  on  the  walls  of  the  manhole.  The 
surface  type.  Fig.  87,  makes  it  possible  to  do  maintenance 
work  on  the  surface  which  is  of  some  advantage  in  districts 
where  the  traffic  is  light  and  the  drainage  of  manholes  not 
perfect,  but  in  a  busy  street  it  is  preferable  to  be  able  to  do 
this  work  in  the  manhole  where  it  is  not  interfered  with  by 
trafiic  or  crowds  of  curious  observers. . 

Emergency  Disconnectives.  —  The  primary  distributing 
feeder  and  mains  which  are  underground  must  be  provided 
with  suitable  disconnectives  for  testing  purposes  and  for  the 
isolation  of  sections  of  the  mains  when  additional  taps  are 
being  connected  or  repairs  are  being  made.    This  work  can- 
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not  usually  be  done  while  the  cable  is  alive  and  the  disconnective 
junction  boxes  must  therefore  be  so  placed  that  sections  may 
be  taken  out  of  service  with  as  little  interruption  of  supply 
to  consumers  as  possible. 

The  mains  radiating  from  a  feeder  center  of  distribution 
should  be  equipped  so  that  the  feeder  may  be  isolated  from 
the  mains,  or  any  main  can  be  isolated  from  its  supply.  In 
the  case  of  circuits  which  are  largely  underground,  the  dis- 


Fig.  162.     Arrangement  of  Disconnectives. 


connectives  at  the  feeder  terminal  must  be  placed  in  a  man- 
hole. The  scheme  of  connections  shown  in  Fig.  162  is  necessary 
where  complete  isolation  is  required.  This  may  be  carried 
out  in  one  manhole,  if  space  is  available  or  in  separate  man- 
holes, as  in  the  lower  sketch,  if  necessary. 

In  the  case  of  important  large  consumers  where  two 
sources  of  supply  must  be  maintained,  it  is  usually  preferable 
to  do  the  transferring  on  the  primary  side  to  save  duplicat- 
ing transformer  investment.  In  such  cases  a  throw-over 
arrangement  as  indicated  in  Fig.  163  is  desirable. 

In  this  emergency  class  of  switching  there  is  little  occasion 
to  open  the  circuit  under  any  but  very  small  load.  If  the 
service  has  been  interrupted  by  a  breakdown,  the  load  is  off 
entirely.  If  the  switching  is  done  in  connection  with  con- 
struction work,  it  must  usually  be  arranged  for  an  hour  when 
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the  load  is  light  and  consumers  will  not  be  seriously  incon- 
venienced by  the  switching  operations. 
For  these  reasons  it  is  not  essential  that  oil  break  switches 


Fig.  163.     Throw-Over  for  Transformer. 

be  used,  although  they  are  preferred  in  some  cases  where 
switching  under  load  may  be  necessary  at  times. 

Types   of  disconnectives  which   utilize   an   air   break   are 
therefore  quite  commonly  used  for  emergency  disconnectives. 


Fig.  164.     Multiple-conductor  Selector  Switching  Box. 

Fig.  164  illustrates  a  switching  box  in  which  multiple-con- 
ductor cables  are  terminated  under  compound  in  the  box, 
with  the  individual  conductors  brought  to  the  lower  end  of 
porcelain  tubes  in  which  contacts  are  carried. 

The  terminals  of  each  circuit  are  brought  to  the  outer  row 
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of  tubes  and  the  transformer  is  connected  to  the  middle  row. 
When  the  source  of  energy  is  to  be  transferred,  the  cap  is 
lifted  and  placed  in  the  opposite  position.  This  type  of  box 
is  also  a  convenient  means  of  making  emergency  connections 
to  the  mains  of  an  adjacent  circuit  where  the  connection  is 
normally  open.  In  such  cases  one  row  of  tubes  is  left  dead 
and  the  caps  are  left  on  the  dead  side  normally.  The  tubes 
of  the  unused  side  are  protected  from  moisture  and  dirt  by 
a  dummy  cap  set  over  them. 


Fig.  165.    High-tensi<Jn  Disconnective  Box. 


In  other  t}T)es  of  primary  junction  box  the  disconnector  is 
a  knife-blade  switch  which  can  be  removed  after  opening  if 
desirable.  This  blade  is  handled  by  a  rod  and  hook  which 
makes  it  safe  to  handle  the  knife  blade.  In  other  t}^es,  the 
knife  blade  is  arranged  to  be  withdrawn  or  inserted  by  attach- 
ment to  a  porcelain  handle  as  shown  in  Fig.  165.  This 
arrangement  is  also  used  for  primary  fuses  and  obviates  the 
necessity  for  the  use  of  the  hook  and  rod. 


CHAPTER   XIII. 
DISTRIBUTION   ECONOMICS. 

There  are  various  problems  involved  in  the  engineering  de- 
sign of  a  distribution  system  which  have  an  economic  aspect  in 
that  they  have  a  direct  relation  to  the  success  of  the  property 
as  a  business  enterprise.  Distributing  feeders  form  a  con- 
siderable part  of  the  plant  investment  and  their  design  affects 
the  generating  plant  and  the  efficiency  of  operation. 

The  distributing  voltage  being  fixed  by  practical  considera- 
tions of  safety  and  continuity  of  service,  it  is  the  usual  practice 
in  large  systems  to  adopt  one  or  two  standard  feeder  capacities 
which  are  made  as  large  as  is  practical.  With  transmission 
lines,  when  a  standard  voltage  has  been  established,  it  is 
usual  to  adopt  certain  line  capacities  beyond  which  it  is  not 
desirable  to  go.  Thus  the  problem  usually  resolves  itself 
into  the  selection  of  the  proper  size  of  conductor  for  the  unit 
of  load  adopted. 

Economical  Size  of  Conductor,  —  The  determination  of  the 
most  economical  sizes  of  conductors  for  feeders,  mains  and 
transmission  lines  is  of  great  importance,  since  the  distribut- 
ing equipment  forms  a  large  proportion  of  the  investment 
and  net  earnings  are  affected  by  its  design  to  a  large  extent. 

In  the  selection  of  the  size  of  a  conductor  for  a  feeder  or 
transmission  line  the  energy  loss  tends  to  diminish  as  the  size 
of  the  conductor  is  increased,  and  vice  versa.  The  generating 
capacity  required  to  supply  the  energy  loss  also  decreases  as 
the  size  of  the  conductor  is  increased. 

Hence  there  is  a  point  at  which  the  sum  of  the  fixed  charges 
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on  conductor,  fixed  charges  on  generating  capacity,  and  the 
value  of  energy  loss  is  a  minimum.  The  size  of  the  conductor 
with  which  this  condition  of  minimum  annual  cost  is  realized 
is  that  which  it  is  the  most  economical  to  employ. 

The  fixed  charges  are  composed  of  interest  on  the  capital, 
depreciation  of  the  physical  property,  taxes  and  insurance. 

The  energy  loss  is  computed  at  the  cost  of  energy  as  delivered 
at  the  switch-board  from  which  the  circuit  is  supplied. 

In  calculating  interest  the  investment  figure  should  include 
the  cost  of  the  conductor  with  its  insulation  and  any  other 
expense  which  is  proportional  to  its  cross-section. 

Interest  should  be  figured  at  the  current  rates  for  the  use  of 
money  for  pubhc  service  utilities. 

Depreciation.  —  Depreciation  should  be  based  upon  the 
working  hfe  of  the  apparatus  and  conductors,  allowing  for  the 
possibiUty  of  changes  in  the  state  of  the  art,  and  the  probable 
second-hand  value  of  the  equipment  at  the  end  of  its  period 
of  service. 

The  rate  of  depreciation  is  stated  as  a  percentage  and  varies 
with  the  different  kinds  of  equipment.  For  instance,  if  the 
working  Hfe  of  a  lead  cable  is  found  by  experience  to  be  ten 
years,  the  depreciation  would  be  ten  per  cent  annually,  less 
the  junk  value  of  the  copper  and  lead  at  the  end  of  the  ten- 
year  period.  If  the  junk  value  were  50  per  cent  of  the  original 
cost  of  the  cable,  the  depreciation  would  be  5  per  cent,  or  if 
the  junk  value  were  25  per  cent,  the  depreciation  would  be 
tV  of  75  per  cent,  or  7.5  per  cent  annually. 

Weatherproof  wire  consists  of  about  80  per  cent  copper 
and  20  per  cent  insulation  in  the  sizes  ordinarily  used  for 
feeders.  There  is  no  depreciation  of  the  copper  except  the 
labor  of  replacing  it  at  intervals  of  ten  to  fifteen  years  when 
the  insulation  is  worn  out.  The  increase  in  the  value  of  copper 
with  advancing  years  tends  to  offset  the  loss  on  the  insulation, 
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SO  that  at  best  it  is  an  uncertain  quantity.  It  is  conservative, 
however,  to  figure  10  per  cent  on  the  20  per  cent  of  insulation 
or  2  per  cent  and  i  per  cent  for  the  labor  of  replacing,  mak- 
ing a  total  of  3  per  cent  of  the  original  cost  of  the  wire. 

The  life  of  lead-sheathed  paper  or  rubber  cables  is  as  yet 
indeterminate,  but  there  is  good  reason  to  believe  that  these 
may  be  serviceable  for  15  to  20  years.  The  junk  value  is 
comparatively  high,  as  the  copper  is  a  large  part  of  the  original 
cost,  and  the  lead  sheath  constitutes  a  considerable  percent- 
age of  the  cross-section  of  the  cable.  It  is  therefore  fair  to 
estimate  the  depreciation  on  lead-sheathed  cables  at  3  per 
cent  for  cables  of  4/0  and  larger  and  at  5  per  cent  for  the 
smaller  sizes. 

In  a  growing  system  the  replacement  of  cables  due  to  the 
expansion  of  the  load  results  in  more  rapid  depreciation  than 
is  experienced  in  a  system  where  the  feeder  conductors  remain 
undisturbed  until  they  are  too  far  gone  to  be  of  further 
service. 

The  rate  of  figuring  depreciation  is  necessarily  a  matter  of 
Judgment  based  on  the  best  experience  available  and  is  there- 
fore apt  to  vary  somewhat  according  to  the  circumstances. 

The  continued  evolution  of  the  art  of  manufacturing  elec- 
trical apparatus  and  the  rapid  growth  of  the  central  station 
industry  have  caused  the  abandonment  of  the  older  types  of 
machinery  long  before  they  were  worn  out,  in  order  to  effect 
the  savings  in  operation  with  the  more  efficient  newer  types. 
This  has  resulted  in  higher  rates  of  depreciation  than  would 
have  prevailed  had  the  machinery  been  able  to  serve  out  its 
normal  life.  This  form  of  depreciation  is  called  obsolescence, 
and  is  an  important  factor  in  rapidly  growing  systems. 

Where  the  prime  mover  is  a  water  wheel  the  life  of  the  unit 
as  a  whole  is  more  likely  to  be  realized  in  actual  service,  as  the 
possibilities  of  improvement  in  hydraulic  equipment  are  more 
limited  than  with  steam  machinery,  and  the  size  of  the  unit 
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is  usually  made  as  large  at  the  start  as  the  water  supply  will 
justify. 

Managers  of  large  properties  who  have  carried  their  equip- 
ment through  the  evolution  of  the  art  with  a  rapid  growth  are 
therefore  apt  to  consider  depreciation  at  a  higher  rate  than 
those  who  are  starting  with  new  and  modern  equipments. 
The  more  experienced  figure  depreciation  on  generating  equip- 
ment at  about  6  to  7  per  cent  and  on  buildings  at  3  per  cent, 
with  an  average  of  about  5  per  cent  on  the  whole  plant. 

It  is  assumed  in  the  above  figures  that  the  repair  and  re- 
newal account  will  stand  from  year  to  year  all  necessary 
maintenance  costs  which  are  required  to  keep  the  plant  in 
economical  operating  condition  and  not  allow  the  property 
to  run  down. 

The  rate  on  a  hydraulic  development  might  be  considered 
somewhat  lower  because  of  the  more  stable  character  of  the 
equipment  and  the  smaller  proportion  of  the  total  investment 
which  is  subject  to  wear^and  tear.  The  damage  from  floods 
must  be  reckoned  with,  however,  and  this  sometimes  reduces 
the  Ufe  of  the  investment  very  greatly. 

General  Equation  for  Minimum  Annual  Cost.  —  The  total 
annual  cost  of  an  electric  circuit  may  be  expressed  by  a  gen- 
eral equation  as  follows: 

Y  =%  +  bC'R  +  cOR. 

In  this  expression  —  represents  the  fixed  charges  on  the  con- 
ductors and  their  insulation,  if  any,  a  being  a  constant  which 
may  be  determined  for  bare,  weatherproof  or  lead  covered 
conductors  with  sufficient  accuracy  for  this  purpose.    This 

portion  of  the  cost  is  proportional  to  the  conductivity,  — ,  of 

R 
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the  conductor.  bOR  represents  the  fixed  charges  on  the 
generatingxstation  capacity  required  to  supply  the  C^R  loss, 
b  being  a  tonstant  which  is  fixed  by  the  type  of  generating 
plant  involved.  cC^R  is  the  value  of  the  energy  loss  on  the 
circuit  per  annum,  in  which  c  is  a  constant  depending  upon 
the  unit  cost  of  producing  energy  and  the  character  of  the  load 
carried  by  the  circuit. 

In  each  of  these  three  elements  of  cost  R  is  the  resistance 
per  1000  ft.  of  the  conductors  of  the  circuit. 

The  value  of  Y^  the  total  annual  cost,  is  a  minimum  by  the 

rule  of  calculus  when  -7^  =  o. 
uR 

dy  _{b  +  c)  CR^  -  a 
dR  R^ 

When  ^  =  o,  {b  +  c)  OR^  -  a  =  o  and  C'^K'  =  ^ 


dR        '  V"   ■  -/  -^  -      -  —  -•  "       J  _,_  p 


^  b  -\-  c 

from  which  it  is  known  what  value  of  R  and  hence  what  size 
of  conductor  is  most  economical  for  any  known  value  of  C, 
the  current  carried  by  the  circuit  at  the  time  of  maximum 
load  of  the  year. 

It  being  customary  in  distribution  engineering  to  adopt  a 
unit  feeder  load  as  standard,  the  proper  size  of  conductor  to 
use  as  a  standard  feeder  may  be  determined  by  this  formula. 
Or,  if  a  standard  size  of  feeder  conductor  is  adopted,  the  most 
economical  maximum  load  for  the  standard  feeder  may  be 
found. 

It  is  assumed  that  the  voltage  has  been  established  and 
the  formula  is  therefore  applicable  to  conditions  already  exist- 
ing. The  length  of  the  feeder  and  the  working  voltage  are 
not  factors  in  the  problem  since  the  economic  balance  is  de- 
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termined  solely  by  the  values  of  C  and  R  for  a  given  set  of 
working  conditions. 

Fixed  Charges  on  Conductors.  —  The  value  of  the  con- 
ductors composing  a  circuit  is  directly  proportional  to  their 
size  and  inversely  to  their  resistance  when  the  conductors  are 
bare  or  insulated  for  overhead  construction.  With  lead- 
sheathed  cable  the  cost  is  nearly  proportional,  when  a  few 
adjacent  sizes  are  considered  in  comparison  with  each  other. 

For  bare  wire  the  product  of  weight  per  looo  feet  W  by 
resistance  per  looo  feet  for  all  sizes  is  WR  =  32,  while  with 
weatherproof  insulation  it  is  WR  =  38  for  the  sizes  No.  4  to 
No.  o,  or  36  for  sizes  from  2/0  to  350,000  cm.  The  value  of 
1000  feet  of  conductor  at  15  cents  per  poimd  is  therefore  .i^W 

dollars.    Hence,  when  W  =^,  the  cost  per  conductor  per 

thousand  feet  is        ^        dollars. 
R 

With  fixed  charges  at  9  per  cent  this  element  of  annual 

^    .      a      .00  X  .11;  X  s8      .Si^  L    ,  „ 

cost    IS    —  =  -^ ~f '^  =  -^  ^       dollars   per   year   per 

R  K  R 

conductor.  With  undergroimd  conductors  the  value  of  in- 
sulation and  lead  sheath  is  a  large  proportion  of  the  cost  of 
the  smaller  sizes  of  cable,  and  a  change  in  the  size  of  the  copper 
conductor  does  not  make  a  proportionate  change  in  the  cost 
of  the  cable. 

The  resistance  per  1000  cm.  per  1000  feet  of  copper  at  ordi- 
nary temperatures  is  about  10.4  ohms.  If  R  is  resistance  per 
1000  feet  and  M  is  the  number  of  thousands  of  circular  mils, 
the  cost  of  a  single-conductor  cable  is  M  times  the  cost  per 

1000  circular  mils.    M  -  —^  and  the  cost  of  the  cable  is 

R 

— '—= ,  where  P  is  the  cost  per  1000  circular  mils  and  per 

thousand  feet. 
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Table  XII  gives  the  cost  per  1000  circular  mils  of  various 
sizes  of  single-  and  three-conductor  lead-sheathed  cables  for 
low-tension  work  and  for  ordinary  primary  distributing 
voltages. 

TABLE  XII. -COST  OF  LEAD-SHEATHED  CABLES. 


Cost  per  1000  cm. 

per  1000  feet. 

Size  conductor. 

Single  cond.  3000 

Three  cond. 

Single  cond. 

Three  cond.  300 

volts. 

10,000  volts. 

300  volts. 

volts. 

4 

$2.80 

$2.60 

$2.40 

$2.05 

2 

2.20 

2.05 

I-9S 

1.85 

0 

1.90 

1-75 

1.70 

1.60 

00 

i.6S 

i-SS 

1.60 

I-SO 

000 

i-So 

I -45 

1-45 

1.40 

0000 

1.40 

I-3S 

1-35 

1.30 

250,000 

1.30 

I-2S 

1.30 

I-2S 

350,000 
500,000 
750,000 

IIS 
1 .00 

•90 
.80 

For  single-conductor  low-tension  cable  the  value  of  P  in 
Table  XII  averages  $1.20  for  cables  from  2/0  to  500,000  cm. 


and  the  value  of  each  conductor  is 


10.4  X  1.2      12.48 


per  1000 


R  R 

feet.    With  fixed  charges  assumed  at  9  per  cent,  the  annual 

.    ^  .    a      .00  X  12.48      1. 12 

conductor  cost  per  1000  feet  is  —  =  -^ — =  -^-  per 

K  K  K 

conductor.  In  applying  this,  if  the  most  economical  size 
proves  to  be  below  or  above  the  sizes  for  which  the  cost  was 
assumed,  the  figure  should  be  corrected,  using  the  price  per 
1000  cm.  corresponding  to  the  size  which  seems  on  the  first 
approximation  to  be  the  most  economical.  In  this  way  the 
most  economical  size  may  be  determined  on  the  second  deter- 
mination if  the  first  seems  to  have  been  based  on  false  premises. 
With  three-conductor  cables  the  cost  per  1000  circular  mils 
in  Table  XII  is  based  on  the  total  cross-section  of  the  three 
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-2    'V  JO  A  P 

conductors.    In  this  case  the  cost  of  the  cable  is  '^ z~ — 

K 

A  ^  —  o-OQ  X  3  X  10-4  P  _  2.8  P 
^^    R~  R  ~     R    ' 

Thus  the  value  of  a  may  be  derived  for  different  kinds  of 
cable  and  at  various  values  of  copper,  lead  and  insulation. 
It  must  be  borne  in  mind  that  these  values  are  for  a  single 
cable.  Where  a  circuit  is  composed  of  more  than  one  cable, 
this  must  be  taken  into  account  in  figuring  the  total  annual 
cost  for  the  circuit.  That  is,  for  a  two-wire  circuit  the  value 
of  a  is  doubled  and  for  three  cables  it  is  tripled. 

Fixed  Charges  on  Generating  Equipment.  —  In  estimating 
the  value  of  generating  capacity  required  to  deliver  the  loss  at 
maximum  load,  the  cost  of  boilers,  prime  movers  and  generators 
should  be  included,  as  all  are  affected.  This  cost  varies 
greatly  in  different  plants,  depending  upon  the  size  and  char- 
acter of  the  equipment.  In  engine-driven  stations  of  less 
than  looo  kw.  the  value  of  this  equipment  runs  from  $125  to 
$150  per  kilowatt,  while  in  turbine  plants  this  cost  is  reduced 
to  $90  or  $icx)  per  kilowatt.  In  turbine  plants  of  10,000  kw. 
and  upward  the  investment  exclusive  of  buildings  and  real 
estate  is  as  low  as  $70  in  some  cases. 

Where  conditions  are  such  that  generator  capacity  could  be 
released  for  commercial  load  by  the  use  of  larger  conductors, 
the  fixed  charges  on  generating  equipment  should  be  considered 
one  of  the  elements  of  annual  cost  of  operating  a  circuit.  This 
is  usually  the  case  where  alternating  current  is  distributed 
through  potential  regulators  or  through  substation  transform- 
ing apparatus,  which  converts  the  feeder  loss  into  a  load  on 
the  armature  of  the  generator. 

Where  the  loss  is  represented  by  the  range  of  voltage  of  the 
generator  fields,  a  saving  in  generating  capacity  cannot  always 
be  realized,  as  operating  conditions  usually  necessitate  a  range 
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of  lo  to  15  per  cent  in  the  generator  fields,  which  proportion- 
ately reduces  the  ampere  rating  of  the  armature  for  a  given 
rated  capacity. 
The  station  capacity  required  to  supply  the  energy  loss  at 

OR 

the  time  of  the  annual  maximum  load  is  kw.  per  1000 

1000 

feet  of  conductor. 

The  value  of  station  capacity  required  to  supply  the  loss  on 

100  X  OR 

a  feeder  when  the  cost  is  $100  per  kilowatt  is and 

1000 

the  fixed  charges  at  12  per  cent  are  Ji?  =  .12  X  .1  OR  = 

.012  OR  dollars  per  conductor. 

1000 


900 

800 

700 

CO  600 

%   600 
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-J 
^   400 
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Fig.  i66.    Lighting  Load  Diagrams. 

Energy  Loss.  —  The  loss  of  energy  on  a  circuit  during  a  year 
is  dependent  upon  the  variation  of  load  from  hour  to  hour  and 
from  day  to  day  throughout  the  year. 

The  variation  from  hour  to  hour  in  general  distribution 
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work  changes  from  day  to  day,  depending  upon  the  habits  of 
the  people  who  use  the  electricity  and  from  season  to  season 
as  the  length  of  the  daylight  hours  changes.  During  the 
winter  months  the  use  of  light  begins  in  the  late  afternoon 
before  the  day  power  load  has  been  cut  off.  This  overlap- 
ping causes  a  very  sharp  peak  in  the  load  curve  in  many  cases. 
In  Fig.  1 66  typical  average  curves  are  shown  for  a  lighting 
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Fig.  167.    Power  Load  Diagrams. 

feeder  which  carries  some  day  power  load,  for  the  months  of 
March,  June,  September  and  December.  The  energy  loss 
will  evidently  be  different  on  this  feeder  each  month  in  the 
year,  being  least  during  the  summer  months  and  most  during 
December.  Fig.  167  shows  similar  curves  for  power  circuit 
which  carries  some  lighting  during  the  evenings.  This  curve 
is  also  similar  to  that  which  prevails  on  a  transmission  system 
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where  a  considerable  amount  of  power  is  supplied  to  industrial 
concerns  during  the  day. 

The  annual  loss  on  a  circuit  carrying  load  of  given  charac- 
teristics may  be  computed  with  sufficient  accuracy  for  practical 
purposes  as  follows: 

Taking  a  curve  representing  the  load  in  amperes  on  an 
average  day  in  March,  assume  a  resistance  of  one  ohm.  and 
compute  the  value  of  C^i?  for  each  hour  of  the  day.  The  sum 
of  these  24  quantities  divided  by  1000  is  proportional  to  the  loss 
in  kilowatt  hours  on  an  average  day  in  March.  Repeat  this 
operation  for  the  June,  September  and  December  curves.  Add 
the  sum  of  the  four  curves  and  multiply  by  91,  this  being  the 
number  of  days  in  each  quarter  of  the  year.  This  grand 
total  is  proportional  to  the  annual  loss  in  kilowatt  hours  on 
any  feeder  carrying  a  load  having  the  general  characteristics 
assumed. 

In  cases  where  power  is  generated  by  water  fall,  the  energy 
loss  on  the  feeder  may  be  neglected.  The  power  absorbed  by 
the  line  at  the  time  of  maximum  load  must  be  considered, 
however,  in  case  it  has  a  marketable  value  when  the  plant  is 
fully  loaded. 

Loss  Factor.  —  The  ratio  of  the  loss  as  thus  calculated  to 
the  value  of  the  loss  if  the  feeder  had  carried  the  maximum 
load  of  the  year  every  hour  of  the  year  may  be  called  the  loss 
factor,  just  as  the  ratio  of  the  actual  output  for  the  year  to 
the  possible  output  at  the  rate  of  the  maximimi  load  is  called 
the  load  factor  of  a  circuit. 

For  instance,  if  a  circuit  carries  a  maximum  load  of  100  kw. 

and  delivers  an  amount  of  energy  equivalent  to  a  load  of  100 

kw.  during  2190  hours  per  year,  the  load  factor  of  the  feeder 

21Q0 

for  the  year  is ^-—  =25  per  cent. 

24  X  365 

Similarly  if  the  total  energy  loss  on  a  draiit  for  a  year  is 
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equivalent  to  the  loss  at  maximuin  load  multiplied  by  2190, 
the  loss  factor  for  the  feeder  year  is  25  per  cent. 

If  C  is  the  current  at  the  annual  maximum  load  and  R  is 
the  resistance  per  1000  feet  of  conductor,  the  loss  at  the  time 
of  the  annual  maximum  load  is  C?R. 

If  the  loss  factor  of  the  feeder  is  20  per  cent,  the  annual  loss 

is  C^ig  X. 2  X. ^65  X  24  ^^^^ 

1000 

The  loss  factor  for  a  load  having  the  characteristics  illus- 
trated in  Fig.  166  is  16  per  cent,  while  that  of  the  curves  in 
Fig.  167  is  28  per  cent. 

In  a  constant-current  circuit  the  loss  factor  is  the  ratio  of 
the  number  of  hours  the  circuit  is  operated  during  the  year 
to  the  total  number  of  hours  in  the  year.  It  is  usually  the 
same  as  the  load  factor  of  the  circuit. 

Calculation  of  Loss.  —  With  the  character  of  the  load  curve 
known,  the  loss  factor  may  be  determined  in  the  maimer 
described  and  the  annual  loss  of  energy  calculated  in  terms  of 
R,  the  resistance  per  1000  feet  of  conductor. 

The  loss  at  the  time  of  the  annual  maximum  load  being 
C^R,  the  annual  loss  in  kilowatt  hours  is  equivalent  to  the 
product  of  the  maximum  load  loss  by  the  number  of  hours 
in  the  year  and  by  the  loss  factor,  F. 

There  bemg  8760  hours  m  a  year,  this  is  ■ 

1000 

kilowatt  hours.    The  loss  =  i  .4  C^R  when  the  loss  factor  is 

16  per  cent.    The  value  of  this  energy  may  be  computed  at 

the  cost  of  fuel  and  supplies,  as  no  extra  labor  is  required  to 

deliver  it,  as  a  rule.    The  cost  can  therefore  be  taken  at  about 

I  cent  in  smaller  plants,  .70  cent  in  larger  engine  plants  and 

.5  cent  to  .4  cent  in  turbine  plants. 

At  I  cent  per  kilowatt  hour  the  value  of  the  energy  loss  per 
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conductor  is  C^R  =  .014  C^R  dollar  per  year  at  16  per  cent 
loss  factor,  or  .0245  C^R  at  28  per  cent  loss  factor. 


Summary  of  Annual   Costs.  —  The  total  annual  cost  is 

therefore  the  sum  of  the  three  quantities  ^,  b(yR  and  cC^R. 

R 

For  weatherproof  wire  with  station  capacity  at  $100  per  kilo- 
watt, a  loss  factor  of  16  per  cent  and  energy  at  i  cent  a  kilo- 
watt hour,  the  annual  cost  per  1000  feet  of  circuit  is 


R 

•513  L 


^  +  bCR  -I-  cOR  =  ^  +  .012  aR  +  .014  OR 
K  R 


„      -I-  .026  C^RL. 
R 

It  is  desired  to  ascertain  when  the  value  of  these  three  ele- 
ments will  be  a  nainimum  for  given  values  of  C,  the  current 

at  the  time  of  the  annual  maximum  load.     When  — ^  is  o, 

dR 

C^R^  =  -^  and  C'R^  =  ^  =  19.7,  whence  CR  =  a/^ 
b  +  c  .026 

=  4.44  and  R  =  -^—  when  the  most  economical  size  is  used. 

For  instance,  if  C  =  100  amperes,  R  =  .0444  ohm,  which  is 
about  the  resistance  per  1000  feet  of  4/0  cable. 

This  applies  only  to  a  two-wire  or  three-wire  circuit  in  which 
each  conductor  carries  current  normally.  With  a  three-wire 
Edison  feeder  with  neutral  half  the  size  of  the  outers  the 
amount  of  copper  is  increased  25  per  cent,  without  increase  in 

5and.,and^=-5^3Xi.25L^^      Hence  Ci?  =  v/^ 
R  R  R  V  .25s 

=  5.01  for  the  outer  conductors  of  a  three-wire  circuit. 

Similarly  with  a  four-wire  three-phase  feeder  with  neutral 
the  same  size  as  the  phase  wires  the  amount  of  copper  is 
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increased  33  per  cent  and  -  =  „  ^'^^  =  '—^,  whence 

R  R  R 


V  .0255 
These  values  involve  a  current  density  of  about  .5  ampere 
per  1000  circular  mils,  which  is  much  lower  than  is  commonly 
found.  This  is  due  perhaps  to  the  fact  that  the  expenditure 
of  funds  for  line  conductors  is  plainly  evident,  while  the  value 
of  the  generating  capacity  wliich  is  tied  up  by  cutting  the 
size  of  the  conductor  to  a  minimum  is  not  so  apparent.  Where 
there  is  reserve  generating  capacity,  which  can  as  well  be  used 
to  supply  Une  losses  as  not,  the  annual  cost  for  the  conditions 
assumed  for  a  two-mre  feeder  is 

^  +  cC?R  =  ^  +  .0105  aR. 
R  R 


Hence  CR  =  \/       '^  =7.0  for  a  circuit  in  which  each  wire 
V  .0105 


carries  current, 


CR  =  \  =  7.81  for  a  3-wire  Edison  feeder  with 

V  .0105 

neutral  half  size. 


or  CR  =  y  - — ~  =  8.07  for  a  4-wire  3-phase  feeder  neu- 

y  .0105 

tral  same  size. 

With  100  amperes  R  =  .07  which  is  approximately  the 
resistance  of  2/0  conductor. 

Practical  Illustrations.  —  For  illustration,  a  few  cases  which 
are  common  in  practice  for  both  larger  and  smaller  systems 
are  carried  through  herewith. 

Case  I.  —  Weatherproof  wire  at  15  cents  a  pound,  generat- 
ing capacity  at  $80  a  kilowatt,  energy  .5  cent  per  kilowatt 
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hour,  and  load  curve  such  that  the  loss  factor  is  18  per  cent. 
Under  these  conditions 

a^38X.i5X.09^:5^      j^C^^^SoX^c^^^        ^C^^ 
K  R  R  1000 

™p       .005  X  8760  X  .18  aR  ^    ™„ 

cC'R  =  — ' =  .0079  C^R. 

1000 


Hence  CR  =  y  ^    ^   =  5.43  per  conductor  which  carries  a 

y  .017'^ 


•0175 

current  C. 


If   generating   capacity  is   ignored,   CR  =  y  =8.1. 

V  .0079 

This  calls  for  a  conductor  having  .081  ohm  resistance  for  100 
amperes,  which  is  about  equivalent  to  1260  circular  mils  per 
ampere.  For  three-wire  Edison  circuits  CR  =  9.0  and  for 
four-wire  three-phase  circxiits  CR  =  9.3. 

Case  II.  Undergroimd  cables  at  values  given  in  Table  XI, 
generating  capacity  at  $80  per  kilowatt,  energy  at  .4  cent  per 
kilowatt  hour,  and  loss  factor  at  25  per  cent.  With  single- 
conductor  low-tension  cable.  No.  2  to  2/0,  the  cost  per  1000 
cm.  averages  $1.80. 

„                   a      .09  X  10.4  X  1.8      1.68 
Hence  -  =  ^ =  — . 

^^,^  ^  80  X  .12  C^Jg^,^^ 
1000 

,^R  =  .004  X  8760  X  .25  OR  ^  c^,^ 

1000 

and  CR  =  y  - — —  =  9.5  per  conductor. 

V  .0183 

With  100   amperes  R  =  -^^  =  .095,  which  is  about  the 

100 

resistance  of  No.  o  conductor. 
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If  the  current  were  s<X)  amperes,  the  value  of  cable  should 
be  chosen  for  about  750,000  cm.,  which  is  $.90.    Then 

a^i.68X.90^J4,  ^i?  =  v/^  =  6.7. 

R  i.SR  R  V.0183         ' 

67  .      . 

At  500  amperes  R  should  be  made  — ^  =  .0134,  which  is  ap- 

500 

proximately  the  resistance  of  a  750,000  cm.  cable. 

If  this  were  a  low-tension  feeder  with  neutral  half  size  the 

cost  of  the  feeder  would  be  $1.80  +  $1.30  =  $3.10  per  1000 

cm.    Hence 

a      3.ioX.ioXio.4     3-°°       i.n2r>       v^        /^r^v  mu 

R  K  R 

and  cC?R  =  2  X  .0087  C^  =  .0174  aR  for  the  feeder. 

CR  =  \ft^  =  9.0  and  i?  =  ^^  =  .018, 
V  .0366  500 

which  is  between  the  resistance  of  500,000  and  600,000  cm. 
cable.  This  is  for  the  outer  wires  only,  the  neutral  being 
considered  as  carrying  no  load  and  as  half  the  size  of  the 
outer. 

In  the  case  of  a  four-wire  three-phase  feeder  with  neutral 
the  same  size  as  the  phases,  the  value  of  the  feeder  at  100 

amperes  is  4  X  1.90  =  $7.60  and—  =  ^^■ 

it       it 

aR  (6  +  c)  =  3  X  .0183  aR  =  .0549  C^R. 

Hence      CR  =  \/-^^^  =11,  i?  =  ^^i  =  .on, 

'  .0549  100 

which  is  nearest  the  resistance  of  No.  o  cable. 

Case  III.    Three-conductor  cables,  generating  capacity  at 
$80  per  kilowatt,  energy  at  .4  cent  per  kilowatt  hour  and  loss 
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factor  at  25  per  cent,  10,000  volts  three  phase,  100  amperes. 
The  cost  of  cable  is  $1.75  per  thousand  circular  mils. 

a      $1.75  X  .09  X  10.4      1.64  J     . 

—  =  — '-^ ~ =  —^  per  conductor, 

K  K  R 

C^R  (b  +  c)  =  .0183  C^R  per  conductor, 


CR  =  J^  =  9-4,  R=^  =  .094, 

V  .0183  100 

which  is  nearest  the  resistance  of  o  cable. 

Case  IV.  Bare  wire  overhead,  water  power  generating 
capacity  at  $150  per  kilowatt,  copper  at  15  cents  per  pound, 
current  150  amperes.  The  depreciation  item  in  the  fixed 
charges  on  conductors  may  be  ignored,  as  there  is  no  insulation 
to  be  replaced.  Fixed  charges  may  therefore  be  computed 
at  5  per  cent  interest  and  i  per  cent  taxes,  or  6  per  cent  on 
the  Une  wire. 

on  T  C    y    2  2 

W  =  „  and  the  cost  per  1000  feet  is  .15  W  =        r,       • 
R  R 

Hence 

The  value  of  station  capacity  at  $150  per  kilowatt  is 

l^-^  =  .15  C^R  and  baR  =  .15  X  .12  C^R  =  .018  OR. 
1000 

The  power  being  derived  from  water  c  =  0.    The  annual  cost  is 

^  +  baR  =  ■^+.oiS(yR.        CR  =  v/^  =  4. 
R  R  ~  .018 

At  150  amperes  R  =  -^  =  .0266,  which  is  about  the  resistance 

of  a  350,000  cm.  cable. 

This  represents  a  very  low  current  density,  due  to  the  fact 
that  fixed  charges  on  line  capacity  are  less  than  half  those  on 


a 

.06  X  .1,5  X  32      .288 

R 

R                  R 
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station  capacity.  It  is  therefore  economical  to  invest  money 
in  line  conductors  which  will  make  more  of  the  generating 
capacity  available  for  commercial  load  under  these  conditions. 
Case  V.  Constant-current  system,  direct  current,  7 
amperes,  weatherproof  wire,  generating  capacity  $200  per 
kilowatt,  cost  of  energy  i  cent  per  kilowatt  hour,  operated 
dusk  to  daylight  every  day,  making  the  loss  factor  50  per  cent. 

As  in  Case  I,  a  =  ^^^  for  weatherproof  wire.    The  cost 

of  generating  machinery  for  this  class  of  service  is  usually 
very  high.  Where  direct  current  is  used  the  units  must  be 
small  and  the  cost  per  kilowatt  high,  as  the  generators  them- 
selves cost  more  on  account  of  the  high  voltage  and  the 
arrangement  for  driving,  whether  by  motors  or  shafting,  is 
necessarily  expensive.  Where  the  shafting  is  dispensed  with 
and  the  generators  are  driven  by  alternating-current  motors, 
the  investment  per  kilowatt  is  very  high,  as  the  capacity  of 
alternating-current  generator,  alternating  motor  and  constant- 
current  generator  must  be  included  in  figuring  the  cost  per 
kilowatt  of  capacity.    At  $200  per  kilowatt, 

b(7R  =  ^°°  ^   "^^C'R  =  .024  C'R. 
1000 

With  energy  at  i  cent  per  kilowatt  hour  and  the  loss  factor 

at  so  per  cent  c  =  '"^  ^  ^^^°  ^  '^  OR  =  .043  C^R.    The  total 
1000 

is  therefore  ^  +  .067  (7R.    Whence  CR  =  i/^^  =2.8.    At 
R  T  .007 

7  amperes  R  =  .4  ohm,  which  is  nearly  the  resistance  of  No.  6 
B.  &S. 

In  cases  where  distributing  feeders  are  supplied  through  a 
transformer  substation,  the  calculation  for  the  best  size  of 
feeders  should  be  made  with  the  cost  of  generating,  trans- 
mission and  substation  equipment  in  view,  in  determining  the 
fixed  charges  on  generating  capacity. 
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The  curves  in  Fig.  i68  show  how  the  line  charges,  station 
capacity  charges  and  line  losses  (with  steam  power)  are  re- 
lated to  each  other  where  the  Une  current  is  loo  amperes. 
The  line  is  weatherproof  wire,  and  other  conditions  are  those 
assumed  in  Case  I. 
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Fig.  i68.    Elements  of  Annual  Cost  of  Overhead  Circuit. 

The  application  of  the  foregoing  principles  to  distributing 
mains  cannot  be  carried  out,  as  such  mains  carry  indeter- 
minate loads  and  should  be  so  designed  that  the  drop  on  them 
will  not  exceed  2  per  cent.  In  many  cases  this  requirement 
involves  the  use  of  larger  conductors  than  would  be  required 
from  mere  economic  considerations  of  line  loss.  In  other 
words  the  economic  limit  in  this  part  of  the  system  is  the  life 
and  performance  of  incandescent  lamps  and  these  often  far 
outweigh  line  losses  in  mains. 

In  alternating-current  systems  the  selection  of  transformers 
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and  their  location  with  reference  to  the  secondary  mains  in- 
volves economic  considerations  which  are  very  complex  and 
do  not  admit  as  simple  a  solution  as  is  possible  with  feeders 
and  transmission  lines.  This  subject  is  fully  discussed  in  the 
chapter  on  Secondary  Distribution. 

Diversity  Factor.  —  In  the  distribution  of  electricity  for 
general  lighting  and  power  purposes,  the  maximum  demands 
of  consumers  are  made  at  dififerent  hours  of  the  day,  and 
vary  from  day  to  day  during  the  week  and  from  month  to 
month  during  the  year.  The  maximum  demands  of  lighting 
consumers  are  affected  by  the  changing  seasons,  by  the  char- 
acter of  the  population  served,  and  by  the  nature  of  the  prem- 
ises in  which  the  lighting  is  used. 

The  residence  consumer  varies  his  demands  according  to 
the  size  and  character  of  his  dwelling  place,  having  his  house 
well  lighted  at  times  and  almost  totally  dark  on  other  evenings. 
Perhaps  his  neighbors  are  well  lighted  up  on  the  evenings 
when  he  is  not  home.  Thus  the  maximum  demands  of  in- 
dividual consumers  come  on  different  days  or  at  different  hours 
of  the  day  so  that  their  sum  is  much  greater  than  the  highest 
demand  made  upon  the  distributing  system  at  one  time. 

With  store  and  other  commercial  lighting,  the  demands  of 
the  individual  users  are  apt  to  be  more  uniform,  since  the  con- 
ditions under  which  lighting  must  be  used  are  fixed  by  practi- 
cal necessity  and  by  customs  which  the  user  is  not  at  liberty 
to  ignore.  The  proprietor  of  the  store  must  burn  his  window, 
lights  in  order  to  compete  with  his  neighbors,  and  the  owner 
of  the  factory  must  furnish  his  .employees  sufficient  light  to 
to  enable  them  to  work  to  advantage.  The  diversity  factor  be- 
tween such  consumers  is  therefore  smaller  than  it  is  between 
residence  consumers. 

The  demand  for  electricity  for  power  purposes  is  greatest 
during  the  hours  when  the  lighting  load  is  smallest.     The 


DISTRIBUTION  ECONOMICS  355 

combined  effect  of  these  influences  is  to  produce  a  smaller 
maximum  demand  at  the  point  of  supply  than  would  be  re- 
quired if  these  demands  were  coincident.  The  sum  of  the 
maximum  demands  of  individual  consumers  is  greater  than 
that  on  the  distributing  mains  from  which  they  are  supplied. 
The  sum  of  the  maxima  on  distributing  mains  is  greater 
than  that  of  the  feeder,  the  sum  of  the  feeder  maxima  is 
greater  than  that  at  the  substations,  and  the  sum  of  the  sub- 
station maxima  is  more  than  the  coincident  maximum  of  the 
generating  station. 

The  quantitative  expression  of  this  relation  between  the 
individual  demands  of  the  members  of  a  group  of  users  of 
electricity  to  the  maximum  simultaneous  demand  at  the  point 
of  supply  is  called  the  Diversity  Factor  of  the  group,  or  the 
Group  Diversity  Factor. 

The  definition  of  the  Diversity  Factor  of  a  group  has  been 
stated  in  the  following  form: 

"Group  Diversity  Factor  is  the  ratio  of  the  sum  of  the 
maximum  power  demands  of  the  subdivisions  of  any  system 
or  part  of  a  system,  to  the  maximum  demand  of  the  whole 
system  or  part  of  the  system  under  consideration,  measured 
at  the  point  of  supply." 

For  illustration,  if  the  sum  of  the  individual  demands  of 
a  group  of  50  residence  consumers  is  30  kw.  and  the  maxi- 
mum demand  made  by  this  group  upon  the  transformer 
which  supplies  them  is  10  kw.,  the  Diversity  Factor  of  the 

group  is  '^  =  3. 
10 

Or  if  the  sum  of  the  maxima  of  a  group  of  feeders  supply- 
ing a  district  is  2300  kw.  and  the  maximum  demand  upon  the 
substation  which  supplies  them  is  2000  kw.,  the  group  diver- 
sity factor  of  these  feeders  is  -^ —  =  1.15. 

•'  2000 

Similarly  one  may  derive  group  diversity  factors  for  the 
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transformers  suppl3dng  a  district,  or  for  a  group  of  sub- 
stations or  towns  making  up  a  large  system. 


Nature  of  Diversity.  —  The  existence  of  a  diversity  factor 
is  thus  due  to  the  differences  in  the  maximum  demands  of 
different  consumers  as  to  the  hour  of  the  day  and  as  to  the 
days  of  the  season,  or  year.  The  former  may  be  termed  daily 
diversity  and  the  latter,  seasonal  or  yearly  diversity. 

Daily  diversity  is  that  which  arises  from  the  fact  that  dif- 
ferent consiuners  make  their  heaviest  demands  at  various 


Fig.  169. 

hours  of  the  same  day.  This  is  illustrated  by  the  load  dia- 
grams of  Fig.  169  which  shows  the  daily  diversity  between 
power  users,  lighting  consumers  and  electric  garages. 

Seasonal  diversity,  or  yearly  diversity,  is  that  which  is 
due  to  the  fact  that  different  consumers  make  their  maximum 
demands  on  different  days  of  the  season,  or  year,  respectively. 


DISTRIBUTION  ECONOMICS  357 

Weekly  and  monthly  diversity  factors  may  also  be  required 
for  special  purposes,  at  times. 

Familiar  examples  of  seasonal  diversity  are  found  in  the 
manufacture  of  ice,  amusement  parks,  irrigation  pumping, 
etc.  Weekly  diversity  is  exemplified  in  the  heavy  lighting 
loads  that  occur  on  Saturdays  in  certain  places,  while  the 
maximum  use  of  power  and  lighting  in  industrial  establish- 
ments occurs  on  other  days  of  the  week  and  is  below  normal 
on  Saturdays.  A  considerable  part  of  the  diversity  of  residence 
consumers  is  seasonal  or  monthly  rather  than  daily.  There 
are  always  certain  ones  of  a  group  of  residence  users  who  are 
away  from  home  for  an  evening  and  whose  requirements  are 
therefore  below  normal.  On  the  other  hand,  every  member  of 
the  group  is  likely  to  have  his  home  open  to  guests  on  certain 
evenings  of  the  year  when  he  uses  more  than  his  average 
requirements.  Thus  the  sum  of  the  maxima  of  the  members 
of  the  group  is  much  higher  than  the  coincident  demand  at 
the  transformer  and  we  have  seasonal  diversity  among  resi- 
dence consumers. 

The  determination  of  diversity  factors  must  therefore  be 
based  upon  records  of  maxima  for  the  months  of  the  year  as 
well  as  upon  load  diagrams  for  the  day  on  which  the  maximum 
coincident  demand  of  the  year  occurred. 

The  diversity  factor,  as  defined  by  the  standard  defini- 
tion, may  apply  to  a  group  of  consumers  in  a  given  locality 
served  by  a  single  transformer,  to  the  feeders  supplied  by  a 
single  substation  or  to  a  group  of  towns  supplied  by  a  trans- 
mission system.  It  may  also  be  applied  to  a  group  of  classes 
such  as  general  power,  commercial  lighting,  residence  lighting, 
and  others  whose  hours  of  use  are  known.  It  implies  the 
existence  of  a  group,  and  is  therefore  a  group  diversity  factor. 
Its  effect  is  to  produce  a  coincident  demand  upon  the  source 
of  supply  which  is  less  than  the  sum  of  the  separate  de- 
mands.   It  reveals  nothing,  however,  as  to  how  much  any 
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individual  user  or  group  of  users  contributes  to  the  reduction 
in  demand. 

For  certain  purposes  it  is  necessary  to  know  how  much 
each  individual  of  a  group  contributes  to  the  group  diversity. 
Electric  garages,  ice  manufacturers,  water  pumping  plants  and 
others  which  have  very  high  diversity  when  taken  in  compar- 
ison with  the  general  system  load  diagram,  require  special  con- 
sideration and  a  further  definition  of  diversity  factor.  This 
may  be  termed  the  individual  diversity  factor  and  is  defined 
as  follows: 

"Individual  diversity  factor  is  the  ratio  of  the  maximum 
power  demand  made  by  any  subdivision  of  a  system,  to  the 
coincident  demand  made  by  such  subdivision  at  the  hour  of 
the  maximum  load  upon  the  source  of  supply." 

If,  for  instance,  a  class  of  consumers,  such  as  ice  manufac- 
turers, makes  a  demand  of  2000  kilowatts  during  the  simmier 
months,  and  a  demand  of  200  kilowatts  at  the  hour  of  the  an- 
nual maximmn  in  the  winter  months,  the  individual  diversity 

factor  of  ice  manufacturers  as  a  class  is =  10. 

200 

A  clear  conception  of  the  relation  of  the  group  diversity 
factor  of  a  group  to  the  individual  diversity  factor  of  a  mem- 
ber of  the  group  is  quite  essential  in  determining  the  invest- 
ment portion  of  the  cost  of  serving  any  class  or  community  of 
consumers. 

Illustration.  —  For  example,  take  a  purely  residence  suburb 
which  is  a  part  of  a  district  supply  system  from  which  com- 
mercial lighting,  industrial  power  and  other  classes  of  service 
are  supplied  in  other  localities.  In  this  residence  suburb, 
the  group  diversity  factor  will  be  about  3.5,  that  is,  the  sum 
of  individual  consiuners'  demands  will  be  about  350  kilowatts 
for  each  100  kilowatts  of  demand  at  the  substation  supply- 
ing this  suburb. 
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However,  the  individual  diversity  factors  of  the  various 
consumers  in  this  suburb  may  range  from  i  to  10  or 
more.  .The  resident  who  happens  to  have  his  house 
open  for  a  social  event  and  is  using  his  annual  maxi- 
mvun  demand  at  the  hour  of  the  annual  substation  maxi- 
mvmi  has  an  individual  diversity  factor  of  i.  The  resident 
whose  house  is  empty  at  that  hour,  with  perhaps  one 
50-watt  lamp  burning,  has  an  individual  diversity  factor 
of  10  or  more.  The  weighted  average  of  the  individual 
diversity  factors  of  all  the  consumers  is  the  group  diversity 
factor. 

The  load  of  the  residence  suburb,  considered  now  as  a  whole- 
sale user  from  the  transmission  system,  is  combined  with  the 
loads  of  other  towns,  which  affects  the  total  demand  upon  the 
transmission  system  and  power  station.  There  may  be  a 
coincident  demand  of  20,000  kilowatts  on  the  power  station, 
with  demands  at  various  times  on  the  substations  aggregating 
30,000  kilowatts.  The  group  diversity  factor  of  all  the  sub- 
stations is  1 . 5 .  The  individual  diversity  factor  of  the  residence 
suburb  may  be  anything  from  i  to  5  or  more.  If  the  annual 
system  maximum  occurs  on  Christmas  Eve,  the  resiefence 
suburb  will  probably  have  an  individual  diversity  factor  of 
very  nearly  i,  but  if  the  annual  system  maximum  occurs 
during  daylight  hours,  the  individual  diversity  factor  of  the 
residence  suburb  may  be  10  or  more.  These  conditions  are 
illustrated  by  the  load  diagrams  in  Fig.  170,  in  which  curve  C 
is  the  load  diagram  for  the  residence  suburb  for  December 
20th,  the  day  of  the  general  system  maximum,  D  is  the  curve 
for  the  day  on  which  the  annual  maximum  of  the  substation 
occurred,  and  A  and  B  are  typical  system  load  diagrams  for 
systems  in  which  the  day  power  and  evening  lighting  loads 
respectively  predominate.  If  the  residence  substation  is  a 
part  of  a  system  with  the  load  diagram  A,  the  individual 
diversity  factor  of  this  substation  maximum  of  450  kilowatts 
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to  the  substation  load  of  90  kilowatts  at  10  A.M.,  the  hour 

of  the  system  maxunum,  is-^  =  5. 

If  this  substation  is  a  part  of  a  system  such  as  that  repre- 
sented by  load  diagram  B,  the  individual  diversity  factor  of 
the  substation  at  5.30  P.M.,  on  December  20th,  the  day  of  the 

general  system  maximum,  is  -^^  =  1.28. 
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Fig.  170. 

Group  Diversity  Factors  of  Consumers.  —  An  analysis  of 
diversity  factors  for  various  classes  of  consumers  in  the  city 
of  Chicago  has  been  made  by  the  authors,  based  upon  observa- 
tions made  at  various  points  in  the  alternating-current  distrib- 
uting system. 

The  observations  were  taken  at  the  consumers'  meters,  at 
the  line  transformers,  at  the  substation  switchboard  and  at 
the  generating  station.  The  relation  of  these  various  points 
is  illustrated  diagrammatically  in  Fig.  171. 
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Fig.  171.    Elements  of  a  Distribution  System. 
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Consumers  of  electricity  were  classified  as  residence  light, 
commercial  light,  general  power  and  large  users.  The  com- 
mercial light  includes  the  average  small  and  medium-sized 
stores  and  shops  whose  maximum  demand  is  under  50  kw.; 
general  power  includes  all  miscellaneous  power  users  having 
less  than  50  kw.;  while  large  users  are  the  light  and  power 
consumers  having  100  to  500  kw. 


TABLE  xni. 

RESIDENCE  LIGHTING. 


Group. 

No.  of 

K.W.  conn. 

Sum  of 

Max.  of 

Diversity 

Aver.  cons. 

Group  load 

cons. 

per  cons. 

cons.  max. 

group. 

factor. 

load  factor. 

factor. 

A 

34 

■S3 

12 

3-6 

3-33 

7- 

23.1 

B 

!«■; 

•S3 

68 

20. 

3-4° 

7- 

23-8 

C 

167 

.87 

93 

28. 

3-32 

7-3 

24.0 

Aver. 

128 

.68 

57 

17.2 

3-3S 

7-1 

23-9 

COMMERCIAL  LIGHTING. 


D 

46 

1.28 

46 

33 

1.40 

13 

18 

E 

79 

.74 

36 

26 

1.40 

II 

16 

P 

160 

■S3 

62 

41 

i-Si 

10 

IS 

Aver. 

9S 

.70 

48 

33 

1.46 

10.8 

IS. 7 

G 

221 

2.70 

403 

270 

1.48 

13 

19 

GENERAL  POWER. 


H.P. 

K.V.A. 

K.V.A. 

H 

29 

1-3 

30 

21 

1-43 

•    IS 

21 

I 

18 

3-3 

40 

2S 

1.60 

16 

26 

J 

II 

II. 8 

90 

6S 

1-39 

18 

28 

K 

2.'! 

6.0 

100 

70 

1-43 

21 

30 

Aver. 

21 

4-5 

6S 

4S 

1.44 

17. S 

26 

The  observations  made  and  results  calculated  for  the  various 
classes  of  consumers  are  presented  in  Table  XIII.  Group  A 
is  a  residence  block  suppUed  by  one  transformer,  in  which 
there  are  34  consumers  having  a  connected  load  of  18  kw. 
or  an  average  of  .53  kw.  per  consumer.  The  sum  of  the  con- 
sumers' maxima  is  12  kw.,  while  the  actual  maximum  as 
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measured  on  the  transformer  is  3.6  kw.  The  ratio  of  the  con- 
sumers' maxima  to  the  transformer  maximum  is  3.33,  which  is 
the  diversity  factor  between  the  consumers  in  this  block.  The 
average  load  factor  of  this  group  of  consumers  is  7  per  cent, 
considered  individually,  while  the  load  factor  of  the  energy 
delivered  from  the  transformer  is  23.1  per  cent. 

Group  B  is  a  similar  block  having  185  consumers  with  the 
same  average  connected  load.  The  sum  of  the  consumers' 
maxima  is  68  kw.,  the  transformer  maximum  is  20  kw.,  the 
diversity  factor  is  3.4  and  the  transformer  load  factor  is  23.8. 

The  premises  lighted  by  these  two  transformers  were  prac- 
tically all  apartments  and  the  public  halls  of  the  same. 

In  Group  C  the  premises  were  about  two-thirds  small  apart- 
ments and  the  remainder  large  apartments  and  residences. 
This  accounts  for  the  greater  connected  load  and  the  larger 
average  load  on  this  transformer.  The  diversity  factor,  how- 
ever, remains  practically  the  same  as  in  the  previous  cases. 

The  determination  of  the  sum  of  consumers'  maxima  in 
cases  where  the  connected  load  is  less  than  i  kw.  is  based 
upon  averages  worked  out  from  the  readings  of  demand  meters. 
The  schedule  of  individual  consumers'  demands  used  in  these 
calculations  was  as  follows: 

Connected  load  so-watt  equivalent .     3     5     7     9      11     13     IS     i?     ^9 

Maximum  50-watt  equivalent 3566.57      8      8      9     10 

These  maxima  were  determined  from  the  averages  of  the 
demand  meter  readings  of  over  20,000  residence  consmners. 

The  transformer  maxima  were  taken  by  the  use  of  Wright 
demand  meters  during  the  winter  months,  this  being  the  time 
when  the  maximimi  load  occurs  in  the  districts  in  which 
observations  were  taken. 

Of  the  three  groups  of  commercial  light  consumers,  it  will 
be  noted  that  group  D  consists  of  46  consumers  having  an 
average  connected  load  of  1.28  kw.  The  total  of  the  con- 
sumers' maxima  is  46  kw.,  the  transformer  maximum  is  33  kw. 
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and  the  diversity  factor  is  1.4.  This  group  consists  of  small 
stores  on  an  outlying  business  street,  with  several  saloons 
and  restaurants. 

In  group  E  there  are  79  consumers  having  an  average  con- 
nected load  of  .74  kw.  and  a  diversity  factor  of  1.4.  There 
are  no  large  stores  in  this  group  and  no  saloons  or  restaurants. 

In  Group  F  there  are  160  consumers  with  an  average  con- 
nected load  of  .53  kw.  and  a  diversity  factor  of  1.5.  This 
group  includes  eight  or  ten  apartments  above  stores  and  an 
equal  number  of  offices,  lodge  halls,  etc.,  which  tend  to  in- 
crease the  diversity  factor  and  to  lower  the  average  consumer's 
load  factor. 

Group  G  is  an  18-story  office  building  in  which  there  are 
221  consumers  including  the  lighting  and  general  power  ser- 
vice of  the  building  owner.  The  connected  load  of  603  kw. 
includes  180  horse  power  in  ventilating  fans,  pumps  and  such 
other  machinery  as  is  used  in  an  office  building  having  hydrau- 
lic elevators.  The  average  load  per  consumer  is  2.7  kw., 
the  sum  of  the  consumers'  maxima  is  403  kw.,  the  maximum 
as  measured  on  the  feeder  at  the  substation  switchboard  is 
270  kw.  and  the  diversity  factor  is  1.48.  The  consumers' 
maxima  were  determined  from  demand  meter  readings  for 
the  most  part  in  this  case.  This  is  not  strictly  commercial 
lighting,  as  the  power  load  could  not  be  measured  separately 
and  is  included  in  the  maximum  of  256  kw.  for  the  building. 

Among  the  general  power  users,  group  H  consists  of  29 
single-phase  consumers  having  a  connected  load  of  37  horse 
power  and  an  average  load  of  1.3  horse  power.  The  sum  of 
the  consumers'  maxima  is  30  kv-a.,  the  transformer  maximum 
is  21  kv-a.  and  the  diversity  factor  is  1.43.  These  consumers 
are  sweat  shops  manufacturing  men's  clothing. 

Group  I  consists  of  18  consumers  having  60  horse  power 
in  single-phase  and  three-phase  motors  whose  average  horse 
power  connected  is  3.3.    The  diversity  factor  for  this  group 
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is  1.6.  Ten  of  these  are  single-phase  consumers  manufac- 
turing clothing  and  the  other  eight  are  three-phase  con- 
sumers using  power  for  various  other  manufacturing 
processes. 

Group  J  consists  of  eleven  consumers  having  an  average 
load  of  1 1. 8  horse  power  whose  diversity  factor  is  1.39.  The 
largest  consumer  in  this  group  has  wood-working  machinery 
which  is  operated  steadily  and  accounts  for  the  higher  trans- 
former maximum  and  lower  diversity  factor. 

In  Group  K,  25  consumers  have  an  average  installation  of 
6  horse  power  with  a  diversity  factor  of  1.43.  About  fifteen 
of  this  group  are  small  clothing  manufacturers  having  less 
than  5  horse  power. 

The  consumers'  maxima  for  these  groups  were  determined 
on  the  basis  of  maximum  demands  of  several  thousand  similar 
direct-current  consumers  who  were  equipped  with  demand 
meters.  The  transformer  maxima  were  measured  between 
10  and  II  A.M.,  this  being  the  hour  when  the  alternating 
current  power  load  is  a  maximum  in  Chicago. 

The  consumers'  load  factors  which  appear  in  this  table  for 
power  users  were  taken  from  a  paper  read  by  Mr.  E.  W.  Lloyd 
before  the  National  Electric  Light  Association  at  its  1909 
convention.  His  results  were  derived  from  a  large  number 
of  demand  and  wattmeter  readings  on  various  classes  of  power 
users. 

With  large  users  the  larger  part  of  the  diversity  arises  be- 
tween different  parts  of  the  premises.  In  a  large  mercantile 
store  there  are  always  some  departments  where  business  is 
dull  at  a  time  when  it  is  good  in  another  department  and  vice 
versa.  Likewise  in  a  large  manufacturing  establishment  the 
requirements  of  different  departments  for  power  vary  with 
different  hours  of  the  day  and  different  days  of  the  week.  The 
maximum  demands  of  large  users  therefore  vary  by  a  smaller 
percentage  from  day  to  day  than  those  of  small  consumers, 
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and  the  principal  source  of  diversity  between  large  users 
arises  from  differences  in  the  general  character  of  their  re- 
quirements. 

The  curves  in  Fig.  172 -show  the  result  of  combining  the 
demands  of  a  large  day  power  users  and  a  large  evening  light 
users.   The  sum  of  the  demands  of  these  consimiers  is  1 150  kw., 
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Fig.  172.    Diversity  between  Light  and  Power  Loads. 

while  the  coincident  maximum  demand,  which  occurs  at  5 
P.M.,  is  but  850  kw.  The  diversity  factor  between  these 
groups  of  consumers  is  therefore  1.35. 


Diversity  between  Transformers.  —  The  diversity  between 
different  transformers  on  the  same  feeder  is  similar  to  that 
between  large  users.  A  study  of  the  amount  and  character 
of  load  on  the  various  transformers  in  conjunction  with  rep- 
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resentative  tests  of  transformer  loads  makes  it  possible  to 
derive  diversity  factors  for  groups  of  transformers  which  are 
reasonably  accurate. 

Analyses  made  of  transformers  supplying  residence  territory 
with  about  25  per  cent  of  small  store  lighting  and  less  than 
S  per  cent  of  power  load  indicate  an  average  diversity  factor 
between  transformers  of  1.2.  Transformers  supplying  about 
equal  amounts  of  residence  and  commercial  lighting  with  25 
per  cent  of  power  show  diversity  factors  of  about  1.3.  Those 
supplying  a  large  number  of  scattered  power  consumers  with 
40  per  cent  to  50  per  cent  of  lighting  may  have  diversity  factors 
of  1.8  to  2  between  transformers. 

Diversity  between  Feeders.  —  At  the  substation  bus  bar 
there  is  a  further  diversity  between  feeders.  In  a  certain 
substation  having  a  load  of  3500  kw.  which  is  90  per  cent 
lighting,  the  maximum  loads  on  most  of  the  feeders  occur 
at  7.30  P.M.  in  December,  the  other  feeders  having  their 
maxima  at  5  P.M.  The  diversity  factor  of  the  feeders  in  this 
station  during  the  week  of  the  maximum  load  of  the  year  was 
1.05. 

In  a  2700-kw.  substation  the  maximum  load  on  90  per  cent 
of  the  feeders  occurs  at  5  P.M.,  due  to  a  large  proportion  of 
store  and  factory  light  and  power,  and  the  diversity  factor 
between  feeders  was  1.06  during  the  week  of  the  maximum 
load  of  the  year. 

In  two  other  substations  of  nearly  the  same  size  about  60 
per  cent  of  the  feeders  have  7.30  P.M.  maxima  and  40  per  cent 
have  5  P.M.  maxima.  In  these  substations  the  diversity 
factor  was  1.14  and  1.15  respectively  during  the  week  of  the 
annual  maximum. 

In  another  case  where  about  half  of  the  feeder  maxima 
occur  at  5  and  half  at  7.30  P.M.  the  feeder  diversity  factor 
was  1.36. 
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Substation  Diversity.  —  In  systems  having  five  or  more 
substations  there  is  an  appreciable  diversity  factor  of  the  group 
in  the  average  system.  This  arises  from  the  fact  that  certain 
substations  have  larger  proportions  of  power  and  industrial 
load  than  others,  and  the  day  and  hour  of  their  maximum 
demand  differs  from  those  which  serve  lighting  load  in  pre- 
dominance. 

This  is  illustrated  by  the  following  table,  showing  the  sub- 
station maxima  of  lo  Chicago  substations,  together  with  the 
demand  upon  the  generating  station  coincident  with  the  total 
system  maximimi  load  and  the  individual  diversity  factors  of 
each  substation. 


Substation, 

Absolute 

Coincident 

Indiv. 

maximum  kw. 

demand. 

div.  fact. 

I 

1,900 

1,800 

1 .06 

2 

1,400 

1,170 

1 .26 

3 

59° 

400 

1-47 

4 

1,740 

1.35° 

^         i.29 

S 

3.55° 

2.75° 

1.29 

6 

1,740 

1.55° 

I  .12 

7 

^.57° 

1,280 

1.23 

8 

4,000 

3.900 

1.03 

9 

1,690 

1,500 

I-I3 

lO 

1,670 

1,600 

1.04 

Total 

19,850 

17,300 

i-iS 

The  diversity  factor  of  the  group  is  the  sum  of  the  absolute 
maxima,  19,850  kw.,  divided  by  the  sum  of  the  coincident 
demand,  17,300,  or  1.15.  It  will  be  noted  that  some  of  these 
substations  have  very  small  individual  diversity  factors  while 
those  of  others  are  relatively  large. 

In  systems  suppl3dng  an  appreciably  large  proportion  of 
electric  railway  service  there  is  a  considerable  diversity  factor 
arising  from  the  fact  that  railway  service  demands  are  trans- 
ferred from  substations  near  the  center  of  the  city  to  those  in 
the  outskirts  as  the  cars  progress  outwardly  during  the  even- 
ing rush  hour.    The  reverse  progress  takes  place  in  the  morn- 
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ing  peak  but  is  not  concentrated  so  closely  as  the  evening 
peak  and  usually  does  not  fix  the  maximum  demand  of  the  rail- 
way portion  of  the  load. 

Total  Diversity.  —  The  total  diversity  factor  of  the  generat- 
ing and  distributing  system  is  the  continued  product  of  the 
diversity  factors  between  consumers,  transformers,  feeders 
and  substations.  In  the  case  of  resideifce  consumers,  the  total 
diversity  factor  is  the  product  of  3.35  X  1.3  X  1.15  X  i.i. 
This  amounts  to  5.52.  For  commercial  lighting  consumers 
the  total  diversity  factor  is  2.41.  For  general  power  con- 
sumers the  total  diversity  factor  is  2.26  and  for  large  users  1.45. 
These  are  the  diversity  factors  from  the  consumer's  meter  to 
the  generating  station. 

The  average  diversity  factors  for  the  four  classes  of  con- 
svuners  and  the  total  diversity  factor  from  the  consumer  to 
the  generator  are  presented  in  Table  XIV. 

The  total  diversity  factor  of  a  distributing  system  is  ob- 
tained by  combining  those  of  the  various  classes  of  consumers. 
In  the  Chicago  system  the  diversity  factor  of  the  general 
lighting  and  power  load,  not  including  electric  railways,  is^^^. 

TABLE  XIV.  —  DIVERSITY  FACTORS. 


Between  consumers 

' '        transformers  . . . 

"        feeders 

"         substations 

Consumer  to  transformer 
"    feeder 

"  "    substation. 

"  "    generator. . 


Residence 

Commer- 

light. 

cial  liglit. 

3-3S 

1.46 

1-3 

1-3 

I-IS 

I'- IS 

I.I 

I.I 

3-3S 

1.46 

4-36 

1.90 

S.02 

2.19 

S-S2 

2.41 

General 
power. 


1.44 
1-35 
I    IS 
I.I 
1.44 

I-9S 
2.24 
2.46 


Large  users. 


IIS 
IIS 
I.I 

I  IS 
1.32 

I -45 


Relation  to  Load  Factor.  —  The  relation  of  the  group 
diversity  factor  to  group  load  factor  is  direct  and  comparatively 
simple.     When,  for  instance,  a  group  of  retail  users  is  con- 
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sidered,  the  load  factor  at  the  transformer  supplying  the 
group  is  the  product  of  the  average  individual  load  factor  by 
the  group  diversity  factor.  With  loo  residence  users  having  a 
yearly  group  diversity  factor  of  3,  and  an  average  annual  load 
factor  of  7  per  cent,  the  annual  load  factor  at  the  transformer 
is  3  X  7  =  21  per  cent. 

To  state  it  in  another  way,  if  the  average  annual  consump- 
tion of  the  members  of  the  group  is  250  kilowatt-hours,  and 
the  average  annual  load  factor  of  each  is  7  per  cent,  the  average 

maximum  demand  of  the  individual  user  is  „  ^    =  0.408 

.07  X  8760 

kilowatts.  The  sum  of  the  100  individual  demands  is  there- 
fore TOO  X  0.408  =  40.8  kilowatts.  Since  the  yearly  group 
diversity  factor  is  3,  the  coincident  demand  at  the  transformer 

is  — '—  =  13.6  kilowatts.    This  transformer  delivers  100  X  250 

3 
=  25,000  kw.  hrs.  per  year  to  the  group  and  its  annual  load 

factor  as  a  wholesale  consumer  on  the  distributing  system  is 

25,000 
— -^ — —— -  =  21  per  cent. 
13.6  X  8760  ^ 

This  rule  may  be  applied  to  any  class  or  group  of  users  whose 
average  individual  annual  load  factor,  annual  consumption, 
and  yearly  group  diversity  are  known.  It  is  equally  appli- 
cable to  a  group  of  substations  in  a  large  system. 

The  energy  converted  in  the  group  of  substations  amounts 
to  53,200,000  kw.  hours  annually,  and  the  annual  load  factors 
vary  from  19  per  cent  to  35  per  cent,  the  average  being  30.6 
per  cent. 

The  group  diversity  factor  being  1.15,  the  annual  load  factor 
at  the  point  of  supply  is  30.6  X  1.15  =  35.1  per  cent. 

This  may  be  shown  also  from  the  annual  output  and  coin- 
cident demand,  the  output  being  53,200,000  and  the  demand 
being  17,300  kw. 

T      J  I    J.  ss. 200,000 

Load  factor  =  ~^^^ —  =  .z<i. 

17,300  X  8760       •'^ 
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There  is  no  direct  relation  between  the  individual  diversity 
factor  and  the  individual  load  factor,  except  that  consumers 
having  a  high  load  factor  are  more  likely  to  come  on  the  peak 
and  hence  to  have  a  small  diversity  factor  and  vice  versa. 
The  off  peak  consumer  may,  of  course  be  an  exception  to 
this  rule  as  he  may  have  a  relatively  high  load  factor,  but  also 
a  high  individual  diversity  factor  because  of  the  special  con- 
tract arrangement  not  to  use  energy  at  the  usual  hours  when 
the  system  maximum  load  comes  on. 

In  the  table  of  substation  maxima,  the  first  one  in  the  list 
has  an  annual  load  factor  of  35  per  cent  but  its  maximum  comes 
so  nearly  coincident  with  that  of  the  whole  system  that  its 
diversity  is  small,  the  individual  diversity  factor  being  only 
1.06.  The  second  one  in  the  list  has  an  annual  load  factor  of 
37  per  cent  and  yet  its  individual  diversity  factor  is  1.26, 
because  its  maximum  load  occurs  at  a  different  hour  from  that 
of  the  general  system.  Thus  one  of  these  substations  has  a 
diversity  factor  higher  than  that  of  the  group,  while  that  of 
the  other  is  lower,  though  their  load  factors  are  about  the  same. 

Relation  to  Investment.  —  The  effect  of  diversity  factors 
upon  the  various  parts  of  the  generating  and  distributing 
plant  is  to  reduce  investment  and  hence  the  demand  portion  of 
charges  for  service.  This  effect  is  so  material  as  to  justify  the 
most  careful  analysis  of  load  conditions  in  their  relation  to 
diversity  of  demand.  Such  analyses  are  of  value  in  solving 
the  problems  incident  to  fixing  equitable  rates  for  various 
classes  of  service,  in  making  subsequent,  adjustment  of  es- 
tabUshed  rates,  and  in  revealing  the  relative  rates  of  returns 
produced  by  various  classes  of  users  under  existing  rate  sched- 
ules. It  is  of  the  utmost  importance  that  the  methods  pursued 
in  determining  the  cost  of  electric  service  be  based  upon  correct 
principles  and  that  the  data  at  hand  be  intelligently  appUed. 
As  a  basis  of  illustration,  it  will  be  assumed  that  an  alter- 
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nating-current  central-station  system  has  been  developed  to  a 
point  where  it  has  25,000  kilowatts  in  generating  plant  capacity 
and  a  maximum  load  of  20,000  kilowatts  at  a  cost  of  $8,100- 
000  or  $405  per  kw.  load. 

The  apportionment  of  the  capital  invested  is  further  assumed 
to  have  been  made  as  shown  in  Table  XV.  This  apportion- 
ment is  roughly  representative  of  an  average  system  in  a 
medium-sized  city  without  any  considerable  suburban  distri- 
bution. In  a  district  supply  system  covering  a  large  area  of 
scattered  towns  and  cities,  the  transmission  system  would  be 
a  larger  percentage  of  the  total  and  other  parts  might  be 
materially  different.  The  numerical  values  derived  from  these 
figures  as  a  basis  are  therefore  to  be  considered  only  as  apply- 
ing to  a  system  of  the  type  assumed,  and,  being  hypothetical, 
should  be  considered  merely  as  illustrating  the  method  of 
calculation. 


TABLE  XV.- 


•  ASSUMED  ALTERNATING  CURRENT  CENTRAL  STATION 
SYSTEM. 


Group  Div. 

Kw. 
useful 
load. 

Pull 
load 
eflf. 

Actual 

kw. 
demand. 

Invest- 

Investment. 

Factor. 

kw. 

Generating  station  . . 
Transmission  system . 

Substation 

Distribution  lines. . .  . 
Transformers 

$2,350,000 
450,000 
800,000 

2,750,000 
350,000 
500,000 
900,000 

8,100,000 

I 
I 
I 

I 

IS 
3 

16,050 

17.650 
20,300 
26,400 

0-9S 

0.912 

0.802 

0.802 

20,000 

21,000 
23,200 
26,4PO 

$117-50 

21.50 

38.00 

119.00 

13.00 

Miscellaneous 

Total 

The  actual  kilowatt  demand  which  appears  in  the  next  to 
the  last  column  is  the  net  result  of  the  application  of  both 
diversity  factor  and  full-load  efficiency.  The  2o,oco-kw.  load 
on  the  generating  station  is  made  up  of  16,050  kilowatts  of 
useful  load  and  3950  kilowatts  of  losses  in  the  transmission, 
conversion  and  distribution  systems.    If  the  efficiencies  are 
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assumed  at  95  per  cent  for  the  transmission  system,  96 
per  cent  for  transformer  substations  and  88  per  cent  for  the 
distribution  system,  the  net  overall  efficiency  would  be  80.2 
per  cent. 

If  there  were  no  losses,  the  "  actual  kw.  demand  "  would  be 
the  same  as  the  "  useful  load." 

If  the  losses  are  taken  into  account: 

The  sum  of  the  feeder  maxima  at  88  per  cent  efficiency  is 

—  =  2^,200  kilowatts. 

1.3  X  0.88        ^' 

The  sum  of  the  substation  maxima  at  96  per  cent  efficiency  is 

23,200  ,  ., 

"^ =  21,000  kilowatts. 

1. 15  X  0.96 

The  maximum  at  the  generating  station  at  95  per  cent 
efficiency  is 

21,000  ,  ., 

■ =  20,000  kilowatts. 

I.I  X  0.9s 

These  are  the  loads  which  would  be  observed  in  this  sys- 
tem at  each  point  where  the  group  of  elements  is  supplied. 

The  investment  per  kilowatt  in  the  last  column  is  deter- 
mined by  using  the  kilowatt  actual  demand  at  the  point  of 
supply,  as  shown  in  the  previous  column. 

From  this  data  the  investment  required  to  serve  a  given 
class  of  consumers  may  be  determined,  if  the  group  diversity 
factor  of  the  class  is  known,  and  with  the  investment  deter- 
mined, it  is  but  a  step  to  determine  what  the  demand  portion 
of  the  charge  to  that  class  of  consumers  should  be. 

In  the  distributing  system  investment,  there  are,  however, 
such  wide  variations  of  the  cost  per  kw.  under  different  con- 
ditions that  some  attention  should  be  given  to  the  costs  for 
classes  of  users  which  are  materially  higher  or  lower  than  the 
average. 
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The  investment  per  kw.  is  very  greatly  affected  by  the 
density  of  the  load,  that  is,  by  the  load  served  per  square  mile. 
For  instance,  in  outlying  districts  where  there  are  less  than  lo 
consumers  per  block,  the  investment  may  often  be  as  much  as 
$300  per  kw.  for  distribution,  and  in  manufacturing  districts 
or  retail  business  districts,  it  may  be  as  low  as  $60  or  less. 
This  is  due  in  large  measure  to  the  fact  that  pole  lines  or  con- 
duit lines,  primary  mains  and  secondary  mains  must  all  be 
installed  before  any  consumer  can  be  served.  The  minimum 
capacity  which  it  is  possible  to  install  for  mechanical  reasons 
is  so  great  that  the  initial  equipment  remains  the  permanent 
equipment  in  many  portions  of  the  city,  and  additional  consum- 
ers increase  the  load  density  without  adding  proportionately 
to  the  investment.  The  kw.  per  square  mile  can  be  increased 
tenfold  above  its  initial  value  in  many  cases  without  necessi- 
tating additional  investment  except  for  feeders,  transformers 
and  service  connections.  These  reinforcements  cost  only 
$25  to  $40  per  kw.  and  thus  tend  to  lower  the  average  cost 
per  kw.  as  load  is  added.  In  a  similar  way,  large  users  may 
be  taken  on  at  only  the  cost  of  feeder  and  transformer  capacity 
and  the  distribution  investment  for  consumers  whose  load 
is  200  kw.  and  upward  is  frequently  as  low  as  $50  per  kw. 
Thus,  for  retail  users,  the  investment  per  kw.  in  the 
distribution  system  here  assumed  would  be  from  $50  to 
$200  in  order  to  make  the  average  of  the  whole  system  $119 
per  kw. 

Investment  for  Residence  Consumers.  —  When  it  is  desired 
to  determine  the  investment  required  for  residence  consumers, 
for  instance,  and  it  Is  known  that  the  group  diversity  factor 
of  this  class  is  3,  the  result  may  be  reached  approximately  as 
follows:  Assume  that  100  such  consumers  are  to  be  served 
and  that  their  average  individual  maximum  demand  will  be 
.6  kw.    The  sum  of  the  individual  demands  is  then  100  X  .6  = 
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60  kw.  and  the  group  diversity  factor  being  3,  the  demand  on 

the  transformer  is  —  =  20  kw. 
3 

The  group  diversity  factor  of  the  transformers  being  1.3, 

■  20 

the  demand  on  the  feeder  will  be  —  =154  kw.,  plus  losses  at 

98  per  cent  efficiency,  or  -^~  =  15.7  kw. 

The  diversity  factor  of  the  feeders  being  1.15  and  the  effi- 
ciency of  the  distributing  circuits  being  90  per  cent,  the  de- 
mands on  the  substation  will  be  ■ ^ —  =  it;.2  kw. 

i.iS  X  .90 

The  demand  on  the  power  station  at  the  time  of  the  maximum 
load  on  the  system,  with  a  substation  diversity  factor  of  i.i 
and  an  efficiency  of  90  per  cent  for  transmission  and  conver- 
sion equipment,  would  be  ^^^ =  iS-3  kw. 

I.I  X  .90 

The  investment  required  to  carry  this  group  of  consumers 
therefore  is  summarized  as  follows,  using  the  units  of  cost 
assumed,  in  the  above  table,  and  taking  meters  at  $7.00  each. 

100  meters  @  $7.00 $700.00 

20  kw.  transformers  @  $13.00  per  kw 260.00 

15.7  kw.  distribution  line  capacity  @  $200  per 

kw 3140.00 

15.2  kw.  substation  capacity  @  $38.00  per  kw.. .  577  00 

15.2  kw.  transmission  line  capacity  @  $21.50. . . .  327.00 

15.3  kw.  generating  station  capacity  @  $117.50. .  1798.00 
Miscellaneous  investment,  12.5  per  cent 850.00 

$7652.00 

Total  investment  per  kw.  gen.  sta.  load $500.00 

Total  investment  per  kw.  consumers  demand  .       127 .  50 
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If  the  fixed  charges  on  the  investment  in  the  plant  are  taken 
at  13  per  cent,  the  demand  portion  of  the  cost  of  serving  the 
residence  consumer  in  this  group  is  .13  X  $127.50  =  $16.57 
per  annum,  or  $1.36  per  month  per  kw.  of  demand  at  the 
consumer's  premises.  For  the  average  residence  consumer 
here  assumed  to  have  a  maximum  demand  of  .6  kw.,  the 
demand  cost  is  .6  X  $1.36  =  $0.81  per  month. 

This,  of  course,  does  not  include  any  operating  cost  or 
consumer  cost,  but  is  purely  that  portion  of  the  cost  due  to 
the  fact  that  the  consumer's  demand  requires  a  certain  portion 
of  the  plant  to  be  reserved  for  his  use. 

Investment  for  Commercial  Consumers.  —  In  the  case  of 
commercial  lighting  and  power  consumers  of  the  retail  class, 
the  diversity  factor  is  lower  and  the  plant  required  is  some- 
what more  for  a  consumer  having  the  same  individual 
demand. 

Assuming  a  group  of  100  commercial  light  and  power  con- 
sumers, having  loads  of  less  than  10  kw.  and  whose  individual 
demands  average  3  kw.,  the  investment  cost  per  kw.  for  the 
distribution  system  is  somewhat  less  and  may  be  taken  at 
$150  per  kw. 

The  demand  at  the  transformer,  with  a  group  diversity 

factor  of  1.4,  is =214  kw.    The  load  on  the  feeder 

1.4 

at  98  per  cent  transformer  efficiency  and  1.3  diversity  factor 

214 
of  transformers  is  — - — - —  =  165  kw.      At  the  substation 
.98  X  1.3 

the  load  is   ^ =  iSQ  kw.  and  at  the   generating 

.90  X  1. 15  00 

station  it  is  — ^ —  =  161  kw. 
.9  X  I.I 
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The  investment  may  be  summarized  as  follows: 

100  meters  at  $9.00  each $900.00 

214  kw.  transformer  capacity  @  $13.00 2,782 .00 

165  kw.  of  distributing  line  capacity  @  $150  24,750. 00 

159  kw.  of  substation  capacity  @  I38.00. .  6,042.00 

161  kw.  of  transmission  capacity  @  $21.50  3,461.00 

161  kw.  of  generating  capacity  @  117.50. .  18,917.00 

Miscellaneous  investment  @  12.5  per  cent  7,100.00 

$63,952.00 

Investment  per  kw.  generating  station  load=    ^'^      =  400.00 

161 

Investment  per  kw.  consumer's  demand       =   "^'"^  ■  =  21^  .00 
^  300  ^ 

It  is  to  be  noted  that  the  meter  investment  is  a  much  smaller 
part  of  the  total  investment  required  for  this  class  of  consumers 
than  it  is  for  the  small  residence  consumer.  The  meter  in- 
vestment for  this  class  is  but  $3.00  per  kw.  of  consumer's  de- 
mand while  for  the  small  residence  consumer  it  is  $11.66  per 
kw.  The  fixed  charges  are  .13  X  213  =  $27.70  per  annum 
or  $2.31  per  kw.  per  month,  or  $6.93  for  a  3  kw.  consumer. 

In  the  case  of  the  wholesale  user  with  a  demand  of  about 
200  kw.  or  more,  the  feeder  and  a  small  proportion  of  the 
primary  main  system  are  the  only  parts  of  the  distribution 
system  needed  to  meet  his  requirements  aside  from  trans- 
formers. The  total  value  of  these  will  be  taken  at  $50  per 
kw.  in  this  case.  The  total  investment  would  be  as  follows 
for  a  consumer  having  a  200  kw.  demand  and  an  individual 
diversity  factor  as  related  to  the  substation  of  1.25: 

Metering  equipment $30 .  00 

Transformers,  225  kw.  @  $7.00  per  kw. . .  1,575 .00 

Distribution  line,  160  kw.  @  $50  kw 8,000.00 
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Substation  capacity, 

^ =  154  kw.  @$38 5,852.00 

.90  X  1. 15 

Transmission  capacity, 

— ^^ —  =  i«  kw.  @  $21.50 3,242.00 

.9X  I.I        ^3^3 

Generating  capacity,  155  kw.  @  $117.50 18,212.00 

Miscellaneous  investment,  12.5  per  cent 4,620.00 


Total $41,531.00 

Investment  per  kw.  generating  station  load  =  — =  $270. 

Investment  per  kw.  consumer's  demand         =  — '^^  =  $207. 

200 

Thus  the  fixed  charges  for  the  wholesale  consumer  are 
.13  X  207  =  $26.91  per  kw.  of  consumer's  demand  per  annum. 

In  case  the  wholesale  consumer  requires  a  class  of  service 
which  has  a  higher  diversity  factor  than  1.25,  this  element  of 
the  cost  may  be  still  further  reduced.  For  instance,  in  the 
case  of  long  hour  users  such  as  ice  manufacturers  who  can 
arrange  their  hours  of  operation  so  as  to  shut  down  most  of 
their  plant  during  the  hours  of  the  day  in  the  months  of  the 
year  when  the  general  system  maximum  occurs,  it  is  possible 
to  eliminate  the  greater  part  of  the  charge  for  generating  sta- 
tion capacity  and  in  some  cases  the  transmission  line  and 
substation  investment.  This  may  amount  to  approximately 
one-half  the  total  investment. 


Principles  of  Rate  Making.  —  The  establishment  of  rate 
schedules  which  are  equitable  to  the  consumer,  profitable  to 
the  investor  and  competitive  with  other  forms  of  light  and 
power  service  is  a  most  important  part  of  the  conduct  of  a 
public  utility  business. 
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The  profit  to  the  investor  and  the  ability  of  a  given  rate 
to  compete  with  other  forms  of  service  are  known  quite  defi- 
nitely in  any  going  concern,  but  the  determination  of  what  is 
equitable  to  the  consumer  is  not  a  simple  problem  since  it 
involves  an  analysis  of  the  cost  of  service  under  the  particular 
conditions  obtaining  in  the  community  in  question. 

Under  pubHc  utility  commission  government,  the  problem 
usually  resolves  itself  into  a  determination:  (a)  of  the  rate  of 
return  made  by  the  property  during  recent  years,  (6)  the 
establishment  of  a  fair  rate  of  returns  in  view  of  the  hazards  of 
the  business,  and  (c)  an  adjustment  of  the  existing  rates  with 
a  view  to  making  the  income  from  the  various  principal  classes 
of  consumers  produce  as  near  as  possible  the  rate  of  return 
which  it  has  been  decided  is  fair  to  the  investor. 

Rate  of  Return.  —  In  determining  the  rate  of  return  which 
has  been  made  by  the  utility  in  the  years  immediately  preced- 
ing, the  first  value  to  be  established  is  that  of  the  physical 
property  of  the  utility.  This  should  be  taken  from  existing 
records  and  a  sufficient  inventory  to  establish  the  accuracy 
of  the  records  where  possible.  Where  early  records  are  not 
available,  as  is  sometimes  true  of  companies  which  were  formed 
by  the  consolidation  of  several  small  companies,  the  value  of 
the  property  must  often  be  determined  by  complete  inventory 
and  appraisal.  This  involves  a  large  expense  of  time  and 
kbor  if  done  thoroughly  enough  to  be  fair  to  the  investor.  In 
some  states  the  commissions  follow  the  policy  of  working  from 
records  as  far  as  possible,  while  other  commissions  rely  upon 
records  to  a  very  limited  extent  and  make  valuations  by 
inventory  and  appraisal  in  the  majority  of  cases. 

The  decision  as  to  what  is  a  fair  rate  of  return  to  the  in- 
vestor is  based  upon  general  considerations  of  financial  and 
industrial  environment.  If  industrial  conditions  are  variable 
through  a  wide  range,  the  utility  should  be  permitted  to  earn 
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a  higher  rate  than  where  conditions  are  more  stable  in  order 
that  the  low  rate  of  earnings  in  years  of  depression  will  be 
offset,  and  a  fair  average  maintained  over  a  period  of  years. 

The  condition  of  money  markets,  the  hazard  from  floods 
where  water  power  is  utilized,  and  the  hazards  incident  to  the 
use  of  overhead  Unes  are  all  factors  which  must  be  considered. 
The  utility  must  be  allowed  to  earn  sufficient  to  accumulate 
suitable  reserves  to  enable  it  to  take  care  of  these  various 
contingencies,  if  it  is  to  endure  and  the  investors'  interests 
are  properly  conserved. 

Commissions  have  established  rates  of  return  at  6  to  7  per 
cent  in  eastern  states  and  as  high  as  8  per  cent  in  some  cases 
in  western  states. 

Rate  Adjustments.  —  Having  determined  the  value  of  the 
property  and  the  amount  of  the  necessary  working  capital 
upon  which  the  fair  rate  of  return  is  to  be  made,  the  difference 
between  the  actual  earnings  and  the  earnings  which  are  con- 
sidered fair  is  at  once  known.  In  a  growing  property  this 
is  usually  a  surplus  calling  for  a  reduction  of  rates.  However, 
in  some  cases  where  competition  has  reduced  prices  recklessly 
to  a  point  which  has  wiped  out  all  or  part  of  the  legitimate 
profits  of  the  undertaking,  the  difference  is  a  deficit  and  cer- 
tain of  the  rates  must  be  increased. 

The  problem  then  resolves  itself  into  the  task  of  classify- 
ing consumers  according  to  the  character  of  service  rendered 
and  making  a  revision  of  such  of  the  rates  as  appear  to  be  most 
profitable  (or  least  profitable  if  an  increase  is  necessary) .  Hav- 
ing determined  how  much  of  the  total  income  each  class  of 
consumers  has  contributed  it  is  a  comparatively  simple  matter 
to  make  adjustments  which  would  have  produced  the  desired 
decrease  (or  increase)  in  the  income,  if  they  had  been  in  effect 
during  the  previous  year. 

However,  although  this  adjustment  may  be  very  simple  it  is 
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the  most  vital  part  of  the  rate  fixing  procedure.  If  the  adjust- 
ments are  not  properly  applied,  they  fail  to  give  the  consumer 
a  fair  share  of  the  reduction  and  they  may  prove  to  be  unfair 
to  the  investor.  The  problem  thus  involves  an  analysis  of 
the  cost  of  service  to  the  principal  classes  of  users  and  what 
is  equally  important  the  use  of  a  rate  system  which  automat- 
ically varies  in  a  manner  which  follows  the  variation  of  cost 
as  closely  as  possible. 

The  "  cost  of  service  "  must  necessarily  be  the  basis  of  any 
rate  which  is  profitable  to  the  investor,  but  there  are  certain 
classes  of  service  in  which  the  "  value  of  the  service  "  must  be 
considered.  The  value  of  the  service  is  in  some  cases  so  low 
that  the  general  rate  schedules  are  too  high  to  attract  the 
business.  In  some  such  cases  it  is  possible  to  establish  rate 
schedules  containing  special  limitations  such  as  the  require- 
ment that  no  energy  shall  be  used  during  "  peak  hours  "  which 
reduce  the  cost  to  the  consumer  to  a  point  where  the  value  of 
the  service  makes  it  attractive  to  him.  The  manufacture  of 
raw  water  ice  is  an  illustration  of  this.  In  some  cities  "  off 
peak  "  rates  have  been  established  for  this  and  any  other  class 
of  users  who  are  able  to  control  the  use  of  energy  so  that  it  will 
not  be  used  during  peak  hours.  On  the  other  hand,  there 
are  cases  where  the  value  of  the  service  to  the  consumer  is 
such  that  the  general  rates  involve  an  expense  far  less  than 
the  value  of  the  service  and  little  question  is  raised  as  to  the 
fairness  of  the  charge  which  perhaps  includes  more  than  the 
average  proportion  of  profit. 

The  value  of  the  service  is  thus  a  factor  as  well  as  the 
cost  of  the  service  in  the  making  of  rates. 

The  Cost  of  Service.  —  The  cost  of  electric  service  is  made 
up  of  three  principal  parts:  {a)  the  fixed  charges  on  the  neces- 
sary plant  and  distributing  system,  (&)  the  production  cost 
of  the  energy  together  with  the  cost  of  conversion  and  dis- 
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tribution  and  (c)  the  cost  of  metering,  billing,  collecting, 
accounting  and  other  expenses  which  are  proportioned  to  the 
number  of  consumers  served.  There  are  also  certain  general 
expenses  which  are  proportional  roughly  to  the  size  of  the 
business  and  may  be  classed  with  fixed  charges. 

In  determining  the  cost  of  service,  the  cost  of  production, 
distribution  and  management  is  readily  found  from  existing 
records  of  the  utility,  if  they  have  been  properly  kept.  From 
these  the  average  cost  per  kw.  hour  and  the  average  cost  per 
consumer  for  handling  his  account  may  be  established. 

The  determination  of  the  fixed  charges  due  to  the  invest- 
ment needed  to  supply  the  consumer's  demand  is,  however,  not 
capable  of  ready  evaluation,  since  the  investment  per  kw.  of 
demand  varies  through  very  wide  limits  and  the  use  of  aver- 
ages is  not  desirable  except  in  dealing  with  the  larger  classes 
of  small  consumers. 

The  fixed  charges  which  include  interest,  depreciation,  taxes, 
insurances,  etc.,  on  the  investment  are  calculated  at  a  rate 
which  is  fair  to  all  when  the  investment  per  kw.  of  demand  is 
known  for  the  class  of  consumers  under  consideration. 

The  investment  per  kw.  is  different  for  the  various  classes 
because  of  the  differences  in  the  density  of  load  distribution 
and  because  of  the  diversity  factor. 

This  is  fully  illustrated  in  the  discussion  of  diversity 
factor  in  the  early  part  of  this  chapter,  where  the  invest- 
ment per  kw.  of  demand  is  worked  out  for  residence  and  other 
classes  of  consumers  in  a  hypothetical  central  station  system. 

It  is  obviously  impracticable  to  work  out  the  demand  cost 
of  every  class  of  consumers  separately  as  the  necessary  data 
of  demand  and  diversity  are  not  available. 

In  the  case  used  for  illustration  the  investment  for  resi- 
dence consumers  was  found  to  be  $500.00  per  kw.  of  demand 
on  the  generating  station,  or  $127.50  per  kw.  of  demand  at  the 
consumer's  premises.     The  demand  cost  was  also  found  to  be 
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$16.57  per  year  per  kw.  of  demand  at  the  consumer's  meter. 
As  this  is  the  point  at  which  the  demand  is  taken  in  practical 
rate  systems  the  demand  cost  must  be  based  upon  the  in- 
vestment per  kw.  of  demand  at  the  meter  rather  than  at  the 
source  of  supply. 

The  total  cost  of  service  to  residence  customers  under  the 
conditions  assumed  for  illustration  is  $16.57,  P'^s  the  cost  of 
operation,  plus  the  cost  of  handling  the  account.  To  these 
must  be  added  a  percentage  for  general  expenses  not  included 
in  any  of  the  other  items. 

The  "  customer  "  cost  includes  the  expense  of  metering, 
billing,  collecting,  bookkeeping,  the  cost  of  handling  retail 
customers,  who  move  from  place  to  place,  and  the  new  appli- 
cants. In  some  cities  the  "moving"  item  is  one  which  in- 
volves a  considerable  expense  each  spring  and  fall.  The  cost 
of  all  these  items  usually  rans  from  $4.00  to  $5.00  per  year 
per  consumer. 

The  "  operating  "  cost  includes  the  cost  of  fuel,  labor  and 
supplies  for  producing  the  energy,  for  converting  it  at  sub- 
stations, for  distribution,  and  for  the  necessary  maintenance 
and  repairs  of  the  entire  generating,  converting,  transmitting 
and  distributing  plant. 

An  analysis  of  these  operating  costs  reveals  the  fact  that 
they  are  only  partially  proportional  to  the  kw.  hours  produced. 

In  the  power  station,  much  of  the  labor  is  a  fixed  charge  as 
it  must  be  on  hand  regardless  of  the  number  of  units  in  opera- 
tion. This  may  be  from  25  to  50  per  cent  of  the  total  labor 
item  of  the  station,  it  being  smaller  in  the  larger  stations  and 
vice  versa. 

In  substations  nearly  all  of  the  labor  of  attendance  is  in- 
dependent of  the  output  and  is  a  fixed  charge. 

In  the  transmission  and  distribution  system  the  labor  of  at- 
tendance and  maintenance  such  as  fuse  renewals,  wires  down 
and  the  like  is  proportional  to  the  mileage  of  lines  rather  than 
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to  the  kw.  hours  carried  over  them.  As  the  mileage  is  pro- 
portional to  investment  in  lines,  the  large  part  of  the  cost  of 
maintaining  distribution  lines  is  in  the  nature  of  a  fixed  charge, 
rather  than  a  kw.  hour  charge.  This  amounts  to  about  i  per 
cent  on  the  investment  in  underground  lines  and  about  4  per 
cent  on  overhead  lines. 

In  a  plant  of  the  size  used  here  for  illustration,  the  fixed 
portion  of  the  operating  expense  is  about  40  per  cent  of  the 
total. 

Assuming  that  the  total  cost  per  kw.  hour  for  the  operating 
expense  items,  not  including  consumer  costs  or  general  expense, 
is  taken  to  be  1.5  cents  per  kw.  hour,  that  the  annual  load 
factor  is  30  per  cent  for  the  entire  system,  and  that  the  fixed 
portion  of  the  operating  expense  is  40  per  cent  or  0.6  cent  per 
kw.  hour  at  the  aimual  load  factor,  then  the  cost  which  is 
proportional  to  the  kw.  hours  is  0.9  cent  per  kw.  hour. 

A  load  factor  of  30  per  cent  is  equivalent  to  .30  X  8760  = 
2628  kw.  hours  per  kw.  of  generating  station  demand  per 
annum.  At  1.5  cents  this  represents  a  cost  of  $39.42  per  year, 
of  which  .006  X  2628  =  $15.77  is  the  operating  fixed  charge 
per  kw.  per  year. 

The  general  expenses  include  executive  supervision,  legal  ex- 
pense, taxes,  insurance,  advertising,  and  other  miscellaneous 
expenses  of  a  general  character.  These  vary  somewhat  in 
different  localities  and  with  the  size  of  the  company,  being 
25  to  40  per  cent  of  the  total  running  expense. 

In  a  company  having  a  system  such  as  that  used  for 
illustrative  purposes  in  this  case,  it  will  be  assumed  that 
general  expense  is  33  per  cent  of  the  total  running  expense, 
or  50  per  cent  of  the  sum  of  the  operating  and  consumer 
costs. 

Summarizing  the  various  costs  as  determined  for  the  resi- 
dence consumer  and  assuming  that  his  annual  consumption 
is  600  kw.  hours  per  kw.  of  demand,  they  are  as  follows- 
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Demand  cost,  13  per  cent  of  $127.50.  . .    $16.57 

Fixed  operating  cost iS  •  77 

600  kw.  hours  at  .9  cent 5 .40 

Consumer  cost 5 .00 

General  expense,  50  percent  of  oper.  and 

consumer  cost 13 .08 

Total $55.82 

per  kw.  year 

The  average  cost  is  — —  =  0.30  cents  per  kw.  hour. 
600 

In  the  case  of  a  commercial  consumer  having  a  consumption 
of  1000  kw.  hours  per  annum,  per  kw.  of  demand  the  cost  is 

Demand  cost,  .13  X  213.00 $27.70 

Fixed  operating  cost i5-77 

1000  kw.  hours  at  . 9  cent 9.00 

Consumer  cost 5 .  00 

General  expense 14 .  88 

Total $72.35 

The  average  cost  is^-^  =  7-  2s  cents  per  kw.  hour. 
1000 

The  cost  per  kw.  hour,  of  course,  varies  with  the  load  factor 
as  the  portion  of  the  cost  which  increases  with  longer  hour  use 
is  only  20  per  cent  of  the  total  running  expense. 

This  variation  of  the  rate  per  kw.  hour  is  as  follows  for  the 
commercial  consumer  in  this  case. 


Load  factor  per  cent.. 
Rate  per  kw.  hour. .'  , 
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Rate  Systems.  —  The  rate  problem  consists  in  the  establish- 
ment of  schedules  which  meet  the  commercial  requirements, 
will  be  sufficiently  above  cost  to  be  fair  to  the  investor  and 
yet  not  so  much  above  as  to  be  unfair  to  the  user  of  electric 
service. 
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It  is  apparent  from  the  way  in  which  the  cost  varies  with  the 
load  factor  that  the  rate  system  should  be  so  constructed  that 
the  rate  is  automatically  reduced  as  the  load  factor  increases 
and  vice  versa. 

In  the  early  street  lighting  systems  where  the  hours  of  burn- 
ing were  fixed  by  contract  a  fixed  price  per  lamp  per  month  or 
year  was  very  common,  this  being  known  as  a  flat  rate.  The 
absence  of  metering  devices  and  lack  of  understanding  of  cost 
were  responsible  for  the  application  of  flat  rate  systems  to  in- 
candescent lighting  when  it  was  first  introduced,  but  with- 
out restriction  as  to  burning  hours. 

This  led  to  abuses  which  were  expensive  and  it  was  seen  that 
some  form  of  metering  was  desirable.  The  most  available 
meters  were  those  which  recorded  ampere  hours  or  kilowatt 
hours,  and  the  natural  result  was  a  system  of  rates  based  on 
these  units.  Where  ampere  hour  meters  were  used  it  was 
usually  assumed  that  constant  potential  was  maintained  at  the 
meter  and  the  bill  was  rendered  in  50-watt  lamp  hours  or  in  kw. 
hours.  Thus  the  kilowatt  hour  became  the  unit  upon  which 
rates  were  based,  though  but  a  small  part  of  the  cost  of  the 
service  was  proportional  to  the  number  of  kilowatt  hours  used. 
As  consumers  became  larger  and  the  hours  use  longer  it  was 
necessary  to  introduce  discounts  for  quantity  in  order  to  com- 
pete with  other  forms  of  light  and  power. 

In  England,  in  the  year  1892,  Hopkinson  made  an  analysis 
of  costs  showing  that  the  demand  cost  was  a  large  factor  and 
that  the  rate  for  the  energy  used  could  be  made  very  low  if  the 
demand  cost  were  first  assured.  A  little  later  Wright  devised 
a  meter  for  measuring  the  consumer's  demand  based  upon  the 
expansion  of  gas  in  a  bulb  by  the  heat  of  the  current  used  by 
the  consumer.  This  meter  was  the  first  demand  meter  de- 
veloped for  commercial  use  and  it  has  been  employed  in  England 
and  America  in  considerable  numbers  by  the  companies  which 
adopted  demand  systems  of  rates. 
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The  use  of  a  demand  meter  on  retail  installations  below 
about  2  kw.  was,  however,  found  expensive  and  undesirable. 
After  a  sufficient  amount  of  data  had  been  secured  as  a  basis 
for  determining  the  average  demand  factor  of  various  sizes  of 
installation  and  classes  of  users,  the  demand  of  smaller  users 
was  fixed  as  a  percentage  of  the  connected  load,  and  not 
measured.  This  practice  was  adopted  by  companies  which  had 
never  used  demand  meters,  thus  enabling  them  to  use  a  de- 
mand system  of  charging. 

In  1900,  H.  L.  Doherty  made  a  similar  study  in  which  he 
carried  the  analysis  a  step  farther  and  showed  that  with  small 
users  it  was  important  that  the  "  customer  "  cost  be  considered 
as  an  element  of  the  rate. 

It  is  usual  to  apply  this  by  including  it  in  the  demand  charge, 
but  with  the  provision  that  in  months  where  there  is  little  or 
no  use  of  electricity,  the  consumer  must  pay  a  minimum 
charge.  With  power  installations  it  is  also  usual  to  apply  a 
minimum  charge  of  about  50  cents  per  H.P.  per  month,  to 
cover  the  demand  and  customer  costs  when  no  electricity  is 
used. 

In  residence  installations  it  has  been  found  practical  in  some 
cities  to  make  a  demand  charge  based  on  the  number  of  "active 
rooms"  in  a  residence.  This  tends  to  encourage  free  use  of 
light  in  basements,  closets  and  similar  places  where  they  are 
not  included  in  the  demand  charges,  whereas  a  demand  charge 
based  solely  on  the  number  of  lights  installed,  has  the  opposite 
tendency. 

There  are  other  modifications  of  rates  which  are  in  general 
use,  the  two  most  common  being  the  "  step  "  rate  and  the 
"block"  rate. 

The  "step"  rate  charges  one  rate,  say  12  cents  for  any 
monthly  consumption  of  electricity  up  to  50  kw.  hours,  10 
cents  for  any  consumption  over  50  and  less  than  100  kw.  and 
so  on  reducing  the  rate  gradually  as  the  consumption  increases. 
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This  takes  no  account  of  the  size  of  the  installation  and  is  ap- 
plied to  certain  classes  as  a  rule  so  as  to  minimize  discrimination 
against  the  "long  hour  user. 

The  "  block  "  rate  charges  one  rate,  say  12  cents  for  the  first 
15  kw.  hours  per  month,  10  cents  for  the  next  25  kw.  hoxu"s  and 
so  on  down  the  scale.  This  also  ignores  the  demand  and  results 
in  discrimination,  if  not  carefully  applied. 

The  demand  system,  being  based  upon  the  cost  of  service, 
has  the  advantage  that  a  single  rate  schedule  can  be  applied 
to  all  ordinary  service,  without  establishing  any  considerable 
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Fig.  173.     Step  Rate. 

number  of  classes.  A  demand  system  of  rates  is  the  most 
equitable  to  all  consumers  and  at  the  same  time  gives  the  utility 
a  fair  return. 

It  is  important,  however,  that  where  estimated  demands  are 
used  instead  of  measured  demands,  that  they  be  based  upon 
experience  with  a  large  number  of  consumers,  in  order  that 
they  represent  a  fair  average,  and  that  all  users  of  the  same 
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class  be  treated  alike.  It  is  usual  to  establish  a  schedule  of 
demands  for  residences,  another  for  stores  and  offices,  another 
for  retail  power  users  and  sometimes  one  for  large  power  in- 
stallations. 

The  net  result  of  the  operation  of  the  various  forms  of  rates 
here  described  may  be  illustrated  graphically  to  advantage. 
The  diagrams,  Fig.  173,  show  the  net  cost  per  kw.  hour  on  a 
step  rate  to  a  consumer  using  energy  at  the  maximum  rate  of 
one  kw.  as  compared  with  one  using  five  kw.  at  different  load 
factors  or  hours  daily  use. 
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Fig.  174.     Block  Rate. 

The  step  rate  is  as  follows; 

I  to  50  kw.  hours  at  i2fi 
51  to  100  kw.  hours  at  loji 
loi  to  150  kw.  hours  at  8^ 
151  to  200  kw.  hours  at  7ji 
201  to  300  kw.  hours  at  6^ 
301  to  500  kw.  hours  at  5^ 
Over  500  kw.  hours  at    4^ 
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The  smooth  curve  shows  the  variation  of  the  cost  of  serving 
these  consumers,  on  the  assumptions  of  a  demand  cost  of 
$27.00  per  annum  per  kw.,  a  consumer  cost  of  $9.00  per  annum, 
fixed  operating  costs  of  $16.00  per  annum  per  kw.  of  demand, 
and  other  operating  expense  at  1.5  cents  per  kw.  hour. 

In  a  similar  way  the  variation  of  the  net  rate  to  two  similar 
consumers  supplied  on  a  block  rate  schedule  is  shown  in  the 
curves  in  Fig.  174,  together  with  the  cost  curve. 

The  block  rate  which  these  curves  represent  is  stated  as  fol- 
lows: 

12^  per  kw.  hour  for  the  first  block  of    15  kw.  hours. 
10^  per  kw.  hour  for  the  next  block  of    15  kw.  hours. 

8?;  per  kw.  hour  for  the  next  block  of    20  kw.  hours. 

6^  per  kw.  hour  for  the  next  block  of    50  kw.  hours. 

5^  per  kw.  hour  for  the  next  block  of  100  kw.  hours. 

4^  per  kw.  hour  for  the  next  block  of  300  kw.  hours.' 

3fS  per  kw.  hour  for  all  over  500  kw.  hours. 

Fig.  175  shows  a  similar  comparison  between  a  demand  rate 
and  the  cost  curve,  the  demand  rate  being  as  follows:  12  cents 
per  kw.  hour  for  an  amount  of  energy  equivalent  to  3^  hours 
use  per  month  of  the  demand;  6  cents  per  kw.  hour  for  an 
amount  equivalent  to  the  next  30  hours  use  of  the  demand 
and  3  cents  for  all  over  these  amounts. 

It  is  at  once  evident  that  with  the  step  rate  or  the  block 
rate  the  consumer  having  the  larger  demand  has  a  decided 
advantage  over  the  smaller  consumer.  On  the  step  rate  the 
5  kw.  consumer  gets  the  same  rate  at  a  load  factor  of  10 
per  cent  as  the  i  kw.  user  at  any  load  factor  of  more  than 
40  per  cent. 

On  the  block  rate  the  comparison  is  slightly  more  unfavor- 
able to  the  long  hour  user  having  a  small  demand. 

Furthermore  it  is  CAddent  from  the  comparison  with  the 
cost  curve  that  the  consumer  having  the  larger  demand  and 
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smaller  load  factor  is  carried  at  a  loss  the  burden  of  which  is 
carried  by  the  long  hour  user  having  a  small  demand. 

With  the  demand  rate,  on  the  other  hand,  the  variation  of  the 
rate  to  the  consumer  is  the  same  for  any  size  of  consumer  up  to 
10  or  15  kw.  provided  the  load  factors  are  the  same. 
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Fig.  175.    Demand  Rate. 

The  cost  curve  follows  the  rate  curve  quite  closely  through- 
out most  of  the  working  range.  The  very  short  hour  user 
pays  less  than  cost  in  each  rate  system  as  the  tendency  of  rate 
regulating  bodies  is  to  reduce  the  maximum  rate  in  response 
to  public  demand. 

With  step  and  block  rates  it  is  necessary,  in  order  to  minimize 
the  discrimination  between  larger  and  smaller  users,  to  have 
separate  rate  schedules  for  each  general  class  of  consumers. 

Thus  for  residence  consumers  the  number  of  kilowatt  hours 
per  block  is  made  smaller  so  that  the  long  hour  user  and  the 
user  of  heating  utensils  mayreceive  such  energy  as  he  uses  above 
the  average  consumer  of  his  class  at  a  lower  rate.  Likewise 
retail  commercial  users  must  be  served  on  a  different  schedule 
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from  the  larger  users,  and  separate  classes  must  be  maintained 
for  churches,  hotels  and  others. 

With  the  demand  system,  no  classification  is  needed  except 
as  between  retail  and  wholesale,  light  and  power,  off  peak  and 
on  peak,  etc. 

There  are  various  modifications  of  these  types  of  rates  in- 
troduced for  the  purpose  of  making  the  rate  fit  certain  con- 
ditions or  in  some  cases  for  the  purpose  of  making  rate 
reductions.  The  most  common  modification  is  the  use  of  a 
discount  or  a  scale  of  discounts.  These  may  be  applied  to 
bills  above  a  certain  amount,  or  to  the  demand  charge  when 
the  demand  exceeds  a  certain  amount,  or  to  the  kilowatt 
hour  charge  when  it  exceeds  a  given  amount. 

With  wholesale  demand  rates  it  is  usual  to  express  a  demand 
rate  as  a  fixed  demand  charge  plus  a  rate  per  kw.  hour  for  the 
energy  consumed,  as,  for  instance,  $3.00  per  kw.  of  demand  per 
month,  plus  5  cents  per  kw.  hour  for  the  first  1000  kw.  hours, 
3  cents  for  the  next  2000  kw.  hours  and  1.5  cents  per  kw.  hour 
for  all  consumption  over  3000  kw.  hours.  This  virtually  in- 
troduces a  form  of  block  rate  into  the  energy  portion  of  the 
demand  rate.  The  same  thing  is  sometimes  done  in  the  demand 
portion  of  the  charge,  such  as  $3.00  per  kw.  per  month  for  the 
first  50  kw.,$2.7o  for  the  next  150  kw.,  $2.50  forthe  next  20okw. 
and  $2.25  for  all  over  400  kw.  These  modifications  are  usually 
introduced  for  the  purpose  of  making  one  rate  schedule  cover 
a  wide  range  of  sizes  of  consumers,  and  to  keep  the  proper 
relation  between  rate  and  cost  curves. 

In  large  wholesale  rate  schedules  it  is  usual  to  measiire  the 
demand  by  meters  of  a  suitable  type  and  to  provide  that 
the  highest  demand  taken  in  any  previous  month  shall  be  the 
demand  used  in  determining  the  demand  charge  until  such 
time  as  a  higher  demand  has  been  made,  when  the  demand 
charge  will  be  increased  accordingly. 

This  practice  is  based  upon  the  principle  that  plant  capacity 
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must  be  provided  for  the  increased  demand,  and  the  demand 
charge  must  be  made  to  cover  the  increased  charges. 

When  demands  are  measured  it  is  usual  to  specify  a  time  in- 
terval such  as  15  minutes,  30  minutes,  or  i  hour  during  which 
the  demand  was  made.  If  the  load  is  steady  the  time  interval  is 
not  so  important,  but  with  variable  demands  the  time  interval 
is  a  material  factor  in  determining  the  demand  charge.  The 
demand  charge  is  based  upon  the  average  value  of  the  demand 
during  the  specified  period,  so  that  it  is  in  general  higher  when 
a  15-minute  period  is  taken  into  consideration  than  when  it  is 
averaged  over  30  or  60  minutes. 

For  a  similar  reason  it  is  not  practical  to  measure  the  demand 
of  such  variable  power  apparatus  as  hoists,  welders,  and  small 
electric  railways.  Where  these  are  served  on  a  demand  rate, 
the  demand  must  be  fixed  at  a  fair  value  considering  the  plant 
capacity  reserved  for  them. 


CHAPTER  XIV. 
PROPERTIES   OF   CONDUCTORS. 

The  fundamental  unit  in  electrical  distribution  is  the  con- 
ductor. A  thorough  knowledge  of  the  physical  properties  of 
the  conductors  of  electricity  is  therefore  indispensable  to  the 
distribution  engineer. 

While  all  metals  are  conductors  of  electricity,  each  has  its 
own  characteristics  of  resistance,  temperature-coefficient  and 
mechanical  strength. 

Copper  being  among  the  best  conductors  and  sufficiently 
plentiful  in  nature,  is  the  metal  most  commonly  employed  for 
distribution  work.  Aluminum  is  used  in  transmission  work  to 
some  extent,  because  of  its  low  specific  gravity.  Iron  is  used 
as  an  electrical  conductor  for  rural  lines  and  in  railway  work, 
where  the  rails  carry  the  return  current  to  the  power  house, 
and  in  third  rail  systems  the  supply  to  the  motor  cars  is  so 
carried. 

German  silver  and  other  alloys  are  used  in  making  resist- 
ance coils  for  rheostats  carrying  small  currents.  Silver  is  a 
better  conductor  than  copper,  but  its  value  is  too  great  to  per- 
mit its  use  for  electrical  work,  except  for  special  purposes 
where  no  considerable  quantity  is  required. 

Area  of  Cross-section.  —  The  area  of  cross-section  of  wires 
is  commonly  measured  in  circular  mils,  a  circular  mil  being 
the  area  of  a  wire  having  a  diameter  of  .001  inch.  A  circular 
mil  therefore  has  an  area  of  .785  X  (.001")^  =  M.  A  wire 
having  a  diameter  of  325  mils  or  .325  inch  has  an  area  of  .785 
X  (-325)^  =  M  X  (325)*-    The  area  of  a  wire  having  a  diam- 
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eter  of  .325  inch  is  therefore  105,500  circular  mils,  which  is 
the  area  of  No.  o  wire  A.W.  gage. 

The  cross-section  of  a  wire  in  circular  mils  is  therefore  the 
square  of  its  diameter  expressed  in  mils.  The  area  of  a  con- 
duct or  I  inch  or  1000  mils  in  diameter  is  1,000,000  circular 
mils. 

Likewise,  in  reckoning  the  area  of  rectangular  conductors, 
the  area  in  square  mils  is  the  product  of  the  Width  by  the 

thickness  expressed  in  mils.    A  square  mil  is  — - —  =  1.274 

times  a  circular  mil,  and  a  circular  mil  is  .7854  of  a  square  mil. 
It  is  customary  to  express  areas  in  square  millimeters  where  the 
metric  system  is  employed. 

Wire  Gages.  —  The  wire  gage  consists  of  a  series  of  numbers 
used  in  practice  as  a  means  of  identification  of  the  various  sizes 
of  wires.  The  gage  numbers  are  made  intelligible  by  a  table 
giving  diameters  of  each  size,  weight  per  1000  feet,  feet  per 
pound  and,  in  the  case  of  wires  used  as  electrical  conductors, 
resistance  data  per  1000  feet,  etc. 

In  earlier  years  the  gage  numbers  were  used  exclusively  by 
manufacturers  to  indicate  sizes,  and  different  manufacturers 
adopted  their  own  wire  tables  to  accompany  similar  series  of 
gage  numbers.  Thus  the  makers  of  steel  wire  had  one  gage 
and  the  makers  of  copper  wire  a  different  one.  European  gages 
were  still  different  from  those  of  American  manufacturers. 

Steel  Wire  Gage.  —  The  Washburn  and  Moen  gage  was 
established  in  1830  for  use  in  the  manufacture  of  iron  and  steel 
wire,  and  was  later  used  by  John  A.  Roebling  &  Sons  for 
similar  purposes.  The  American  Steel  and  Wire  Company, 
upon  absorbing  the  Washburn  &  Moen  Company,  adopted  its 
steel  wire  gage  and  gave  it  the  name  of  the  new  company. 

In  191 2  the  U.  S.  Bureau  of  Standards  made  a  complete 
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study  of  Wire  gages,  the  results  of  which  were  published  in  its 
Bulletin  31.  This  report  showed  that  the  great  majority  of 
steel  wire  was  being  made  in  accordance  with  the  American 
Steel  and  Wire  gage  and  that  this  gage  was  quite  well  adapted 
to  the  purpose.  It  recommended  this  gage,  therefore,  as  the 
"  Steel  Wire  Gage  "  for  the  United  States,  and  the  American 
Institute  of  Electrical  Engineers  adopted  this  name  as  standard. 

The  other  gages  which  are  used  to  a  limited  extent  are  the 
Birmingham  (sometimes  called  the  Stubs  Wire  Gage),  the  Old 
English  and  the  Stubs  Steel  Wire. 

The  Birmingham  gage  is  said  to  have  been  established  in  the 
i8th  century  and  was  based  upon  the  drawing  process.  No.  o 
was  the  rod  from  which  wire  drawing  was  started;  No.  i  was 
the  first  reduction;  No.  2  the  second  and  so  on.  Its  gradations 
are  rather  irregular,  for  this  reason,  in  some  parts  of  the  scale. 

The  British  government  made  certain  changes  in  the  Bir- 
mingham gage  with  a  view  to  smoothing  out  these  irregularities 
and  adopted  the  revised  gage  as  its  "  Standard  Wire  Gage  "  by 
which  it  is  now  known. 

American  Wire  Gage.  —  The  American  Wire  Gage  is  used 
exclusively  in  America  for  copper  wires  and  other  wires  in- 
tended for  use  as  electrical  conductors.  It  was  devised  by 
J.  R.  Brown  of  the  Brown  and  Sharpe  Mfg.  Co.  in  1857,  and 
was  for  many  years  referred  to  as  the  B.  &  S.  gage.  The 
American  Institute  of  Electrical  Engineers  adopted  this  gage  as 
standard  under  the  name  American  Wire  Gage  and  this  is  the 
term  now  used  by  the  Brown  and  Sharpe  Co.  as  well  as  other 
manufacturers  of  electrical  conductor  wires  in  designating 
their  output. 

This  gage  was  scientifically  conceived  as  it  is  based  upon  a 
simple  mathematical  formula,  which  gives  regular  gradations 
in  size  from  largest  to  smallest,  and  meets  all  practical  re- 
quirements well. 
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The  sizes  grow  smaller  in  diameter  as  the  numbers  grow 
larger,  thus  following  the  wire  drawing  process  in  a  general 
way. 

The  diameter  of  4/0,  which  is  the  largest  size,  is  .46  inch, 
and  the  diameter  of  No.  36  is  .005  inch.  The  diameter  of  any 
wire  in  the  series  is  1.1229  times  that  of  the  next  higher  num- 
ber of  the  wire  gage.  Every  size  is  2.005  times  the  diameter  of 
the  sixth  size  smaller. 

Thus  No.  o  has  a  diameter  1.1229  times  that  of  No',  i  and 
2.005  times  that  of  No.  6.  In  areas  the  ratio  of  any  size  to  the 
next  smaller  size  is  1.261,  and  any  size  has  twice  the  area  of 
the  third  smaller  size.  The  area  of  No.  o  is  1.261  times  that 
of  No.  I,  and  2.005  times  that  of  No.  3.  The  area  of  the 
second  larger  size  is  1.59  times  that  of  any  particular  size 
which  may  be  known. 

Thus  if  it  is  carried  in  mind  that  No.  10  has  an  area  of  10,380 
circular  mils,  and  a  diameter  of  .1019  inch,  it  is  a  compara- 
tively simple  calculation  to  determine  the  diameter  or  area  of 
any  larger  size.  It  is  also  useful  to  remember  that  No.  o 
has  approximately  10  times  the  area  of  No.  10  and  therefore 
■j^Q  the  resistance. 

It  is  also  useful  to  remember  that  No.  5  weighs  :oo  lb.  per 
1000  feet,  as  the  weight  per  1000  feet  of  any  other  size  may  be 
readily  found  by  the  use  of  the  ratios  above  given  for  the 
area  of  cross-section. 

For  instance,  knowing  that  No.  10  has  an  area  of  10,380  cir- 
cular mils,  what  is  the  area  of  No.  3  wire?  As  the  area 
doubles  every  third  size  larger.  No.  7  is  double  No.  10,  or 
20,760  circular  mils,  and  No.  4  is  double  No.  7,  or  41,520 
circular  mils.  No.  3  is  1.26  X  4i)520  or  52,300  circular 
mils. 

Or,  if  the  area  of  a  smaller  wire  is  desired,  the  next  size 
smaller  than  10  is  .80  of  the  area  of  No.  10,  the  second  size 
is  .63  and  the  third  size  is  .5  of  No.  lo.   Thus  the  area  of  No.  13 
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is  -s  of  10,380,  or  5190  circular  mils  and  the  area  of  No.  14 
is  .8  X  5190  =  4150  circular  mils. 

In  a  similar  way,  the  resistance  per  1000  feet  of  any  size 
may  be  determined  approximately  without  reference  to  a 
table,  if  the  resistance  of  one  size  is  known.  As  resistances 
decrease  with  increasing  area,  the  resistance  of  any  wire  is 
1.26  that  of  the  next  larger  size,  or  .80  that  of  the  next  smaller 
size.  It  is  1.59  times  that  of  the  second  larger  size  or  .63  that 
of  the  second  smaller  wire  and  so  on. 

The  values  of  area,  weight  and  resistance  may  be  calculated 
from  the  following  formulae,  if  no  values  are  available: 

If  N  represents  the  gage  number  (No.  o  being  0.00  =  —  i, 
000  =  —  2  and  0000  =  —  3)  the  resistance  per  1000  feet  is 

R  =  io    >"  .    Log  (10 J?)  =— • 

10 

The  weight  per  1000  ft.  bare  is 

2S-N  _   ^ 

PF  =  io    1°   .     LogW  =^ — -• 

10 


The  area  in  circular  mils  is 

50.2-N 


M  =  10    1"    .    Log  M 


50.2  —  N 


10 


These  formulae  may  be  readily  utilized  without  access  to  a 
table  of  logarithms  by  resorting  to  the  ordinary  lo-inch  slide 
rule. 

For  instance,  if  it  is  desired  to  know  the  resistance  per  1000 
feet  of  No.  2,  or  No.  4  wire,  the  wire  numbers  are  inserted  in 

the  formula  log  (10  R)  =—  and  the  procedure  is  as  follows: 

10 

log  (10 22)=-. 
10 

Setting  the  figure  2  on  the  evenly  divided  scale  of  the  slide 

•the  value  of  10  R  is  read  as  1.585  on  the  lower  scale  of  the  rule 
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at  the  opposite  end  of  the  slide.    R  =  ^^^  =  .1585  which 

ID 

is  approximately  the  resistance  per  1000  feet  of  No.  2  wire. 
In  a  similar  way,  setting  the  shde  at  4,  the  resistance  of  No.  4 
is  seen  to  be  .251  ohm  per  1000  feet. 

If  the  weight  is  desired  for  these  sizes,  log  W  =  -^-^ —  and 

10 

log  W  =  -^^ =  2.3  for  No.  2.     2  is  the  logarithm  of  100 

10 

and  setting  the  slide  at  3  on  the  evenly  divided  scale,  we  read 

2  at  the  other  end  of  the  slide  on  the  lower  scale.    Hence  W  = 

2  X  100  =  200  lbs.  per  1000  feet.    Proceeding  in  a  similar 

manner  for  No.  4,  -^ =  =  2.1  we  read  126  on  the  lower  scale, 

10 

whence  the  weight  of  No.  4  per  1000  ft.  is  126  lbs. 
To  ascertain  circular  mils,  log  M  =  ^ • 

Co  2   —   2  ' 

For  No.  2,  logM"  =  ^-^ •  =  4.82.    4  is  the  j  logarithm 

10 

of  io,oobi,  and  setting  the  slide  at  8.2  on  the  evenly  divided 

scale,  read  6.62  at  the  opposite  end  on  the  lower  scale  of  the 

rule.    Hence  No.   2   has   10,000X6.62  =  66,200  jcir.  mils. 

Similarly  for  No.  4,  log  M  =  ^—^ =  4.62.         li 

10 

Setting  the  slide  at  6.2  read  4.17.    4.17  X  10,000  =  41,700 

cm. 

Edison  Gage.  —  In  the  development  of  Edison  low-tension 
mains,  and  feeders,  it  soon  developed  that  sizes  larger  than  the 
largest  gage  numbers  would  be  very  common.  Edison  there- 
fore estabUshed  a  system  of  designating  conductors  by  the 
number  of  thousands  of  circular  mils  of  area.  Thus  a  con- 
ductor having  an  area  of  100,000  cm.  was  called  a  100  con- 
ductor. Similarly  500,000  cm.  was  called  500  and  1,000,000 
cm.  was  called  1000. 
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This  is  perhaps  not  properly  termed  a  wire  gage,  as  it  ap- 
plies in  most  cases  to  stranded  cables,  made  up  of  a  consider- 
able number  of  wires  having  numbers  in  the  American  Wire 
Gage.  It,  however,  serves  a  very  useful  function  in  the  des- 
ignation of  feeder  and  main  sizes  in  low-tension  networks. 

The  use  of  this  system  has  had  a  tendency  to  encourage  the 
use  of  areas  of  conductors  as  a  means  of  designation  rather  than 
numbers  and  this  limits  the  use  of  the  wire  gage  numbers  to 
smaller  wires  to  a  very  large  extent. 

The  diameter  of  wires  of  sizes  down  to  No.  12  in  the  Roeb- 
ling,  Washburn  &  Moen,  Birmingham,  and  American  Wire 
gages  are  given  in  Table  XVI. 


TABLE  XVI.- 

COMPARISON  OF  WIRE  GAGES. 

No.             ^^ 

ebling, 
Si  Moen. 

American. 

Stubs  Birming- 
ham. 

6-0 

460 
430 
393 

4-0 

.460 

■4S4 

3-0 

362 

.4096 

■42s 

2-0 

331 

.3648 

38a 

0 

307 

•3249 

■340 

I 

283 

.2893 

.300 

2 

263 

.2576 

.284. 

3 

244 

•2294 

•259 

4 

22s 

■2043 

.238 

5 

207 

.1819 

.220 

6 

192 

.1620 

.203 

7 

177 

■1443 

.180 

8 

162 

.1285 

.165 

9 

148 

.1144 

.148 

10 

135 

.10x9 

■134 

II 

120 

.0907 

.120 

12 

loS 

.0808 

.109 

Stranded  Cables.  —  In  the  larger  sizes  of  conductors  the 
rigidity  of  a  single  wire  is  so  great  that  it  is  necessary  that  it 
be  subdivided  into  a  number  of  strands  sufficient  to  give  the 
necessary  flexibility  for  handling  economically. 

The  strands  may  be  arranged  in  concentric  layers  about  a 
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central  core,  or  they  may  consist  of  a  "rope-lay"  made  up  by 
combining  several  smaller  cables  having  a  concentric  lay  as 
shown  in  Fig.  176.  The  rope  lay  is  not  used  generally  for 
electrical  conductors,  its  use  being  limited  to  extra  flexible 
cables  having  very  small  wires. 

In  a  concentric  lay  cable  the  smallest  number  of  wires  which 
is  used  is  seven.     The  space  about  the  core  is  filled  by  six 


7  WIRES  19  WIRES  37  WIRES  R.OPE    LAY 

■4-9    WIRES 

Fig.  176.     Cable  Stranding. 

conductors  since  the  diameter  of  the  circle  passing  through  their 
centers  is  twice  the  diameter  of  the  wire  and  the  circumference 
of  the  circle  is  6  d.  Likewise  the  diameter  of  the  third  layer 
is  4  rf  and  12  conductors  fill  the  space  making  a  19-conductor 
cable. 

The  other  formations  follow  the  same  rule  as  shown  in  Table 
XX.  The  stranding  practice  for  various  sizes  is  also  given 
therein. 

The  diameter  of  a  concentric  lay  cable  is  taken  as  that  of 
the  circle  circumscribing  the  outer  layer.  It  is  expressed 
approximately  by  the  formula  Z)  =  J  (2  w  +  i)  in  which  d  is 
the  diameter  of  the  individual  conductors  and  n  is  the  number 
of  layers  on  the  core.  Therefore  a  19-strand  2-layer  cable  of 
wires,  having  a  diameter  of  .1  inch,  the  outside  diameter  is 
D  =  .1  (2  X  2  +  i)  =  .5  inch.  The  diameter  is  about  15 
per  cent  greater  than  that  of  a  solid  wire  of  equal  cross- 
section. 

The  pitch  of  a  cable  is  the  ratio  of  the  axial  length  of  one 
complete  turn  of  a  strand  to  the  diameter  of  the  cable.    This 
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varies  somewhat  with  different  manufacturers  and  with  the 
size  of  the  cable.  It  is  made  as  high  as  practical,  however,  as 
a  low  pitch  requires  a  greater  length  of  strand  to  produce  a 
given  length  of  cable.  In  cables  having  a  pitch  of  15.7  the 
resistance  is  increased  2  per  cent  over  what  it  would  be  if 
there  were  no  spiraling.  The  weight  is  increased  by  a  like 
percentage  also.  For  a  cable  having  a  pitch  materially  differ- 
ent from  the  value  15.7  the  resistance  and  weight  may  be 
calculated  by  applying  the  following  correction  factor  to  the 
values  given  in  the  table  for  stranded  cables.  The  correction 
factor  is 

.+.o.(«i-4 

Then  if  the  pitch  is  12  the  factor  is  i +.01  ( 42a_  2  1  =  1.0142, 

\i44       / 

or  if  the  pitch  is  20  the  factor  is  i+.oi  (-^  ~^)~  •9926. 

The  diameter  of  the  strands  of  a  cable  must  usually  be  drawn 
to  a  special  size  in  order  to  make  them  aggregate  the  total  cross- 
section.  Thus  a  7-conductor  cable  of  No.  2  A.W.G.  which  is  to 
have  an  equivalent  area  of  66,400  circular  mils  must  be  made 
up  of  66,400  X  1.02  =  67,700  circular  mils.  Each  of  the 
seven  strands  must  therefore  have  an  area  of  9670  circular 
mils,  which  is  a  Uttle  less  than  No.  10  but  more  than 
No.  9. 

The  data  for  stranded  cables  appears  in  Table  XX. 

Resistance  and  Conductivity.  —  The  resistance  of  a  con- 
ductor to  the  flow  of  electrical  energy  depends:  (a)  upon  the 
metal  of  which  it  is  made;  (b)  upon  the  method  of  manufacture 
and  purity  of  the  metal;  and  (c)  upon  the  temperature  at 
which  it  carries  the  electric  current. 

The  various  metals  which  are  present  in  sufficient  quantity 
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to  be  available  for  use  as  conductors  have  resistances  which 
differ  very  widely.  The  metals  silver,  copper,  gold  and  alumi- 
num are  the  best  conductors  in  the  order  named.  Silver  is 
8  per  cent  better  as  a  conductor  than  copper,  while  copper  is 
about  40  per  cent  better  than  gold  or  aluminum.  The  method 
of  manufacture  of  a  metal  has  a  considerable  influence  upon  its 
resistance.  Copper  in  the  form  of  castings  ordinarily  con- 
tains so  much  impurity  that  its  resistance  is  from  25  per  cent 
to  100  per  cent  higher  than  copper,  which  has  been  drawn  or 
rolled  after  refining.  The  resistance  of  drawn  copper  is  some- 
what affected  by  annealing  after  the  drawing  process,  the 
resistance  being  slightly  reduced  by  annealing. 

The  resistance  of  all  metallic  conductors  varies  with  the 
temperature,  being  increased  by  an  increase  in  temperature. 
Carbon  affords  a  notable  contrast  to  metallic  conductors  in 
that  its  resistance  decreases  with  increasing  temperature. 
Conductivity  is  the  reciprocal  of  resistance,  that  is,  the  con- 
ductivity of  a  conductor  is  -5,  R  being  its  resistance. 

K 

For  purposes  of  comparison  of  conductors,  conductivity 
affords  a  more  convenient  working  basis  than  resistance, 
since  the  higher  the  conductivity,  the  better  the  conductor  for 
purposes  of  distribution.  Copper,  being  the  most  common 
metal  in  use  for  conducting  purposes,  is  made  the  basis  of  com- 
parison, and  is  said  to  have  100  per  cent  conductivity  when 
its  purity  and  density  are  such  that  one  foot  of  copper  wire  hav- 
ing a  diameter  of  i  mil  (.001  inch)  has  a  resistance  of  10.371 
ohms  at  a  temperature  of  20  degrees  C.  or  68  degrees  F. 

Ordinary  commercial  drawn  or  rolled  copper  has  a  con- 
ductivity of  96  per  cent  to  99.5  per  cent  of  this  value  and 
occasionally  samples  are  found  having  a  conductivity  of  over 
100  per  cent.  It  is  usual  to  specify  a  conductivity  of  about  98 
per  cent  when  selecting  cables  for  heavy  currents  and  important 
service. 
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Table  XVII  shows  the  conductivity,  resistance  and  tem- 
perature coefficients  of  various  common  metals. 


TABLE  XVII.  —  RESISTANCE  AND  CONDUCTIVITY  OP  VARIOUS   METALS. 


Per  cent 
conduo- 
tivity. 


Resistivity  at 

Temp,  coeffi- 

20" C,  ohms 

cient  from  20°  C. 

mil-ft. 

per  deg.  C. 

9-53 

.00370 

10.37 

00393 

14.21 

00350 

16.66 

00389 

37-34 

0037s 

56.60 

00236 

61.32 

ooSSS 

84.63 

00553 

85.62 

00404 

I2SS4 

.00380 

Temp,  coeffi- 
cient from  32°  F. 
per  deg.  F. 


Silver 

'  Annealed  copper .... 

Gold 

Aluminum 

.Zinc. 

Platinum  (annealed) 

Iron 

Nickel 

Tin 

Lead 


108 
100 
72 
62 
27 
17 
17 
12 
12 
7 


.00222 
.00240 
.00210 
•0023s 
.00226 
.00137 
•00347 
•00345 
.00245 
.00228 


Resistivity.  —  The  resistivity  of  a  metal  is  the  resistance  of 
a  certain  mass  of  the  metal  having  certain  arbitrarily  chosen 
dimensions.  Thus  it  may  be  expressed  as  the  resistance  be- 
tween two  faces  of  a  cubic  centimeter  of  the  metal,  or  of  a  wire 
having  a  diameter  of  one  mil  and  a  length  of  one  foot,  or  of  a 
wire  having  a  length  of  one  meter  and  a  weight  of  one  gram. 
These  quantities,  when  fixed  for  the  pure  metal,  constitute 
a  standard  of  reference  to  which  any  sample  of  commercial 
wire  may  be  directly  compared  by  making  resistance  measure- 
inents  and  reducing  them,  to  the  equivalent  of  these  standards. 

Resistivity  is  also  known  as  specific  resistance,  but  this 
term  is  not  a  true  expression  of  the  character  of  the  quantity 
and  the  term  is  not  approved  by  the  best  authorities. 

Resistivity  is  usually  expressed  directly  in  ohms,  while 
conductivity  is  more  often  expressed  as  a  percentage  of  the 
annealed  copper  standard.  The  resistivity  of  pure  annealed 
copper  at  20  degrees  C.  or  68  degrees  F.  is  10.371  ohms  per  foot 
of  wire,  i  mil  in  diameter,  or  .15328  ohms  per  meter  of  wire 
weighing  one  gram  or  31.394  ohms  per  1000  feet  of  a  wire 
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weighing  one  pound  per  1000  feet.  This  was  adopted  as  the 
Annealed  Copper  Standard  by  the  International  Electrotech- 
nical  Commission  in  1913  and  is  used  as  the  basis  of  reference 
for  copper  and  other  conductors  where  resistivity  or  conduc- 
tivity is  a  factor. 

In  making  measurements  of  resistivity  of  commercial  samples 
it  is  possible  to  make  a  more  accurate  determination  by  the 
use  of  the  ohms  per  meter-gram  or  per  mile  pound  as  a  standard 
than  by  the  ohms  per  mil-foot,  since  weights  may  be  more 
accurately  determined  than  diameters  in  most  cases.  The 
resistivity  as  determined  from  ohms  per  meter-gram  is  termed 
mass-resistivity,  while  that  derived  on  the  basis  of  circular 
mils  is  known  as.  volume  resistivity. 

Mass  resistivity  =  -— - ,  in  which  R  is  the  resistance  of  the 

sample,  W  is  its  weight  and  L  is  its  length. 

If  a  length  of  ten  meters  of  a  wire  measures  .084  ohm  and 

it  weighs   185   grams,  its  resistivity  is  ' ^  =  .15540 

ohm  per  meter-gram. 

The  conductivity  of  this  sample  as  compared  with  the 
annealed  copper  standard  of  .15328  ohm  (meter-gram)  is  there- 
fore 

'—^ —  =  98.63  per  cent. 

The  volume  resistivity  of  a  wire  is  —  in  which  s  is  the  area 

of  cross-section  in  circular  mils. 

If  a  wire  having  a  length  L  =  10  feet,  and  a  cross-section  s 
of  4110  circular  mils  is  found  to  have  a  resistance  of  .0257 
ohm  at  20  degrees  C,  its  resistivity  is 

•°"^'^7X4iio  ^  ^^^^2  ^j^j^g  (mil-foot). 
10 
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The  conductivity  of  the  sample  as  compared  with  the  an- 
nealed copper  standard  of  10.371  ohms  (mil-foot)  is  therefore 

— '"-  =  gS.oi;  per  cent. 
10.512      ^     ^  ^ 

Copper.  —  The  commercial  distribution  of  electricity  is 
largely  dependent  upon  the  existence  of  a  metal  of  low  re- 
sistance to  the  passage  of  electricity,  high  resistance  to  the 
corrosive  action  of  moisture  in  the  atmosphere  and  existing 
in  such  quantities  as  to  permit  investments  to  be  made  in 
conductors  which  are  within  economical  limits.  Such  a  metal 
is  copper.  It  has  a  density  of  8.9  grams  per  cubic  centimeter 
or  555  lbs.  per  cubic  foot.  It  melts  at  1081  degrees  C.  or  1981 
degrees  F.  and  boils  at  2310  degrees  C.  or  4190  degrees  F.,  giv- 
ing off  a  greenish  flame.  In  the  molten  state  it  readily  absorbs 
oxygen,  hydrogen,  carbon  dioxide,  or  carbon  monoxide,  and 
when  the  cooling  metal  drives  off  these  gases,  these  are  likely 
to  be  occluded,  thus  forming  so-called  blow  holes  in  the  finished 
casting. 

The  electrical  conductivity  of  the  metal  varies  widely  ac- 
cording to  the  impurities  contained  in  it.  It  is  therefore 
classified  for  commercial  purposes  into  three  grades  known  as 
electrolytic,  lake  and  casting  copper.  The  first  is  the  product 
of  refinement  of  casting  copper  by  electrolytic  processes  and 
is  about  99.9  per  cent  pure.  Lake  copper  is  made  by  melting 
nuggets  of  the  native  metal  into  bars.  Casting  copper  is  that 
derived  from  smelting  the  ores  and  necessarily  contains  con- 
siderable impurities.  It  is  used  chiefly  for  mechanical  pur- 
poses. This  grade  of  copper  is  also  derived  from  impure 
solutions  electrolytically  and  from  processes  yielding  copper 
as  a  by-product.  The  better  grades  of  casting  copper  are 
about  99  per  cent  pure. 

Lake  copper  is  mined  in  the  northern  peninsula  of  Michigan 
in  a  rock  ore  which  is  crushed  in  stamp  mills,  concentrated 
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and  melted  into  bars.    This  is  the  only  source  of  this  kind  of 
copper. 

Temperature  Coefficient.  —  The  variation  of  resistance  of  a 
conductor  with  rise  or  fall  of  temperature  follows  a  definite 
law  for  any  given  metal  which  may  be  expressed  in  the  form 
Rt  =  Rt^  [i  +  at^  {t  -  h)], 

in  which  i?(,  is  the  known  resistance  at  h  degrees  C. 

0(,  is  a  constant  for  the  rate  of  increase  when  starting  at  h 
degrees  C,  i  is  the  temperature  at  which  it  is  desired  to  know 
the  value  of  Rt.  Thus  if  it  is  known  that  a  conductor  has  a 
certain  resistance  at  a  temperature  of  20  degrees  C.  its  re- 
sistance at  50  degrees  C.  may  be  readily  determined  by  this 
rule  if  the  values  of  at  have  been  experimentally  established 
for  various  temperatures  within  usual  working  limits. 

The  value  of  at,  the  temperature  coefficient,  varies  with  the 
temperature  at  the  starting  point.  It  is  higher  for  resist- 
ances measured  initially  at  o  degree,  than  for  those  measured 
at  20  or  30  degrees.  It  also  varies  with  the  conductivity  of 
the  metal,  as  shown  in  Table  XVIII. 

TABLE  XVm.  — TEMPERATURE  COEFFICIENTS  OF  COPPER  FOR  DIFFER- 
ENT INITIAL  TEMPERATURES  (CENTIGRADE)  AND  DIFFERENT  CON- 
DUCTIVITIES. 


Per  cent 

conductivity. 

do 

Ok 

oa 

(I2S 

aso 

Cm 

95 

.00403 

.00380 

.00373 

00367 

.00360 

•00336 

96 

.00408 

.00385 

.00377 

00370 

.00364 

.00339 

97 

.00413 

.00389 

.00381 

00374 

.00367 

•00342 

97-3 

.00414 

.00390 

.00382 

0037s 

.00368 

■00343 

98 

.00417 

.00393 

.00385 

00378 

.00371 

•00345 

99 

.00422 

.00397 

.00389 

00382 

•00374 

•00348 

100 

.00427 

.00401 

.00393 

00385 

.00378 

•00352 

lOI 

.00431 

.00405 

.00397 

00389 

.00382 

•0035s 

In  the  case  of  annealed  copper  the  values  of  at  have  been 
determined  with  great  care  by  investigators  of  this  country 
and  Europe  and  the  figures  appearing  in  the  above  table  are 
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the  standard  values  as  published  by  the  U.  S.  Bureau  of 
Standards. 

The  values  given  for  a  conductivity  of  loo  per  cent  may  be 
used  for  annealed  copper  in  the  form  of  so-called  "soft  drawn" 
wire,  or  the  windings  of  transformers  and  electrical  machinery. 

Hard  drawn  wire  has  an  average  conductivity  of  97.3  per 
cent  and  the  values  given  for  that  conductivity  in  the  table 
should  be  used  for  such  wire. 

With  an  annealed  copper  conductor  having  a  resistance  of 
.2  ohm  at  20  degrees  C.  the  resistance  at  45  degrees  C.  would  be 

R  =  .2  [1  -\-  .00393  (45  ~  20)]  =  .2(1.0982)  =  .2196  ohm. 

With  hard  copper  having  a  resistance  of  .2  ohm  for  a 
certain  length  at  20  degrees  C.  the  resistance  at  45  degrees  C.  is 

i?  =  .2  [i  +  .00382  (45  —  20)]  =  .2(1.0955)  =  .2191  ohm. 

The  average  temperature  of  a  cable  or  transformer  coil  may 
be  calculated  from  measurements  of  its  resistance  at  normal 
temperature  and  again  after  it  has  had  its  temperature  in- 
creased by  the  passage  of  current  by  the  use  of  the  foregoing 
formula. 

For  example,  a  cable  was  found  to  measure  .5  ohm  with 
average  manhole  temperatures  of  15  degrees  C.  (59  degrees  F.) 
and  .55  ohm  after  a  6-hour  run  under  load.  What  was  its 
average  temperature  at  the  end  of  the  run? 

In  the  formula,  R  =  .55,  Rt  =  .5  and  at  is  .00393. 
Whence, 

•55  =  -5  [i  +  -00401  ((  -  15)]  =  .5  -I-  .002005  {t  -  15), 

.002005 

'  "  r^lr.r  +  ^5  =  4°  degTccs  C. 
.002005 

Again,  if  a  coil  has  a  resistance  of  lo  ohms  at  20  degrees  C. 
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(68  degrees  F.)  and  a  resistance  of  11.5  ohms  after  carrying 
a  load,  what  is  its  temperature? 

11.5  =  10  [i  +  .00393  (f  -  20)]  =  10  +  .0393  {t  -  20), 

— ^^^- +  20  =  i  =  58.1  degrees  C. 
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Fig.  177. 

Calculations  of  resistances  at  various  temperatures  or  of 
temperatures  corresponding  to  different  resistances  may  be 
facilitated  by  the  use  of  a  diagram  such  as  that  in  Fig.  177, 
which  shows  the  percentage  of  increase  of  resistance  at  all 
temperatures  up  to  100  degrees  C.  from  o,  10,  15,  20,  25  and 
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30  degrees  points  of  reference,  for  annealed  copper.  It  also 
shows  the  change  in  resistivity  (mil-foot)  as  the  temperature 
varies. 

Referring  to  the  foregoing  cases  which  were  calculated  by 
the  use  of  the  formula,  the  solutions  are  made  by  the  use  of 
the  diagram  as  follows: 

Given  a  conductor  with  a  resistance  of  .2  ohm  at  20  degrees 
C,  what  is  its  resistance  at  45  degrees  C? 

Referring  to  the  diagram,  the  line  crossing  the  line  of  o 
percentage  at  20  degrees  crosses  the  45  degree  line  at  9.8  per 

TABLE  XIX.  —  PROPERTIES  OF  ANNEALED  COPPER  WIRE. 


Size, 

Diam- 
eter 
in  mils. 

Cross-section. 

Weight 

per  1000 

ft. 

Per  1000  ft. 
weather- 
proof. 

Ohms  per  looo  ft. 

A.W.G. 

Circular 
mils. 

Square 
mils. 

20°  C. 

SQ°C. 

0000 

000 

00 

0 

I 
2 
3 
4 
S 
6 

7 
8 

9 
10 
II 
12 
13 
14 
IS 
16 

460.0 
409.6 
364.8 
324-9 
289.3 
257.6 
229.4 
204.3 
181. 9 
162.0 

144-3 
128.5 
114. 4 
IOI.9 
90.74 
80.81 
71.96 
64.08 

57 -07 
50.82 

211,600 

167,800 

133,100 

105,500 

83,690 

66,370 

52,640 

41,740 

33.100 

26,250 

20,820 

16,510 

13,090 

10,380 

8,234 

6,530 

S.178 

4,107 

3.257 

2.583 

.1662 

.1318 

•104s 

.08289 

■06573 

.06213 

•04134 

.03278 

.02600 

.02062 

.01635 

.01297 

.01028 

.008155 

.006467 

.005129 

.004067 

.003225 

.002558 

.002028 

640.5 

570.9 
402.8 

319s 
253-3 
200.9 

1593 

126.4 

100.2 
79-46 
63.02 
49.98 
39  63 
31-43 
24-92 
19.77 
15-68 

12.43 
9.858 
7.818 

741 
598 
48s 
382 
312 

254 
199 
163 
-       132 
109 

88 

74 
60 
SO 
42 
34 

24 

19 

.04901 

.06180 

.07783 

.1002 

.1264 

•1563 
.1970 
.2485 
•3133 

•3951 
.4982 
.6282 
•  7921 
.9989 

1.260 

1-588 

2.003 

2-525 

3-184 

4-OiS 

-05482 

.06912 

.08716 

.1099 

.1386 

.1748 

.2204 

.2779 

-3504 

•4418 

■5572 

■7025 

.8860 

1. 117 

1.409 

1.776 

2.240 

2.824 

3-562 

4.491 

cent.  Hence  the  increase  in  resistance  is  9.8  per  cent  and  the 
resistance  of  the  conductor  at  45  degrees  is  1.098  X  .2  = 
.2196  ohm,  as  found  by  calculation. 

Given  a  cable  having  a  resistance  of  .5  ohm  at  15  degrees  and 
of  .55  ohm  after  a  run  under  load,  what  is  its  average  tempera- 
ture? 
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The  increase  in  resistance  is  .05  ohpi  or  10  per  cent.  Fol- 
lowing the  line  which  crosses  the  o  hne  at  15  degrees  until  it 
reaches  10  per  cent  the  temperature  is  seen  to  be  40  degrees, 
as  found  by  calculation. 

In  a  similar  way  for  any  ordinary  initial  temperature 
resistances  may  be  determined  by  following  the  line  which 
crosses  the  zero  line  at  the  initial  temperature  in  question. 

The  diagram  may  be  used  for  aluminum  as  well  as  copper 
as  the  temperature  coefficients  of  these  two  metals  are  very 
nearly  equal. 


TABLE  XX. 

—  PROPERTIES  OP  ANNEALED  STRANDED 
COPPER  CABLES. 

Size, 
A.W.G. 

Circular 
mils. 

Weight 
per  1000 

ft. 

Standard  strands. 

Ohms  per  looo  ft. 

Number 
of  wires. 

Diameter 
of  wires 
in  mils. 

Outside 
diameter 
in  mils. 

25°  C. 

6s°C. 

0000 

000 

00 

0 

I 
2 

3 
4 
S 
6 

2,000,000 
1,500,000 
1,000,000 
750,000 
600,000 
500,000 
400,000 
350,000 
300,000 
250,000 

6,180 
4,630 
3,090 
2,320 
1,850 
i,S40 
1,240 
1,080 
926 
772 

6S3 
S18 
411 
326 
258 
205 
163 
129 
102 
81 

127 

91 

61 

61 

61 

37 

37 

37 

37 

37 

19 

19 

19 

19 

19 

7 

7 

7 

7 

7 

125s 
128.4 
128.0 
no. 9 
99-2 
116. 2 
104.0 

97-3 
90.0 
82.2 
105  S 
94 -o 
83.7 
74-5 
66.4 
97-4 
86.7 
77.2 
68.8 
6i  .2 

1631 

1412 

1152 

998 

893 
814 
728 
681 
630 

S7S 
528 
470 
418 
373 
332 
292 
260 
232 
206 
184 

■0OS39 

.00719 

.0108 

.0144 

.0180 

.0216 

.0270 

.0308 

.0360 

.0432 

.0510 

.0643 

.0811 

.102 

.129 

.163 

.205 

.258 

.326 

.411 

.00623 

.00839 

.0125 

.0166 

.0208 

•0249 

.0311 

■0356 

■0415 

.0498 

.0589 

.0742 

.0936 

.118 

.149 
.188 

■237 
.298 
■376 
■47S 

With  a  diagram  drawn  to  a  larger  scale  quite  accurate 
results  can  be  secured  graphically  with  a  minimum  of 
calculation. 

The  size,  weight  and  resistance  of  the  sizes  of  solid  wire 
in  general  use  in  distribution  are  given  in  Table  No.  XIX 
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and  similar  data  for  stranded  cables  up  to  2,000,000  circular 
mils  in  Table  No.  XX. 

Mechanical  Properties  of  Copper.  —  The  tensile  strength 
of  copper  varies  with  its  physical  condition.  In  the  form 
of  annealed  wire  it  breaks  at  32,000  to  37,000  pounds  per 
square  inch  in  the  larger  sizes  and  at  35,000  to  40,000  pounds 
in  the  smaller  sizes.  Hard  drawn  wire  has  a  strength  of 
about  50,000  pounds  per  square  inch  in  the  large  sizes  and 
65,000  pounds  per  square  inch  in  the  smaller  sizes.  Cast 
copper  ranges  from  20,000  to  30,000  per  square  inch. 

The  strength  of  hard  drawn  wire  is  reduced  to  that  of  an- 
nealed wire  by  subjecting  it  to  a  temperature  of  about  250 
degrees  C.  The  strength  reduction  proceeds  rapidly  between 
150  degrees  and  225  degrees  C.  For  this  reason  the  soldering 
of  joints  reduces  the  strength  of  the  wire  near  the  joint  to  that 
of  annealed  wire.  The  use  of  a  mechanical  form  of  joint  is 
therefore  usual  where  hard  drawn  wires  are  spliced  or  tapped 
at  points  where  they  are  under  strain  which  is  too  great  for 
annealed  wire. 

The  process  of  cold  drawing  hardens  the  wire  and  the  more 
it  is  reduced  in  section  the  harder  it  becomes.  The  smaller 
sizes  are  the  stronger  because  a  larger  portion  of  the  metal  is  in 
the  hardened  state. 

Annealed  copper  is  quite  ductile  and  stretches  appreciably 
under  stresses  which  are  considerably  below  its  breaking  point. 
It  elongates  about  35  per  cent  over  its  initial  length  before 
breaking.  Hard  drawn  copper  is,  however,  much  less  subject 
to  elongation.  In  the  larger  sizes  it  takes  a  permanent  set 
of  about  4  per  cent,  but  the  smaller  sizes  are  elongated  only 
I  to  2  per  cent.  The  elongation  of  copper  wires  affords  a 
material  relief  to  overhead  wires  which  are  loaded  with  sleet 
and  contracted  by  low  temperatures,  since  the  tensile  strains 
are  relieved  by  the  elongation  of  the  wire. 
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The  elongation  of  concentric  lay  cables  is  somewhat  greater 
than  that  of  solid  wires,  since  the  stress  tends  to  cause  a  re- 
adjustment of  the  pitch  of  the  cable.  The  strength  of  such 
cables  is  probably  not  over  90  per  cent  of  that  of  an  equivalent 
solid  conductor. 

The  elongation  of  wires  was  discussed  in  a  paper  by  F.  O. 
Blackwell,    read    before    the    International    Electrotechnical 
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Fig.  178. 

Congress  in  1904.  The  experiments  therein  described  showed 
that  copper  wire  stretches  gradually  when  kept  under  strains 
which  are  considerably  below  the  elastic  limit.  When  the 
stress  is  removed  and  reapplied  the  wire  behaves  as  if  it  had 
been  hardened  by  stretching.  It  requires  a  greater  stress  to 
produce  a  given  elongation  and  the  elastic  limit  is  increased. 
The  curves  in  Fig.  178  show  the  manner  in  which  copper 
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wire  in  various  conditions  of  hardness  elongates  under  stress. 
Curve  A  shows  that  annealed  wire  .168  inch  in  diameter  begins 
to  elongate  rapidly  under  a  load  of  10,000  lbs.  per  square 
inch.  Medium  hard  drawn  trolley  wire  begins  to  stretch 
rapidly  between  35,000  and  40,000  lbs.  per  square  inch,  while 
a  No.  10  hard  drawn  telephone  wire  does  not  stretch  until 
60,000  lbs.  per  square  inch  has  been  exceeded. 

In  the  case  of  annealed  wire  the  stretching  process  is  slow 
enough  to  permit  additional  strain  to  be  applied.  The  hmits 
of  the  curve  are  much  too  small  to  carry  this  out  to  the  break- 
ing point,  as  it  does  not  break  until  an  elongation  of  about  35 
per  cent  has  been  reached.  With  hard  drawn  wire  the  elonga- 
tion proceeds  too  rapidly  after  the  elastic  hmit  has  been  passed 
to  permit  much  increase  in  the  stress  to  be  made. 

It  is  evident  from  these  curves  that  the  elastic  limit  of  copper 
is  not  a  definite  quantity,  but  varies  with  the  degree  of  hard- 
ness of  the  metal  and  to  some  extent  with  the  rate  at  which 
the  application  of  load  is  increased.  It  is  usually  considered 
that  loads  applied  in  overhead  construction  should  not  ex- 
ceed 50  per  cent  of  the  ultimate  breaking  strength,  under  the 
most  severe  conditions  of  loading. 

The  breaking  strengths  of  wires  of  No.  10  to  0000  as  re- 
quired by  the  specifications  of  the  American  Society  for 
Testing  Materials  appear  in  the  table  on  the  following  page. 

Aluminum.  —  The  use  of  alimiinum  in  transmission  practice 
has  been  sufl&ciently  general  to  make  its  properties  of  impor- 
tance to  electrical  engineers.  It  has  the  very  low  density  of  2.7 
grains  per  cubic  centimeter,  as  compared  with  8.9  for  copper, 
and  this  is  the  principal  reason  for  its  use.  It  is  ductile  and 
may  be  hard  drawn  and  treated  otherwise  much  the  same  as 
copper. 

Aluminum  melts  at  658  degrees  C.  and  boils  at  1800  de- 
grees C.     Like  copper  it  is  protected  by  the  thin  coating  of 
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Gage  No., 

Diameter 
in  mils. 

Breaking  load  (lbs.  per  sq.  in.) 

A.W.G. 

Annealed. 

Medium. 

Hard. 

0000 

000 

00 

0 

I 

2 

3 
4 
S 
6 
8 
10 

460 
410 
36s 
3^S 
289 
258 
229 
204 
182 
162 
128 
102 

5.650 
4.480 
3.560 
2,820 
2,240 
±,870 
1,400 

1,115 

88s 

700 

60 

00 

6,980 

5>68o 
4,620 

3.730 
3.020 

2,450 
1,980 
1.590 
1,260 
1,010 
646 
410 

8,310 
6.590 
5.220 
4.560 
3.740 
3.120 
2,480 
1,960 
1,560 
1,240 
790 
490 

oxide  which  forms  upon  it  and  prevents  further  corrosion 

under  atmospheric  conditions.     This  protective  coating  forms 

so  quickly  and  is  so  refractory  that  it  is  not  possible  to  solder 

alimiinum  in  the  ordinary  manner.     Its  electrical  conductivity 

is  affected  by  its  purity  as  is  copper,  and  it  has  a  somewhat 

lower  conductivity  when  hard  drawn  than  in  the  annealed 

state.     The  impurities  are  usually  silicon  and  iron. 

The  mass  resistivity  of  aluminum  is  .0764  ohm  l_meter-gram) 

at  20  degrees  C.    The  conductivity  is  61  per  cent  of  annealed 

.27 
copper,  and  the  density  being  -^  =  30.33  per  cent  of  copper, 

8.9 

it  follows  that  an  aluminum  conductor  having  the  same  re- 
sistance per  1000  feet  as  a  copper  conductor  has  a  weight  of 

^— ^  =  .497  of  the  copper  conductor. 
61 

The  temperature  coeflScient  varies  as  it  does  with  copper 
according  to  the  temperature  of  reference,  but  it  has  an  average 
value  of  .0039  per  degree  C.  from  and  at  20  degrees  C. 

The  size,  weight  and  resistance  of  aluminum  wires  appears 
in  Table  XXI. 
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TABLE  XXI. -PROPERTIES  OF  STRANDED  ALUMINUM  CABLES. 


No. 
B.&S. 

Bare 

Area,  circu- 
lar mils. 

Weight. 

Resistance  at  ' 
68  deg.  F. 

diam., 
mils. 

Per 

ICXJO  ft. 

Per 
mile. 

Per  1000  ft., 
weather- 
proof. 

Bare 

feet  per 

lb. 

Per  icoo 

ft. 

Per  mile. 

4-0 

3-0 

2-0 

0 

I 
2 
3 
4 

I 
I 

81 

73 
68 

63 
58 
54 
47 
42 

37 
33 
30 
26 

23 

1,000,000 

750,000 

500,000 

400,000 

350,000 

300,000 

250,000 

211,600 

167,800 

133.100 

105,500 

83,690 

66,270 

52,630 

41,740 

920 
690 
460 

368 
322 
276 

230 
195 
154 

122 
97.1 

77 
61 

48.5 
38.5 

4,858 

3,645 

2,430 

1,944 

1,701 

1,458 

1,215 

1,028 

816 

647 

513 

407 

323 

256 

203 

1,408 

1,067 

740 

567 
502 

436 
375 
280 
232 
192 

155 

132 

108 

88 

72 

1.087 

1-45 
2.04 

2.72 

3-" 
3.62 

4-35 
5-73 
6.48 
8.16 
10.3 

13 

16.4 
20.6 
26 

.01695 

.0226 

•033 

-0424 

.0484 

•0565 

.0678 

.08 

.lOI 

.127 
.160 

.202 

■  25s 
.322 
.406 

.0895 

■"93 
.179 
.224 
.256 
.298 
•358 
■  423 
•533 
•673 
-847 
1.069 

^■35 
1.70 

2.144 

The  tensile  strength  varies  with  the  hardness  and  method 
of  treatment  during  manufacture.  Castings  have  a  strength 
under  tension  of  12,000  to  14,000  pounds  per  square  inch. 
Soft  wire  has  a  strength  of  14,000  pounds  per  square  inch  in 
the  larger  sizes  of  wire  and  as  high  as  33,000  pounds  per 
square  inch  in  the  small  sizes.  Hard  drawn  wire  in  sizes 
ordinarily  used  in  overhead  lines  has  a  strength  of  23,000  to 
27,000  pounds  per  square  inch.  This  is  used  for  overhead 
lines  exclusively.  The  coefl5cient  of  expansion  with  variation 
of  temperature  is  approximately  .0000231  per  degrees  C.  at 
temperatures  between  o  and  100  degrees  C. 

The  elongation  of  aluminum  under  the  stress  of  overhead 
construction  is  more  uniform  than  that  of  copper,  it  being  ap- 
preciable at  loads  considerably  below  the  safe  working  stress  of 
50  per  cent  of  the  ultimate  breaking  strength.  The  rate  of 
elongation  is  shown  very  well  in  the  diagram.  Fig.  179,  for  a 
No.  6  A.W.G.  conductor.  In  hard  drawn  wires  the  total 
elongation  at  rupture  is  from  2  to  4  per  cent. 
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Copper  Clad  Steel.  —  Steel  wire  with  copper  coating  has 
certain  advantages  for  use  where  great  strength  is  required 
without  a  high  conductivity.    This  wire  is  made  up  in  rods 
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"ig.  179.     Aluminum. 

with  the  proper  proportion  of  steel  and  copper  and  then  drawn, 
into  wire,  having  an  electrical  conductivity  of  30  to  50  per 
cent  of  that  of  a  copper  wire  of  equal  cross-section.  The 
wire  is  annealed  at  intervals  between  successive  reductions 
and  may  be  had  as  soft,  medium  or  hard  wire. 

The    temperature    coefficient  is  approximately  .0045  per 
degree  C.  from  and  at  o  C. 
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The  coefficient  of  linear  expansion  is  .0000129  per  degree 
C.  and  the  density  is  8.2  grams  per  cu.  cm. 

The  tensile  strength  depends  somewhat  upon  the  steel  form- 
ing the  core,  but  usually  varies  from  80,000  to  100,000  pounds 
per  square  inch.  The  elongation  is  very  similar  to  that  of 
hard  drawn  copper. 

Steel  Wire  and  Cables.  —  The  use  of  steel  wire  and  cable 
for  electrical  distribution  is  general  where  great  strength  is 
required  and  where  low  first  cost  to  reach  a  smaU  neighboring 
community  is  necessary.  It  is  also  used  in  great  quantities 
for  guying  and  cable  suspension  purposes. 

The  resistivity  of  iron  and  steel  varies  widely  with  their 
composition.  In  general  it  is  about  six  times  that  of  copper 
for  wrought  iron  and  about  eight  times  that  of  copper  for  steel. 

The  temperature  coefficient  of  resistance  of  pure  iron  has 
a  mean  value  of  about  .000635  per  degree  C.  between  o 
and  100  degrees  C.  In  the  form  of  carbon  steel  this  varies 
from  .00025  to  .00042,  depending  upon  the  temper.  The 
former  figure  applies  to  a  light  yellow  temper,  and  the  latter 
to  soft  dark  blue  steel. 

The  density  of  iron  is  7.86  grams  per  cubic  centimeter  and 
that  of  steel  about  2  per  cent  greater.  Iron  weighs  480  pounds 
per  cubic  foot  and  steel  about  490  pounds. 

The  tensile  strength  depends  upon  composition  as  well  as 
upon  the  process  of  manufacture.  It  varies  from  50,000  pounds 
per  square  inch  for  soft  pure  iron  to  180,000  pounds  or  more 
in  hard  drawn  steel  wire. 

The  elongation  before  rupture  is  about  10  per  cent  for  iron 
wire  and  elastic  limit  is  reached  at  about  50  per  cent  of  the 
breaking  point.  The  coefficient  of  linear  expansion  is  about 
.0000064  per  degree  F. 

Steel  wire  is  used  largely  in  the  form  of  stranded  cable  for 
guying  purposes,  or  as  ground  wire  on  transmission  lines, 
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seven-strand  cable  being  usual.  In  the  case  of  branch  Unes 
from  high  voltage  systems  supplying  a  small  load  small  single 
conductor  wire  is  often  employed,  as  the  current  is  small 
and  the  investment  must  be  kept  as  low  as  possible. 

Current  Carrying  Capacity.  —  The  flow  of  electricity  along  a 
conductor  is  accompanied  by  a  loss  of  energy  which  is  pro- 
portional to  the  square  of  the  current  in  amperes  and  the 
resistance  of  the  circuit.  This  may  be  written  watts  loss  = 
(yR,  C  being  the  current  flowing  and  R  the  resistance  of  the 
circuit.  The  loss  in  a  circuit  having  a  resistance  of  .1  ohm 
when  it  is  carrying  a  load  of  100  amperes  is  100  X  100  X  .1  = 
1000  watts.  The  energy  absorbed  by  the  resistance  of  the 
circuit  is  dissipated  in  the  form  of  heat,  which  raises  the 
temperature  of  the  conductor  in  proportion  to  the  energy 
absorbed  and  to  the  heat  radiated.  The  maximum  current 
carrying  capacity  of  a  conductor  of  given  size  is  therefore 


TABLE  XXII.— 

CURRENT 

CARRYING  CAPACITY  OF  COPPER 

CONDUCTORS. 

Size, 
A.W.G. 

Rubber. 

Weather- 
proof. 

Size,  A.W.G. 

Rubber. 

Weatherproof. 

14 

IS 

20 

00 

ISO 

225 

12 

20 

25 

000- 

175 

275 

10 

25 

30 

0000 

225 

32s 

8 

35 

50 

250,000 

23s 

350 

6 

50 

70 

300,000 

275 

400 

S 

55 

80 

350,000 

300 

45° 

4 

70 

90 

400,000 

32s 

500 

3 

80 

100 

500,000 

400 

600 

2 

90 

125 

750,000 

52s 

800 

I 

100 

150 

1,000,000' 

650 

1,000 

0 

125 

200 

1,500,000 

850 

x,36o 

2,000,000 

1,050 

1,670 

dependent  upon  whether  it  is  installed  in  open  air,  in  conduit 
or  underground.  The  character  of  the  insulation  is  also  a 
factor,  since  certain  insulations  may  be  safely  operated  at 
higher  temperatures  than  others.      Weatherproof  insulation 
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may  be  safely  operated  at  higher  temperatures  than  rubber, 
while  bare  wire  may  be  operated  at  much  higher  temperatures 
than  any  of  the  usual  forms  of  insulation  will  withstand. 

If  the  maximum  allowable  temperature  is  known  for  any 
class  of  insulation  the  maximum  current  which  the  circuit 
may  carry  under  the  given  condition  may  be  calculated  from 
the  following  formula: 

frW  ...  .     .       , 

C  =  AK/  —— ,  in  which  T  is  the  rise  in  temperature  in  de- 
grees F.,  D  is  the  diameter  of  the  conductor  in  inches  (not 
including  insulation),  r  is  the  resistance  per  mil-foot  at  the  final 
temperature,  and  ^  is  a  constant  which  varies  with  the 
character  of  the  insulation  and  method  of  installation  as 
follows: 

Bare  wire  in  open  air ^  is  iioo 

Bare  wire  indoors. A  is  600 

Rubber-covered  wire  indoors .4  is  500 

Underground  cable,  rubber  insulation,  single  con- 
ductor     ^  is  500 

Underground  cable,  paper  or  cloth,   single   con- 
ductor     ^  is  550 

Underground  cable,  rubber  insulation,  three  con- 
ductor     .4  is  380 

Underground    cable,    paper    or    cloth,  three  con- 
ductor      ^  is  330 

The  values  of  r,  the  resistivity,  at  various  temperatures, 
are  shown  in  the  curve  in  Fig.  176. 

With  a  circuit  of  No.  o  bare  copper  wire  in  open  air,  in 
which  it  is  permissible  to  allow  the  temperature  to  rise  from 
70  to  120  degrees  F.,  D  is  .325,  T  is  50,  r  is  11.6  and  A  is  iioo. 
The  current  which  would  produce  this  rise  in  temperature  is 

/cQ  X  (  ^2s)' 

C  =  iiooy-^— - —  "^  X-    =310  amperes.    The  same  wire  in- 
'    i.o  X  II. 6 
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doors  could  be  loaded  to X  310  =  170  amperes,  or  in  an 

IIOO  •  r  1 

underground  single-conductor  paper  cable  to  -^^  X  310  =  155 

I  xoo 
amperes. 

The  use  of  such  a  formula  is  of  value  chiefly  for  special 
cases,  as  it  is  more  convenient  to  have  tables  showing  the 
current  carrying  capacity  of  the  various  sizes  of  conductors 
under  different  conditions  for  ordinary  use. 

The  safe  carrying  capacity  of  the  sizes  of  conductors  com- 
monly used  in  distribution  work  is  given  in  Table  XXII. 
These  are  the  values  permitted  by  the  National  Electric 
Code  in  interior  work  and  they  may  be  exceeded  somewhat 
in  outdoor  or  underground  construction. 

Voltage  Drop.  —  The  transmission  of  electricity  over  a  con- 
ductor is  accompamed  by  a  loss  of  pressure  due  to  its  resistance. 
The  scientist  Ohm  discovered  that  this  loss  was  E  =  C  X  R, 
when  C  is  the  current  flowing  and  R  the  resistance  of  the  con- 
ductor, and  it  is  called  Ohm's  law.  It  is  strictly  true  only  for 
direct-current  circuits. 

A  simple  electric  circuit  is  composed  of  two  elements,  the 
conductors  leading  to  the  lamp  or  motor  and  the  receiving 
device  itself.  The  current  passing  through  the  circuit  is  the 
same  in  both  elements,  but  the  resistances  of  the  conductors 
and  the  lamp  are  different,  and  the  fall  of  pressure  as  the 
current  passes  on  its  way  through  the  circuit  is  directly  pro- 
portional to  these  resistances. 

The  function  of  the  conductor  being  to  convey  the  supply  of 
electricity  from  its  source  to  the  consuming  device,  it  is  desir- 
able that  as  little  pressure  be  absorbed  by  the  resistance  of 
the  conductor  as  possible. 

Calculation  of  Direct  Current  Circuits.  —  The  problem  of 
designing  a  circuit  is  therefore  one  of  determining  what  size 
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of  conductor  should  be  used  to  limit  the  loss  of  voltage  to  a 
specified  amount,  when  the  distance  and  current  to  be  carried 
are  known. 

The  resistance  of  a  mil-foot  of  copper  at  68  degrees  F.  being 
about  10.4  ohms,  that  of  a  conductor  D  feet  long  and  M  circu- 
lar mils  in  area  is  22  = ,,       .    The  drop  with  current  C  is 

M 

.,       f        E.      ^r,      C  XD  X  I0.4         ,,      C  XDX  I0.4 

therefore  E  =  CR  = — ~   or  If  = = ^• 

M  E 

If  both  conductors  are  of  the  same  size  the  total  drop  is 

E  = ^  ,, — • — —.    If  they  are  not  of  the  same  size,  the 

M 

drop  in  the  different  sizes  must  be  figured  separately  and 

added  together. 

For  example,  assume  that  a  two-wire  circuit  is  to  carry  a 

load  of  IOC  amperes  at  a  distance  of  300  feet  with  a  drop  of 

five  volts,  what  size  of  conductor  must  be  used? 

, ,      2  DXCX  10.4      2X300  X 100  X  10.4  o 

M  = =; =  ■ '^ '  =  124,800  cm., 

E  5 

which  is  found  by  reference  to  Table  XIX  to  be  approxi- 
mately the  section  of  No.  00,  which  should  be  used. 

If  a  circuit  of  No.  4/0  wire  is  to  carry  100  amperes 
500  feet,  what  will  be  the  voltage  drop?  In  Table  XIX 
No.   4/0  has  an  area  of   211,600  circular  mils,   and  E  = 

2  X  500  X  IPC  X  IO-4  u 

'^ ; =  4.9  volts. 

211,600 

The  calculation  of  such  problems  can  be  simplified  where 
the  size  of  the  circuit  is  already  fixed  by  the  use  of  the  values 
of  resistance  per  1000  feet  given  in  Table  XIX.  For  instance, 
in  the  case  of  the  500-foot  circuit  of  No.  4/0  wire,  the  resist- 
ance per  1000  feet  being  .0489  ohm,  and  the  circuit  being 
.5  thousand  feet  long,  E  =  C  XR  =  100  X  .0489  X  .5  X  2  = 
4.9  volts.  This  operation  involves  only  multiplication,  and 
the  calculation  is  therefore  somewhat  more  simple. 
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The  use  of  a  table  is  not  always  convenient,  but  when  this 
method  is  used  regularly,  it  becomes  an  easy  matter  to  mem- 
orize the  resistance  of  a  few  principal  sizes,  from  which  it  is 
easy  to  find  the  odd  sizes  by  applying  the  law  of  the  American 
wire  gauge  table,  as  hereinbefore  described. 

Thre!.e-wire  Circuits.  —  In  making  calculations  for  a  three- 
wire  Edison  circuit,  separate  computations  must  be  made  for 
each  conductor  if  the  load  is  appreciably  unbalanced. 

For  example,  if  a  circuit  having  two  4/0  outers  and  a  No.  o 
neutral  1000  feet  long  carries  a  load  of  150  amperes  on  the 
positive  side  and  no  on  the  negative,  the  drop  will  be  found 
as  follows: 

Resistance  of  1000  feet  of  4/0  =  .05  ohm  and  that  of  No. 
o  =  .1  ohm. 

E  =  CR  =  150  X  0.5  =  7.5  volts  on  positive  wire. 
E  =  CR  =  no  X  .05  =  5.5  volts  on  negative  wire. 
E  =  CR  =    40  X  .1     =4  volts  on  neutral  wire. 

The  neutral  wire  drop  is  added  to  the  drop  on  the  heavy 
side  and  subtracted  from  that  on  the  lighter  side,  making 
the  drop  7.5  -f-  4  =  11.5  volts  on  the  heavy  side  and  5.5  —  4 
=  1.5  volts  on  the  other  side.  If  the  pressure  of  the  supply 
is  120  volts  on  each  side,  the  pressure  at  the  other  end  will 
be  120  less  11.5  =  108.5  ^^  the  positive  side,  and  120  less  1.5 
=  1 18.5  on  the  negative  side.  These  relations  are  shown 
graphically  in  Fig.  180  (a). 

This  example  illustrates  the  importance  of  keeping  three- 
wire  mains  approximately  balanced.  It  also  indicates  the 
necessity  of  having  the  neutral  of  ample  size  so  as  not  to 
emphasize  unbalanced  conditions  when  they  exist.  In  this 
case,  if  the  neutral  had  been  of  4/0  the  drop  on  it  would  have 
been  2  volts;  the  pressure  on  the  positive  side  at  the  far  end 
would  have  been  110.5  volts,  with  116.5  on  the  negative. 
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When  the  conditions  are  such  that  the  drop  on  the  neutral 
conductor  exceeds  that  on  the  lighter  loaded  side,  the  pressure 
on  the  Ughter  side  at  the  far  end  is  higher  than  the  pressure 
at  the  source  of  supply.  This  condition  is  illustrated  in 
Fig.  1 80  (&),  and  is  one  which  is  sometimes  found  in  practice 
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Fig.  180.    Voltage  Drop  in  Three-wire  Circuit. 

on  branches  where  the  load  consists  of  a  few  two-wire  con- 
sumers whose  hours  of  use  are  so  irregular  that  they  cannot 
be  arranged  to  balance  each  other  at  all  times. 

In  this  case  the  outsides  are  4/0  and  the  neutral  No.  o. 

The  drop  on  the  positive  at  150  amperes  is  7.5  volts. 

The  drop  on  the  negative  at  90  amperes  is  4.5  volts. 

The  drop  on  the  neutral  at  60  amperes  is  6  volts. 

With  120  volts  at  the  point  of  supply  the  pressure  at  the  far 
end  is  120  less  (7.5  -f  6)  volts  =  106.5  volts  on  the  positive 
side,  while  on  the  negative  side  it  is  120  less  4.5  volts  plus 
6  volts  =  121.5  volts,  or  1.5  volts  higher  than  at  the  point  of 
supply. 


CHAPTER   XV. 
ALTERNATING-CURRENT   CIRCUITS. 

The  laws  governing  the  loss  of  potential  in  direct-current 
circuits  apply  to  alternating-current  circuits  only  as  regards 
the  loss  due  to  resistance. 

In  an  alternating-current  circuit  voltage  drop  is  caused 
by  the  combined  effect  of:  (a)  resistance,  (b)  inductance  and 
(c)  capacity. 

The  component  of  .drop  due  to  resistance  is  directly  opposed 
to  the  current  flowing  in  the  circuit,  and  as  in  direct-current 
circuits  is  £  =  CR. 

Inductance.  —  The  component  of  drop  due  to  inductance 

is  a  counter  electromotive  force  set  up  in  the  circuit  by  the 

current   flowing    through 

it.     The  magnetic  field  of  b  ^^ 

the  circuit,  reversing  with  /I  ^ 

each  alternation,  induces  /'#o  \^^-'^'^     #g 

an  electromotive  force  in      ^/l.-^^^| 

it,  which  lags  a  quarter  *  ° 

,,,.,,,  .       Fig.  i8i.    Resistance  and  Reactance  of 

cycle  behmd  the  current  ^^  g  ^^^  ^^  ^ 

wave.       The     resistance 

drop  being  directly  opposed  to  the  current  and  the  react- 
ance drop  being  a  quarter  cycle  behind  it,  their  relation  may 
be  represented  by  two  sides  of  a  right-angled  triangle,  as 
in  Fig.  i8i.  The  line  OC  represents  the  resistance  drop  in 
looo  feet  of  No.  6  wire,  and  the  Une  CD  represents  the  reactance 
drop  in  the  same  length  of  wire.  The  resultant  OD  of  these 
two  influences  is  called  the  impedance.    The  inductance  of  an 
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electric  current  varies  with  the  frequency  of  the  current  flow- 
ing in  the  circuit  and  with  the  number  of  lines  of  force  linked 
with  the  circuit  for  each  ampere  of  current  flowing  in  it. 
The  reactance  of  a  given  circuit  is  therefore  more  when  it 
carries  current  at  60  cycles  than  at  25  cycles.  Similarly, 
inductance  is  increased  by  the  separation  of  the  conductors 
of  a  circuit  or  by  the  introduction  of  iron  into  the  magnetic 
field,  since  either  of  these  increase  the  number  of  lines  of 
force  linked  by  the  circuit. 

For  this  reason  if  alternating-current  circuits  are  to  be 
installed  in  iron  pipe,  all  conductors  of  the  circuit  must  be 
carried  in  the  same  pipe  so  that  the  entire  magnetic  field  will 
be  within  the  pipe  and  will  not  be  affected  by  the  presence  of 
the  iron.  With  overhead  circuits  where  there  is  no  iron  in 
the  magnetic  field,  the  only  means  of  varying  the  inductance 
is  by  changing  the  distance  between  opposite  polarities  or 
the  frequency,  or  by  coiling  the  wires. 

Calculation  of  Inductance.  —  The  inductance  of  a  single- 

,  .      .,  .    „      2dX  6.28  X  L  X/    ,         .       u-  u  r  • 

phase  circuit  is  a  = ohms,  in  which  L  is 

1000 

the  coefficient  of  self-induction  in  millihenrys  per  1000  feet  of 
wire,  /  is  the  frequency  and  d  is  the  length  in  thousands  of  feet. 
The  coefficient  of  self-induction  of  parallel  wires  of  non- 
magnetic metal,  strung  in  open  air  and  without  iron  in  the 
magnetic  field,  may  be  calculated  from  the  formula 

D  —  r 

L  =  .14  log 1-  .0152  millihenry  per  1000  feet  of  wire, 

r 

in  which  D  is  the  distance  between  centers  of  the  conductors 
and  r  is  the  radius  of  the  conductor. 
For  a  circuit  of  No.  o  wire  strung  12  inches  apart, 

L  =  .14  log -^ —  -|-  .0152  =  .277  millihenry. 
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At  60  cycles, 

Y  6.28   X60Z  ,  r        .         c         . 

X  = =  .377  i  =  .1043  ohm  per  1000  feet  of  wire. 

1000    • 

At  25  cycles, 


^^6.2&X2^L^ 


1000 


.0434  ohm  per  1000  feet  of  wire. 


The  jeactance  at  any  other  frequency  is  in  direct  proportion 
to  the  ratio  of  the  frequencies. 

From  the  formula  for  self-induction  it  is  apparent  that  the 
effect  of  the  separation  of  the  wires  does  not  vary  directly 
with  the  distance  of  separation. 


.14 
.18 

t.io 

0 

> 

Ul 

>.08 

2 

•01 
.02 

■— 

— *6 

^^ 

^ 

--1 

-;;;;;;; 

± 

A 

^^ 

/ 

^ 

^ 

f/ 

r 

f 

El         10        IS       ^       25        30       35        40       45        SO 
INCHES  BETWE.EM  CONDUCTORS 

Fig.  182.      Relation  of  Reactance  to  Separation  of  Conductors. 


For  instance,  when  Z)  is  2  inches  the  value  of 


D 


for 


2   ~"     162 

No.  o  wire  is ^ —  =  ii-3  and  the  value  of  the  logarithm 

.162 

D  —  r 

is  1.054.    At  12  inches, is  73.2  and  the  logarithm  is  1.87. 
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The  inductance  varies  as  1.054  is  to  1.87,  while  the  distance 
has  been  increased  to  six  times  its  former  values. 

The  rate  of  change  of  the  inductance  as  the  distance  be- 
tween centers  is  varied  is  shown  for  a  few  principal  sizes  of 
conductor  by  the  curves  in  Fig.  182.  These  are  based  on  the 
values  given  in  Table  XXIII. 

TABLE  XXIII. -INDUCTANCE  PER  looo  FEET  OF  CONDUCTOR  AT 
60  CYCLES. 


Volts  per  ampere. 

Size. 

Distance  between  centers. 

Resistance 
at  68  deg.  P. 

|in. 

I  in. 

2  in. 

3  in. 

6  in. 

12  in. 

1,000,000 

500,000 

350,000 

0000 

000 

00 

0 

I 

2 

4 

6 

8 

10 

" 

.063 

.071 

.0746 

.0805 

.0832 

.0858 

.0885 

.0911 

.0938 

.0991 

.1044 

.1097 

.1151 

.0784 
.0864 
.0905 
.0964 
.0991 
.1017 

■1043 

.107 

.1097 

.1150 

.1203 

.1256 

.1309 

.0103s 

.0207 

.0296 

.0489 

.0617 

.0778 

.0981 

■1237 

.156 

.248 

■394 
.627 

•997 

0328 

03SS 
0381 
0408 

043s 
0461 

0514 
0567 
0621 
0674 

0394 
0421 
0447 
0474 
0501 
0527 
0580 
0633 
0687 
074 

0553 

058 

060 

0633 

0659 

0686 

0739 
0792 
0845 
0898 

.0646 

.067 

.070 

.0726 

.0752 

.0779 

.0832 

.0885 

.0938 

.0991 

Size. 

iSin. 

24  in. 

36  in. 

48  in. 

60  in. 

72  io. 

1,000,000 

.0877 

0943 

.1036 

.1102 

•"53 

1 194 

500,000 

•09s  7 

1023 

.1116 

.1182 

•1233 

1274 

350,000 

.0998 

1064 

.1157 

.1223 

.1274 

1316 

0000 

•IOS7 

II23 

.1216 

.1282 

•1333 

1374 

000 

.1084 

II50 

.1242 

.1308 

.1360 

1401 

00 

.1110 

I176 

.1269 

■133s 

.1386 

1427 

0 

.1136 

1202 

■  I  29s 

.1361 

.1412 

1454 

I 

.1163 

1229 

.1322 

.1388 

•1439 

1481 

2 

.1190 

1256 

.1348 

.1414 

.1466 

1507 

4 

•  1243 

1309 

.1402 

.1468 

■1519 

1561 

6 

.1296 

1362 

■  I4SS 

.1521 

•1572 

1613 

8 

•1349 

I4IS 

.1508 

■  IS74 

.1625 

1667 

10 

.1402 

1468 

,1561 

,1627 

.1678 

1720 
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It  is  to  be  noted  that  the  reactance  increases  rapidly  as  the 
separation  is  increased  up  to  six  inches  and  then  less  and  less 
rapidly  as  the  separation  is  increased. 

This  is  a  fortunate  condition  for  overhead  transmission 
lines  operating  at  high  voltages  which  require  large  separations 
between  opposite  polarities. 

It  is  also  fortunate  that  in  underground  cables  distributing 
heavy  low-potential  currents  the  conductors  can  be  brought 
close  together  inside  of  one  lead  sheath,  thus  minimizing  the 
inductive  component  of  line  drop. 

In  the  operation  of  alternating  current  series  arc  lighting 
circuits  with  extended  open  loops,  trouble  is  sometimes  ex- 
perienced with  excessive  induction  in  telephone  circuits  which 
pass  through  such  loops.  This  trouble  is  obviated  by  the  use 
of  parallel  loops,  as  described  in  Chapter  I. 

The  calculation  of  the  inductive  drop  is  not  convenient 
when  logarithms  are  not  readily  available  and  is  rather  labo- 
rious in  any  event.  The  work  is  simplified  by  the  use  of  the 
values  given  in  Table  XXIII,  which  gives  the  reactance  in  volts 
per  ampere  for  1000  feet  of  conductors  for  the  distances  of  sep- 
aration and  sizes  of  wire  commonly  used  in  transmission  and 
distribution  work. 

For  example,  assimiing  a  single-phase  circuit  10,000  feet 
long  operating  at  60  cycles  and  carrying  a  load  of  100  amperes, 
with  No.  o  wires  12  inches  apart,  what  are  the  values  of  the 
inductive  and  ohmic  components  of  the  impedance? 

The  reactance  per  1000  feet  per  ampere  for  No.  o  wire  12 
inches  apart  is  X  =  .1043.  The  resistance  from  Table  XXIII 
is  .098  ohm  per  1000  feet.  The  inductive  component  of  the 
impedance  of  the  circuit  is 

X  =  2  </  X  C  X  .1043  =  2  X  10  X  100  X  .1043  =  208  volts. 

The  ohmic  component  is  i?  =  2  X  10  X  100  X  .098  =  196 
volts. 
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The  impedance  drop  of  the  circuit  is  \/(2o8)^  +  (196)^  = 
286  volts. 

The  length  of  the  line  OA  in  Fig.  181  is  proportional  to  the 
resistance  component,  that  oi  AB  represents  the  inductive 
component  and  OB  the  resultant  of  the  two.  If  the  circuit 
were  of  two  No.  6  wires  the  resistance  component  would  be 
788  volts,  the  inductive  component  240  volts,  and  the  im- 
pedance drop  would  be  V{'jSSy  +  (240)^  =  824  volts. 

This  condition  is  represented  by  OC  and  CD  in  Fig.  181. 
It  will  be  seen  from  these  examples  that  the  inductive  com- 
ponent of  drop  in  a  No.  6  wire  is  only  about  40  per  cent  greater 
than  that  of  the  No.  o  circuit,  although  its  resistance  is  nearly 
four  times  that  of  the  No.  o  circuit.  It  is  further  apparent 
that  the  ratio  of  resistance  to  inductance  decreases  greatly  as 
the  size  of  wire  is  increased.  On  this  account  increasing  the 
area  of  alternating  current  conductors  for  the  purpose  of 
reducing  the  pressure  drop  becomes  less  effective  after  the 
size  is  increased  'above  the  point  where  the  resistance  Is  about 
equal  to  the  inductance.  At  60  cycles  this  is  at  about  No.  o 
for  overhead  circuits,  and  at  350,000  to  500,000  cm.  for  under- 
ground cables.  At  25  cycles  No.  0000  to  250,000  cm.  may  be 
used  for  overhead  lines,  and  sizes  up  to  1,000,000  cm.  are  effec- 
tive in  underground  cables.  For  instance,  in  the  10,000  feet  of 
No.  o  circuit  above  referred  to,  the  ohmic  drop  is  196  volts  and 
the  inductive  component  is  208  volts  at  100  amperes.  If  this 
circuit  were  required  to  carry  200  amperes  it  could  be  replaced 
by  4/0  cable  or  supplemented  by  the  addition  of  another 
circuit  of  No.  o.  If  a  4/0  circuit  were  substituted,  the  ohmic 
drop  would  be  196  volts  as  before,  but  the  inductive  drop 
would  be  384  volts.  With  two  No.  o  circuits  the  drop  would 
remain  the  same,  196  volts  ohmic  and  208  volts  inductive. 

Where  the  drop  can  be  compensa,ted  for  pToperly,  or  where 
the  circuit  is  so  short  that  the  increased  drop  is  negligible, 
the  larger  sizes  may  be  used,  but  where  line  drop  is  the 
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limiting  feature,  two  or  more  circuits  of  the  smaller  wire  are 
preferable. 

Resistance  and  Inductance  Factors.  —  The  resistance  factor 
of  a  circuit  is  the  ratio  of  its  resistance  to  its  impedance. 
Likewise  the  inductance  factor  is  the  ratio  of  the  inductance  to 
the  impedance. 

In  the  No.  o  circuit  used  above,  for  example,  the  resistance 
factor  is  Jff  =  .685  and  the  inductance  factor  is  |f  |  =  .727. 

The  resistance  and  inductance  factors  of  a  circuit  vary  with 
the  size  of  wire  and  with  the  distance  of  separation.  At  60 
cycles  the  resistance  factor  is  the  higher  for  the  sizes  of  con- 
ductor smaller  than  No.  o  and  the  inductance  factor  is  the 
higher  for  the  sizes  of  conductor  larger  than  No.  o. 

When  the  resistance  factor  is  known  the  inductance  factor 
is  Vi  —  (Resistance  factor)^,  and  vice  versa.  In  other  words, 
(Resistance  factor)^  +  (Inductance  factor)^  =  i. 

The  power  consmned  in  a  circuit  is  the  product  of  the  cur- 
rent by  the  impedance  volts  and  by  the  resistance  factor.  If 
the  loop  forming  a  circuit  were  closed  at  the  remote  end,  the 
power  factor  of  the  circuit  would  be  the  same  as  its  resistance 
factor. 

The  values  of  inductance  factor  which  correspond  to  various 

common  values  of  resistance  (or  power)  factor  appear  in  the 

following  table: 

Resistance  (or  power) 

factor so        60    65    7°    75    80    85    90    95    97.5     100 

Inductance  factor 86.6     80    76    71     66    60    53    44    31     22.2        o 

Calculation  of  Line  Pressure  Drop.  —  The  total  pressure 
drop  in  a  circuit  is  determined  from  the  resistance  and  in- 
ductance components  in  conjunction  with  the  power  factor 
of  the  load  which  the  circuit  is  carrying.  The  drop  is  greatest 
at  power  factors  which  are  near  the  resistance  factor  of  the 
circuit.     If  a  certain  load  draws  100  amperes  at  70  per  cent 
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power  factor  over  a  No.  o  circuit  having  a  resistance  factor 
of  68.5  per  cent,  the  net  fall  of  pressure  between  the  point 
of  supply  and  point  of  delivery  will  be  greater  than  it  is 
with  the  same  current  on  the  circuit  at  100  per  cent  power 
factor. 

Referring  to  Fig.  183,  let  the  line  OE  represent  the  pressure 
delivered  at  the  terminals  of  an  induction  motor.  OR  is  the 
component  of  OE,  which  is  doing  useful  work.  ER  is  the 
wattless  component  of  self-induction  which  causes  the  current 
through  the  motor  to  be  out  of  phase  with  the  impressed 
voltage. 


Fig.  183.    Effect  of  Power  Factor  on  Line  Drop. 


EL  is  the  resistance  component  and  LP  is  the  inductive 
component  of  the  line  drop.  The  resistance  component  of 
the  Une  drop  EL  and  the  power  component  of  the  impressed 
voltage  OR  are  in  phase  with  each  other  and  the  inductive 
components  ER  and  LP  are  in  phase  with  each  other. 

The  resultant  OP  is  the  bus  pressure  necessary  to  deUver  a 
pressure  OE  at  the  motor  terminals.  The  net  line  drop  is 
therefore  the  difference  between  OP  and  OE. 

With  noninductive  load,  such  as  incandescent  lamps,  ER 
disappears  and  the  impressed  pressure  on  the  lamps  takes  the 
position  of  OF  (  =  OE).  The  generated  pressure  necessary 
to  deliver  OF  at  the  lamps  is  ON  and  the  drop  is  the  difference 
between  ON  and  OF. 
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For  example,  assume  an  inductive  load  of  100  amperes  at 
2200  volts  single  phase,  delivered  at  the  end  of  a  two-wire 
line  of  No.  o  wire  4500  feet  long  with  wires  12  inches  apart,  a 
frequency  of  60  and  a  power  factor  of  80  per  cent.  The  power 
factor  of  the  load  being  80  per  cent,  we  find  by  reference  to 
the  above  table  that  the  corresponding  inductance  factor  is 
60  per  cent. 

OR  is  .80  X  2200  =  1760  volts. 

ER  is  .6    X  22c«D  =  1320  volts. 

By  reference  to  Table  XXIII  we  find  that  the  resistance 
drop  per  1000  feet  per  ampere  for  No.  o  is  .098  volt.  Hence 
the  resistance  drop  is  .098  X  4.5  X  100  =  44.0  volts  for  each 
wire.    There  being  two  wires  EL  is  2  X  44  =  88  volts. 

The  inductive  drop  per  1000  feet  per  ampere  for  12-inch 
centers  is  .104  volt  and  LP  is  2  X  .104  X  4.5  X  100  =  93 
volts.  The  power  and  resistance  component  is  OR  -\-  EL 
or  1760  +  88  =  1848  volts  and  the  inductive  component  is 
ER  +  LP  or  1320  +  93  =  1413  volts. 

The  resultant  of  these  is 

OP  =  ^(1848)2  -t-  (1413)^  =  2332  volts. 

This  is  the  pressure  necessary  to  deliver  2200  volts  at  the 
end  of  the  line.  The  drop  is  therefore  the  difference,  or  132 
volts,  with  a  load  of  100  amperes  at  80  per  cent  power  factor. 

If  a  lighting  load  of  100  amperes  at  100  per  cent  power 
factor  were  being  carried,  the  inductance  factor  ER  is  zero, 
and  ON  is 

V (2290)2  -|-  (93)^  =  2292  volts. 

The  drop  is  therefore  92  volts,  with  a  load  of  100  amperes  at 
100  per  cent  power  factor. 

Mershon  Diagram.  —  The  calculations  required  for  the 
solution   of    practical   problems   being  rather    cumbersome, 
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Mershon  has  devised  a  diagram  by  which  calculations  which 
do  not  involve  charging  current  may  be  made  with  greater 
facility  and  yet  with  sufficient  accuracy  for  all  ordinary 
purposes. 

This  diagram  is  presented  in  Fig.  184  and  is  based  on  the 
principles  of  the  diagram  of  Fig.  183.  The  concentric  circles 
are  described  about  a  center  off  the  diagram  which  corre- 
sponds to  the  point  O  in  Fig.  183.  The  divisions  are  made 
in  percentages  so  as  to  make  the  scale  applicable  to  all 
voltages. 

The  use  of  the  chart  may  be  illustrated  by  the  foregoing 
circuit  of  No.  o,  carrying  a  load  of  100  amperes  at  a  distance 
of  4500  feet.  The  ohmic  drop,  being  88  volts,  is  4  per  cent, 
while  the  inductive  drop  is  4.2  per  cent.  The  power  factor 
was  assumed  at  80  per  cent  or  .8.  The  base  of  the  .8  power 
factor  line  in  Fig.  184  is  the  point  R  in  Fig.  183.  The  point 
where  the  .8  power  factor  line  intersects  the  first  circle  is  the 
point  E  in  Fig.  183.  Passing  to  the  right  4  divisions  and  then 
up  4.2  divisions  a  point  is  reached  which  is  about  midway 
between  the  5  per  cent  and  6  per  cent  circle.  This  point  is 
equivalent  to  the  point  D  in  Fig.  183.  The  pressure  neces- 
sary to  deliver  100  per  cent  pressure  at  the  end  of  the  circuit 
is  105.5  P^'"  cent.  The  drop  is  5.5  per  cent  of  2200,  or  121 
volts.  The  result  may  be  gotten  more  accurately  if  desired 
by  multiplying  the  percentages  of  drop  by  two  or  three 
before  applying  them  to  the  diagram,  and  then  dividing  the 
result  by  the  same  multiplier.  For  instance,  multiplying  by 
three  in  this  case,  the  ohmic  drop  is  12  per  cent  and  the 
inductive  drop  is  12.9  per  cent.  Passing  to  the  right  12.0 
divisions  and  upwards  12.9  divisions,  we  reach  a  point  corre- 
sponding to  17.5  per  cent.  Dividing  by  three  the  drop  is  5.8 
per  cent,  or  128  volts,  as  compared  with  132  volts  determined 
by  calculation. 

If  the  load  on  the  circuit  has  a  power  factor  of  100  per  cent 


.7  .8 

LOAD  POWEA'  FACTOBS 


O.  JO  so  30 

DnOPirt.PERCENT  OFt.M.F.  DELIVERED 


Fig.  184.    Mershon  Diagram  for  Calculation  of  Line  Drop.        (435) 
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one  begins  at  the  base  of  the  loo  per  cent  P.F.  line,  passes  to 
the  right  12.0  divisions  and  up  12.9  divisions.  The  point 
is  on  the  13  per  cent  circle.  Dividing  by  three  the  drop  is 
4.33  per  cent,  or  about  93  volts,  as  compared  with  92  volts 
calculated. 

Two-phase  Line  Drop.  —  In  the  case  of  a  two-phase  four- 
wire  circuit  the  drop  is  figured  for  one  wire  and  multiplied 
by  two,  as  in  the  case  of  the  single-phase  circuit. 


Fig.  185.     Drop  in  Two-phase  Circuit. 

On  a  three-wire  two-phase  feeder,  the  drop  is  different  on  the 
two^  phases,  even  with  balanced  load  since  the  current  in  the 
neutral  wire  is  the  resultant  of  those  in  the  phase  wires  and 
the  drop  on  the  neutral  wire  affects  the  two  phases  differently. 
The  amount  of  this  difference  varies  with  the  power  factor  of 
the  load,  and  is,  of  course,  further  affected  by  unbalanced  load. 

In  Fig.  185  the  smaller  diagram  in  the  upper  corner  shows 
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the  current  relations  at  a  power  factor  of  90  per  cent  with 
balanced  load,  the  current  on  phase  A  being  OA,  that 
on  phase  5  being  OB  and  that  on  the  neutral  conductor 
being  ON.  In  case  of  unbalanced  load,  the  neutral  current 
swings  around  to  a  position  more  nearly  in  opposition  to  the 
current  on  the  phase  which  carries  the  heavier  load. 

The  drop  on  each  of  the  wires  is  determined  as  it  would 
be  for  a  single  wire  of  a  single-phase  conduit. 

Thus  if  the  circuit  is  of  three  No.  o  wires  carrying  100 
amperes  on  the  phases  and  141  amperes  on  the  neutral,  the 
ohmic  component  of  drop  on  the  phase  wires  at  5000  feet  is 
100  X  5  X  .098  =  49  volts  and  the  inductive  component  is 
100  X  S  X  .104  =  52  volts.  On  the  neutral  wire  this  ohmic 
component  is  141  X  5  X  .098  =  69  volts  and  the  inductive 
component  is  141  X  S  X  .104  =  73  volts. 

The  relation  of  these  is  such  that  direct  calculation  of  the 
resultant  drop  at  a  given  power  factor  of  the  load  is  very  com- 
plicated. It  may,  however,  be  laid  out  graphically  in  such  a 
way  as  to  indicate  the  relation  very  clearly  and  to  give  approxi- 
mate numerical  results.  This  is  done  in  the  larger  diagram 
in  Fig.  185. 

The  current  on  phase  A  is  represented  by  OA  which  is 
laid  out  at  an  angle  with  OZ  corresponding  to  a  power  factor 
of  90  per  cent.  This  is  combined  with  OB  the  current  on  B 
phase  to  determine  the  current  ON  on  the  neutral  conductor. 

The  drop  on  the  neutral  wire  is  represented  by  01,  the 
resultant  of  the  ohmic  and  the  inductive  components. 

The  drop  on  the  phase  wire  is  represented  by  XZ,  made  up 
of  the  ohmic  component  XF  and  the  inductive  component  YZ. 

The  triangle  lEX  represents  the  pressure  absorbed  by  the 
load  at  90  per  cent  power  factor  and  IX  is  the  pressure 
delivered  at  the  end  of  the  line.  The  pressure  impressed  at 
the  point  of  supply  is  OZ  and  the  drop  is  the  difference 
between  OZ  and  IX. 
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Similarly  the  drop  on  phase  B  is  the  difference  between  IR 
and  OT.  It  is  apparent  that  these  differences  are  not  equal, 
the  drop  on  A  phase  being  less  than  that  on  B  phase. 

The  construction  of  the  diagram  is  a  cut  and  try  process, 
since  the  power  factor  is  modified  somewhat  by  the  inductive 
drop  of  the  line  wires,  and  the  phase  position  of  01  is  shifted 
somewhat  thereby.  Fortunately,  the  use  of  such  a  diagram 
is  not  necessary  where  line  drop  compensators  are  used  in 
each  wire  as  they  make  due  allowance  for  changes  in  balance, 
changes  in  load  and  in  power  factor.  It  is  only  necessary  to 
determine  the  values  of  XYZ,  RST  and  OCT  at  the  rated  full 
load  of  the  current  transformers  supplying  the  compensator, 
as  described  in  the  chapter  on  Voltage  Regulation. 

Drop  in  Three-phase  Circuits.  —  In  a  three-phase  circuit 
made  up  of  three  conductors  symmetrically  arranged  in  a 
triangle  and  carrying  a  balanced  load,  the  inductive  effect  is 
the  same  in  each  wire  and  the  calculation  of  drop  may  be  made 
as  easily  as  for  a  single-phase  circuit. 

The  ohmic  drop  in  each  wire  is  in  phase  with  its  current, 
but  as  the  current  in  the  three  wires  are  120  degrees  apart 
the  ohmic  drop  for  the  two  wires  making  up  any  phase  is  not 
twice  that  of  one  wire,  as  it  is  in  the  single-phase  circuit,  but 
is  1.73  times  this  drop.  Likewise  the  inductive  component, 
which  is  90  degrees  behind  the  current,  is  1.73  times  that  of  a 
single  wire  for  the  loop. 

These  values  are  readily  found  from  the  figures  in  Table 
XXIII,  and  the  known  values  of  current,  size  of  wire  and 
length  of  circuit.    The  percentage  may  then  be  applied  to  the  ■ 
Mershon  diagram. 

For  example,  if  the  No.  o  circuit  4500  feet  long  carrying  100 
amperes  at  60  cycles  and  12  inches  separation  were  a  three- 
wire  three-phase  circuit,  the  ohmic  drop  would  be  as  in  the 
single-phase  circuit,  100  X  .098  X  4.5  =  44  volts  per  wire. 
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The  drop  in  two  wires  of  either  phase  would  be  44  X  1.73 
=  76  volts.    This  is  2277  =3-4  P^"^  cent. 

The  inductive  component  per  wire  is  100  X  .104  X  4.5  = 
47  volts,  and  for  the  loop  47  X  1.73  =  81  volts,  or  jf^^  =  3.7 
per  cent. 

Applying  these  percentages  to  the  Mershon  diagram  we 
find  the  drop  at  80  per  cent  power  factor  is  5  per  cent  of  2200, 
or  no  volts. 

If  the  load  in  kilowatts  on  the  three-phase  circuit  were  the 
same  as  on  the  single-phase  circuit,  the  current  per  wire  on  the 

three-phase  circuit  would  be  ^  =  58.0  amperes,  and 

o 
the  drop  at  58  amperes  on  the  three-phase  circuit  would  be 
tA  o^  S  P^'^  cent,  or  2.9  per  cent. 

The  single-phase  drop  at  the  same  load  was  found  to  be  5.8 
per  cent,  or  twice  the  three-phase  drop. 

Therefore  for  the  same  load  and  equal  line  drop,  the  size  of 
the  conductor  in  a  three-phase  circuit  may  be  just  half  that  of 
a  single-phase  circuit. 

There  being  three  wires  in  the  three-phase  circuit,  it  follows 
that  the  weight  of  copper  required  for  a  three-phase  circuit 
is  three-quarters  of  that  required  for  a  single-phase  trans- 
mission, other  things  being  equal. 

Therefore,  if  calculation  shows  that  a  certain  sized  conductor 
will  carry  a  given  load  at  a  given  line  drop,  single  phase,  it  follows 
that  three  conductors  of  one-half  that  size  will  carry  the  same 
load  at  the  same  drop,  three  phase,  if  the  load  is  balanced. 

Nons3rmmetrical  Arrangement.  —  When  the  arrangement 
of  conductors  is  not  symmetrical,  the  inductive  component  is 
different  between  different  pairs  of  wires,  on  account  of  the 
different  distances  between  centers.  The  most  common  case 
is  that  in  which  the  wires  are  arranged  on  a  cross  arm  in  the 
same  horizontal  plane,  as  is  common  practice  in  distribution 
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circuits,  and  to  some  extent  in  transmission  circuits.  In 
such  cases  the  equivalent  of  a  symmetrical  arrangement  can 
be  secured  by  transposing  the  conductors  at  proper  intervals. 
Fig.  i86  shows  a  circuit  transposed  at  two  points,  so  as  to 
produce  a  complete  spiral  of  the  line.  This  is  not  required  in 
2200-volt  distributing  feeders  which  are  equipped  with  line- 
drop  compensators,  as  the  compensation  can  easily  be  adjusted 
to  correct  unbalanced  inductive  conditions  of  this  sort. 


^^^ 
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Fig.  186.     Transposition  of  Three-phase  Circuit. 

Unbalanced  Three-wire  Three-phase  Circuits.  —  The  cal- 
culation of  drop  in  an  unbalanced  three-wire  three-phase 
circuit  is  somewhat  complicated  and  such  problems  are  most 
readily  solved  graphically.  Unbalanced  loads  which  are  not 
more  than  10  to  15  per  cent  from  one  another  may  usually  be 
averaged  and  considered  as  balanced  for  practical  purposes. 

One  of  the  most  common  conditions  of  this  sort  is  found  in 
systems  where  the  lighting  is  all  on  one  phase  of  the  feeder  and 
the  third  wire  carries  a  small  scattered  load  of  three-phase 
power.  Under  these  conditions  the  Ughting  phase  may  be 
considered  as  a  single-phase  circuit,  as  the  current  in  the  two 
conductors  that  make  the  lighting  phase  is  much  greater  than 
it  is  in  the  other  conductor,  and  the  drop  due  to  the  lighting 
phase  current  is  but  Uttle  out  of  phase  with  the  pressure  which 
produces  it. 

However,  as  the  power  load  increases  the  current  in  the 
conductors  of  the  lighting  phase  pulls  more  and  more  out  of 
phase  with  the  lighting  pressure,  and  the  drop  on  the  lighting 
phase  becomes  less  and  less  for  a  given  current  value,  until 
finally,  when  the  current  on  the  power  phases  equals  that  on 
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the  lighting  phase,  the  drop  on  the  lighting  phase  is  but  86.6 
per  cent  of  what  it  would  be  with  the  same  amount  of  current 
carried  as  lighting  only. 

That  is  if  100  amperes  on  the  lighting  conductors  produced  a 
drop  on  the  lighting  phase  of  10  per  cent  when  there  is  no  power 
load  on  the  feeder,  the  drop  with  100  amperes  on  each  conductor 
wiU  be  only  8.66  per  cent. 

In  practice  this  relation  will  not  hold  exactly,  on  account  of 
the  fact  that  the  power  factor  of  the  lighting  load  is  usually 
95  per  cent  or  higher,  while  that  of  the  power  load  is  75  per 
cent  to  80  per  cent.  This  tends  to  make  the  current  in  one 
of  the  lighting  phase  conductors  somewhat  lower  and  that  in 
the  other  hghting  phase  conductor  somewhat  higher  than  it 
would  be  if  the  power  factor  were  the  same  in  all  phases. 
However,  the  reduction  in  the  drop  on  the  lighting  phase  is 
not  sufificient  ordinarily  to  interfere  with  the  regulation  of 
the  lighting  phase  until  the  current  on  the  power  conductor 
reaches  a  point  where  it  is  more  then  30  per  cent  of  the  average 
current  on  the  Ughting  conductors. 

Four-wire  Three-phase  Line  Drop.  —  The  working  pressure 
at  the  receiving  devices  in  such  systems  is  the  star  pressure, 
that  is,  the  pressure  between  phase  wires  and  neutral.  When 
the  star  pressure  is  2200  volts,  the  pressure  across  phase  wires 
is  2200  X  1-73  =  3800  volts. 

With  balanced  load  the  neutral  conductor  carries  no  current 
and  the  drop  is  that  in  the  phase  wire  only.  The  drop  at  100 
amperes  on  a  No.  o  circuit  4500  feet  long  is  100  X  4.5  X  .098  = 
44  volts.  This  is  2  per  cent  of  2200  volts.  Likewise  the 
inductive  component  is  100  X  4.5  X  .104  =  47  volts,  or 
2.1  per  cent.  At  80  per  cent  power  factor,  by  the  Mershon 
diagram  the  drop  is  3  per  cent. 

As  in  the  balanced  three-wire  circuit  the  size  of  wire  for  a 
given  load  and  drop  is  just  half  what  it  would  be  for  a  single- 


442 


ELECTRIC  CENTRAL  STATIONS 


phase  circvdt,  and  the  distance  may  be  halved  and  the  calcula- 
tion made  as  for  a  single-phase  circuit  if  desired. 

In  the  case  of  an  imbalanced  four-wire  circuit,  which  is  the 
more  usual  condition,  the  effect  of  the  drop  on  the  neutral  wire 
must  be  taken  into  consideration.  This  varies  with  the  pro- 
portion of  unbalance  and  requires  a  graphical  solution. 


Fig.  187.    Drop  on  Three-phase  Four-wire  Circuit. 

In  general  the  effect  of  the  unbalance  is  to  increase  the  drop 
on  the  more  heavily  loaded  phases  and  to  make  it  less  than 
it  would  be  at  balanced  load  on  the  lighter  loaded  phases. 

The  proportions  of  the  diagram,  Fig.  187,  are  based  on  cal- 
culations for  a  circuit  having  an  ohmic  drop  of  15  per  cent, 
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an  inductive  drop  of  10  per  cent  and  loads  on  the  three  phases 
in  the  ratio  of  60,  80  and  100,  on  A,  B  and  C  respectively. 

The  current  ON  on  the  neutral  conductor  is  the  resultant 
of  an  unbalance  of  20  on  B  and  40  on  C.  This  fixes  the  phase 
of  the  neutral  current  and  hence  of  the  drop  in  the  neutral 
conductor.  The  triangle  OEF  represents  the  ohmic  and  in- 
ductive components  of  the  neutral  drop. 

The  drop  on  the  phase  wires  is  represented  by  the  triangle 
at  the  outer  ends  of  the  phase  vectors.  These  are  proportional 
to  the  drop  in  the  phase  conductor  (single  distance  only). 
The  vector  sum  of  the  phase  drop  and  of  the  neutral  drop  is 
the  total  loss  of  pressure  at  the  end  of  the  circuit.  For  instance, 
the  net  drop  on  A  phase  is  the  difference  between  the  impressed 
pressure  EZ  and  the  delivered  pressure  OX.  Similarly  the 
drop  on  B  phase  is  ET—  OR,  and  that  on  C  phase  is  EW—OU. 

Where  line-drop  compensators  are  employed  in  each  con- 
ductor the  only  calculations  required  are  those  for  the  four 
individual  conductors,  and  the  use  of  a  diagram  to  get  the 
combined  effect  is  unnecessary.  The  importance  of  equip- 
ping the  neutral  conductor  with  a  line-drop  compensator  is 
readily  apparent  from  the  diagram. 

It  is  difficult  to  get  accurate  results  from  the  diagram  except 
when  drawn  to  a  large  scale,  and  as  the  phase  of  the  neutral 
current  shifts  hourly  with  different  conditions  of  balance  it  is 
impossible  to  properly  regulate  unbalanced  four-wire  circuits 
by  a  schedule  of  volts  and  amperes,  as  is  sometimes  done  with 
single-phase  circuits. 

Mutual  Induction.  —  Where  several  alternating-current  cir- 
cuits are  carried  on  the  same  poles  there  is  an  inductive 
reaction  between  them  which  is  proportional  to  the  current 
flowing  and  depends  on  the  relative  proximity  of  the  circuits. 
That  reaction  is  known  as  mutual  induction,  as  the  current  in 
one  circuit  affects  the  voltage  on  the  other,  and  vice  versa. 
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Mutual  induction  is  a  magnetic  effect  of  the  same  nature  as 
self-induction.  The  magnetic  field  due  to  the  current  in  cir- 
cuit A  sets  up  an  electromotive  force  in  circuit  B  which  is  pro- 
portional to  the  volume  of  current  in  circuit  A  and  the  distance 
between  them.  Circuit  B's,  field  affects  circuit  A's  pressure 
likewise.  The  electromotive  force  of  mutual  induction  is  a 
quarter  cycle  behind  the  current  which  produces  it,  and  its 
phase  must  be  taken  into  account  in  determining  the  effect. 

The  mutual  induction  voltages  are  so  small  at  the  ordinary 
current  values  at  primary  distributing  voltages  that  they  can 
be  neglected,  but  where  distribution  is  effected  by  means  of 
circuits  operating  at  voltages  less  than  300  which  involve 
heavy  currents,  mutual  induction  is  likely  to  be  very  trouble- 
some. Its  effect  can  be  largely  offset  by  making  the  distance 
between  circuits  as  large  as  possible  and  by  so  arranging  the 
conductors  that  as  Uttle  of  the  magnetic  flux  of  one  circuit 
may  be  linked  with  another  as  possible.  Circuits  may  also 
be  transposed  at  intervals,  so  that  the  mutual  induction  set 
up  in  one  part  of  the  circuit  is  offset  by  the  mutual  induction 
in  the  opposite  sense  in  another  section  of  the  circuit. 

With  three-phase  circuits  this  should  be  done  twice,  so  as 
to  make  a  complete  spiral  turn  of  the  three  wires. 

The  effect  of  a  transmission  line  on  a  telephone  circuit  run 
parallel  to  it  is  usually  such  that  numerous  transpositions  must 
be  made  in  the  telephone  circuit  to  prevent  inductive  dis- 
turbances which  make  the  telephone  line  noisy. 

Underground  circuits  run  in  separate  ducts  are  not  usually 
sufficiently  affected  to  make  any  appreciable  disturbance. 

Skin  Effect.  —  Another  condition  which  affects  the  pres- 
sure drop  on  alternating-current  circuits  is  known  as  the  skin 
effect.  This  is  found  in  cables  of  large  cross-section  and  is  due 
to  the  fact  that  the  currents  passing  through  the  strands 
around  the  outer  surface  of  the  cable  induce  a  pressure  in  the 
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strands  near  the  center  which  opposes  the  flov/  of  current 
and  causes  the  outer  strands  to  carry  the  greater  part  of  the 
load  of  the  cable.  In  very  large  cables  the  current  in  the  center 
strands  is  found  to  be  so  small  that  it  is  desirable  to  build  up 
large  cables  about  a  core  of  nonconducting  material.  This 
puts  the  working  metal  near  the  outer  layer  and  makes  a  more 
economical  cable.  Cables  over  500,000  cm.  are  often  made 
in  this  manner  where  they  are  to  be  used  on  60-cycle  current, 
and  over  1,000,000  cm.  on  25  cycles. 

The  rule  for  the  calculation  of  the  skin  effect  is  a  quite  com- 
plicated one,  as  it  involves  the  frequency,  area  of  conductor, 
permeability  of  metal,  temperature  coefi5cient,  etc.     It  is  suf- 


TABLE  XXIV. —  SKIN-EFFECT   COEFFICIENTS. 


Coefficient. 

Coefficient. 

Cir.  mils  X  fre- 

Cir. mils  X  fre- 
quency. 

quency. 

Copper. 

Aluminum. 

Copper. 

Aluminum. 

10,000,000 

1. 000 

1. 000 

_    80,000,000 

1.158 

1.069 

20,000,000 

1.008 

1. 000 

90,000,000 

I- 19s 

1.085 

30,000,000 

1.025 

1 .006 

100,000,000 

1.23 

1. 104 

40,000,000 

1.045 

1. 015 

125,000,000 

1-332 

1. 151 

50,000,000 

1.07 

1 .026 

150,000,000 

1.433 

X.  206 

60,000,000 

1.096 

1.04 

175,000,000 

I-S3 

I.  266 

70,000,000 

1. 1 26 

I   053 

200,000,000 

1.622 

I  33 

ficient  for  all  practical  purposes  to  know  that  the  skin  effect 
is  proportional  to  the  product  of  the  frequency  by  the  circular 
mils.  The  higher  this  product,  the  more  the  resistance  of  the 
cable  is  increased  by  the  skin  effect.  The  resistance  factors 
corresponding  to  various  values  of  circular  mils  and  frequency 
are  given  in  Table  XXIV.  To  determine  the  skin  effect  of  a 
cable  having  an  area  of  1,000,000  cm.,  carrying  current  at 
60  cycles,  refer  to  Table  XXIV  opposite  the  product  60,000,000. 
The  resistance  factor  is  1.096.  The  resistance  of  1,000,000 
cm.  cable  to  direct  current  at  68  degrees  F.  being  .0103,  the 
effective  resistance  is  .0103  X  1.096  =  .01129  when  the  cable 
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carries  alternating  current  at  a  frequency  of  60  cycles.  The 
resistance  drop  is  increased  9.6  per  cent  by  the  skin  effect  in 
this  size  of  cable. 

Electrostatic  Capacity.  —  Alternating-current  circuits  are 
subject  to  electrostatic-capacity  phenomena  which  have  an 
important  bearing  at  the  higher  transmission  voltages  and 
frequencies.  A  line  is  charged  and  recharged  with  each 
alternation  of  the  voltage.  A  charging  current  flows  in  such 
a  circuit,  which  is  proportional  to  the  rate  of  change  of  the 
impressed  voltage.  The  rate  of  change  being  greatest  when 
the  electromotive  force  wave  is  passing  through  zero,  the 
charging  current  is  at  its  maximum  at  that  instant,  and  there- 
fore is  one-quarter  cycle  ahead  of  the  impressed  voltage  wave. 
The  charging  current  is  a  half  cycle  ahead  of  the  inductive 
component,  which  is  a  quarter  cycle  behind  the  voltage  wave, 
and  therefore  tends  to  neutralize  the  effect  of  self-induction. 
At  ordinary  distributing  voltages  and  frequencies  the  capacity 
effect  is  too  small  to  be  of  any  consequence-  in  the  solution  of 
line-drop  problems  and  need  not  be  considered. 

At  transmission  voltages  and  distances  it  becomes  a  matter 
of  considerable  importance  in  some  cases. 

The  charging  current  of  a  circuit  varies  with  its  electro- 
static capacity,  its  length  and  the  voltage  and  frequency  at 
which  it  is  operated. 

The  capacity  of  an  overhead  circuit  is  fixed  by  the  distance 
between  the  conductors  and  by  their  size.  With  insulated 
conductors  surrounded  by  a  lead  sheath,  the  capacity  is  further 
affected  by  the  dielectric  constant  of  the  insulating  material. 

The  capacity  of  a  single-phase  circuit  strung  in  the  open 

air  per  1000  feet  of  circuit  is  C  =  '■ — ^~^  microfarads,  when 

log- 

D  is  the  distance  between  centers  of  conductors  and  r  is  half 
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the  diameter  of  the  conductor.    The  logarithm  is  the  common 
logarithm. 

Calculation  of  Charging  Current.  —  The  charging  current  of 

a  single-phase  circuit  is  /  =  — ^ —  amperes,  when  d  is  the 

1,000,000 

distance  in  thousands  of  feet,  /  is  the  frequency,  C  is  the 

capacity  and  E  is  the  voltage  between  conductors. 

For  example,  in  a  circuit  consisting  of  two  No.  oB.  &  S. 

wires  strung  60  inches  apart,  200,000  feet  in  length  and  operated 

at  40,000  volts,  and  60  cycles,  the  charging  current  would  be 

r      6.28  X  200  X  60  X  C  X  40,000 

I  = =^-^ amperes. 

1,000,000 

^^.003677  ^£03677^ 

,     D        ,60 
log  -        log  -— 
r  .162 

whence 

,      6.28  X  20O  X  60  X  .0014^  X  40,000 

/  = ^^ ^^— ^ =  4.3  amperes. 

1,000,000 

2 
The  charging  current  of  a  three-phase  circuit  is  —1=.  times 

^3 
that  of  a  similar  single-phase  circuit  at  the  same  voltage  and 
frequency. 

That  is,  if  the  No.  o  circuit  above  referred  to  were  a  three- 
phase  circuit  operating  at  40,000  volts  with  conductors  equally 
spaced,  the  charging  current  would  be 

J.  2    X  4-3  z; 

/  = ^^  =  4.06  amperes. 

1-73 

The  ratio  of  -^=is  1.155,  ^"^d  it  is  therefore  useful  to  bear  in 
^3 
mind  the  fact  that  the  charging,  current  of  a  three-phase  circuit 
is  15.5  per  cent  greater  than  for  a  similar  single-phase  circuit. 
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The  charging  current  of  4.96  amperes  on  the  three-phase 

,.  , ,  •      4-q6  X  ^  X  40,000  ,  c 

line  would  require  ^^ ^ ^^-^ =  344  kv-a.  of  genera- 

1.73  X  1000 

tor  capacity  to  charge  the  line  when  no  load  was  being  de- 
livered. 

When  an  inductive  load  is  being  delivered  the  lagging  com- 
ponent of  the  load  tends  to  offset  the  leading  current  required 
to  charge  the  line.  In  this  case  it  would  require  a  lagging 
compopent  of  344  kv-a.  to  bring  the  power  factor  to  100 
per  cent. 

An  inductive  load  of  80  per  cent  power  factor  has  a  60  per 
cent  inductance  factor.  344  is  60  per  cent  of  573  kv-a. 
Hence  an  inductive  load  of  573  kv-a.  at  80  per  cent  power 
factor  at  the  point  of  delivery  would  produce  a  power  factor 
of  100  per  cent  at  the  generating  station. 

The  line  current  leaving  the  generating  station  under  these 
conditions  would  be  about  80  per  cent  of  that  entering  the 
step-down  transformers  at  the  point  of  delivery.  The  line 
drop  is  therefore  somewhat  less  than  it  would  be  without  the 
charging  current,  and  somewhat  greater  than  it  woiild  be  if 
the  power  factor  were  100  per  cent  at  both  ends  of  the  line. 
At  higher  power  factors  the  wattless  current  is  a  smaller 
proportion  and  the  load  required  to  bring  the  power  factor 
up  to  100  per  cent  at  the  generator  is  greater.  The  charging 
current  per  1000  feet  of  wire  at  1000  volts  three-phase  line 
pressure  is  given  in  Table  XXV  for  60  Gy<;les.  The  values  at 
other  voltages  or  frequencies  are  proportionately  higher.  At 
40,000  volts,  the  values  in  the  tables  should  be  multiplied  by 
40,  or  at  25  cycles  they  are  ff  of  those  in  the  table. 

The  tendency  of  the  charging  current  to  raise  the  power 
factor  of  the  line  current  tends  to  reduce  the  line  drop  where 
the  load  is  of  an  inductive  character.  With  very  long  lines 
and  high  voltages,  it  is  not  unusual  to  have  a  line  charging 
current  so  high  that  the  power  factor  is  a  lea,ding  one  most 
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TABLE  XXV. -CHARGING  CURRENT  THREE-PHASE  CIRCUITS  IN  AIR. 


Amperes  per  icoo  feet,  per  looo  volts,  at  60  cycles. 

Size  of  con- 
ductor. 

Distance  between  centers. 

Jin. 

I  in. 

24  in. 

36  in. 

48  in. 

60  in. 

73  in. 

350,000 
0,000 

.000867 
.000819 

.000788 
.000749 

.000745 
.000710 

.00071 
.000679 

.000688 

.00312 

.0025 

. 000658 

000 

.00284 

.00233 

.000797 

.000732 

.000693 

. 000666 

.000645 

00 

.0026 

.00216 

•000775 

.000714 

.000679 

. 000649 

.000632 

0 

.00241 

.00202 

.000758 

.000701 

.000662 

.000640 

.000618 

I 

.00224 

.0019 

. 000740 

.000684 

. 000649 

.000623 

.000605 

2 

.00209 

.0018 

.000719 

.000666 

.000636 

.00061 

.000592 

4 

.00185 

.00161 

.000688 

. 000640 

.00061 

.000588 

.000571 

6 

.00165 

.00146 

. 000645 

. 000605 

.000575 

•OOOSS7 

.000544 

8 

.00150 

.00134 

.000623 

.000579 

.000557 

. 000540 

.000523 

10 

.00137 

.00124 

.000597 

.000562 

.000536 

.000523 

.000510 

of  the  time.  With  an  So-mile  line  operating  at  60,000  volts, 
60  cycles,  it  requires  an  inductive  load  of  about  2800  kv-a. 
at  80  per  cent  power  factor  to  neutralize  the  line  charging  cur- 
rent. At  loads  less  than  3000  kv-a.  the  power  factor  would 
be  leading  and  the  inductive  component  of  the  line  drop 
would  tend  to  raise  the  power  factor.  The  charging  current  of 
long  high-voltage  lines  places  restrictions  upon  the  size  of  the 
generating  and  transforming  equipment  in  some  cases.  For 
instance,  a  generating  station  supplying  an  80-mile  60,000-volt 
line  should  not  have  a  generator  rated  at  less  than  1500  to 
2000  kv-a.,  as  the  line  charging  current  is  about  1600  kv-a. 
and  it  would  be  impossible  to  excite  the  line  at  full  pressure 
from  a  smaller  machine  running  singly  without  overloading  it. 

Charging  Current  of  Cables.  —  In  underground  cable  work 
the  effect  of  charging  current  is  greatly  increased  by  the  re- 
duced separation  of  polarities  while  the  inductive  effect  is 
correspondingly  decreased  thereby.  The  charging  current 
cannot  be  determined  so  easily,  however,  as  in  the  case  of  the 
overhead  line,  since  the  dielectric  in  the  cable  is  not  air  and 
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the  dielectric  constant  of  the  insulation  must  be  taken  into 
account.  The  formula  for  the  capacity  of  a  three-phase  three- 
conductor  cable  in  one  lead  sheath  is  more  complex  than  that 
for  overhead  lines.    The   capacity  per  looo  feet  of  cable  is 

^  = '°°2fL iTs  microfarads, 

when  K  is  the  dielectric  constant,  a  is  the  distance  from  the 
center  of  the  cross-section  of  the  cable  to  the  center  of  the 
conductors,  R  is  the  radius  of  the  inside  of  the  lead  sheath 
and  r  is  the  radius  of  the  conductor. 

The  charging  current  is  /= '■ — ,  as  in  the  case 

1.73X1,000,000 

of  the  three-phase  overhead  line. 

Dielectric  Constants.  —  The  value  of  K,  the  dielectric  con- 
stant in  such  calculations,  must  be  determined  experimentally 
by  tests  on  samples  of  cable.  It  varies  with  different  materials 
and  with  variation  of  temperature  with  the  same  material. 
In  paper  cable  the  different  oils  used  to  impregnate  the  paper 
are  likely  to  have  different  constants. 

The  value  of  the  dielectric  constant  of  air  is  i,  that  of  vul- 
canized rubber  is  3.5,  manila  paper,  dry,  is  1.8,  manila  paper 
and  resin  oil  is  2.4,  and  varnished  cambric  is  3.5.  The  effect  of 
temperature  on  the  three  principal  kinds  of  cable  insulation 
is  shown  in  Table  XXVI.  This  table  contains  coefficients  by 
which  the  value  of  dielectric  constants  should  be  multiplied 
as  the  temperature  rises  above  60  degrees  F.  The  general 
effect  of  increase  in  temperature  is  to  decrease  the  dielectric 
constant  and  therefore  the  charging  current. 

The  length  and  voltage  of  cable  systems  is  usually  such 
that  the  charging  current  is  not  sufficient  to  cause  any  operat- 
ing inconvenience.    In  the  25-cycle  9000-volt  system  of  the 
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TABLE  XXVI.— VARIATION  OF  DIELECTRIC  CONSTANT  WITH 
TEMPERATURE. 


Temperature  coefScients. 

Temperature  F. 

60 

70 

80 

90 

100 

110 

120 

140 

Oiled  paper 

Varnished  cloth  . 
Rubber 

1 .00 
1. 00 
I.  00 

.89 

.go 

■97 

•7S 
•79 
•93 

.60 
.70 
.89 

.46 
.60 
•  84 

•34 
•SO 
.80 

•2S 

•42 
.76 

■14 
•31 

.66 

Chicago  central  station  company  the  charging  current  of  the 
three-conductor  4/0  cable  is  about  .24  amperes  per  mile  per 
conductor,  or  24  amperes  per  100  miles.    This  amounts  to 

— 2 ^  =  370  kv-a.  per  100  miles. 

1.73  X  1000 

With  20,000-volt  60-cycle  cables  the  charging   current  is 

about  four  times  that  of  the  25-cycle  cable  above  cited  and 

its  effect  becomes  noticeable  in  a  large  system. 
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Alley  arms,  242. 

Aluminum  wire  table,  416. 

Arc  lighting,  1-6. 

Arm  bolts  and  braces,  244-247. 

Arms,  241-243. 

Automatic  regulators,  89-90. 

Auto-transformers,  162-164. 

Battery  stations,  77-82. 
Boosters: 

transformer,  154-157- 

cut-out  for,  158. 

three-phase,  159-161. 
Braces,  cross-arm,  245. 
Bus-bar  connections: 

transformer  substation,  54. 

low-tension,  68. 
Bus-pressure  regulation,  86. 

Cables: 

types  of,  298-302. 

insulation,  304-309. 

weight  and  dimensions,  306-308. 

carrjang  capacity,  310-314. 

routing  of,  321. 

installation  of,  322-325. 

jointing,  326,  327. 

emergency  switching,  331-334. 

terminals,  328-330. 

temperature,  316-319. 
Capacity,  electrostatic,  446. 
Charging  current  wires,  447. 

cables,  449. 
Choking  transformer  connections,  155. 
Circuit  brealiers,  191-193. 


Compensators,  line-drop: 

Westinghouse,  97-98. 

General  Electric,  99,  100. 

calculation  of  settings,  100,  loi. 

diagrams  of  connections,  102-106. 
Conduit  systems: 

early  varieties,  275-277 

design,  278-281. 

manholes,  282-285. 

installation  of,  289-291. 

cost  of,  292-297. 
Connections,  special  schemes  of,  144, 

151- 
Constant  current  transmission,  g-io. 
Converters,  synchronous,  72-75. 

starting  of,  75-76. 

vertical,  78. 
Cost  of: 

service,  381-385. 

motor  generators,  67. 

synchronous  converters,  67. 

conduit  construction,  292-297. 

manholes,  296. 
Cross  arms,  241-243. 
Current-carrying  capacity: 

underground  cables,  310-314. 

overhead  wires,  419-420. 

inside  wiring,  419. 

Depreciation,  336,  337. 
Dielectric  constants,  451. 
Direct-current  systems,  30-32. 
Disconnectives,  cable  emergency,  331. 
Diversity  factor: 
definition,  354,  355. 
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Diversity  factor: 

nature  of,  356-359- 

analysis  of  customers,  360-365. 

on  feeder  system,  367. 

in  substations,  368. 

total,  369. 

relation  to  investment,  371. 
Double  arming,  243. 
Drop  in  voltage  in: 

D.C.  circuits,  421. 

three-wire  circuits,  423. 

alternating  circuits,  431. 

Mershou  method,  433. 

two-phase  circuits,  436. 

three-phase  circuits,  438. 

four-wire  three-phase  circuits,  441. 
Duct,  tile: 

specification  for,  288. 

forms  of,  289. 

installation  of,  289-291. 

Economics: 

secondary  distribution,  132. 

feeder  conductors,  335-353. 
Edison  tube  system,  271-274. 
three-wire  system,  10-12. 
Efficiencies: 

motor  generators,  66-67. 

synchronous  converters,  66-67. 

transformers,  125. 
Emergency  disconnectives,  28-29. 
Enclosed  fuses,  174-176. 

Feeders: 

single-phase,  15. 

two-phase,  16-18. 

three-phase,  19-23. 
Feeder  regulators,  88. 
Frequency  changers,  60-64. 
Fuse  boxes,  high-tensioa,  188,  190. 
Fuses,  179-190. 
Fuses,  use  of,  179. 

on  primary  lines,  190. 


Grounding  cap,  266. 
Grounding  secondaries,  265-267. 
Guy  cables,  235. 
Guying,  231-236. 

Handholes,  service,  288. 
History  of: 

arc  lighting,  1-2. 

incandescent  lighting,  8-9. 

secondary  distribution,  130,  131. 

protective  devices,  173. 

conduit  systems,  275. 

Inductivefactor,  431. 

Inductive  reactance,  426. 

Insulation  of  cables,  304-309. 

Insulators,  line-wire,  248-250. 

Insulators,  strain,  237. 

Iron  losses,  transformer,  112,  117, 126. 

Joint  occupancy  of  poles,  261. 
Jointing  of  cables,  326. 
Junction  boxes : 

low-tension,  182-185. 

high-tension,  330. 

Laterals,  underground,  288. 
Leakage  current,  transformer,  no. 
Lightning  arresters,  203-211. 
Line-drop  compensators: 

Westinghouse,  97-98. 

General  Electric,  99-100. 

calculations  of  settings,  loo-ioi. 

diagram  of  connections,  102-106. 
Load  factor,  369,  370. 
Loss  factor,  345. 
Loss  on  feeders,  346. 

Manholes,  underground,  cost  of,  296. 
Motor  generators : 

synchronous  ds.  induction,  66,  67. 

efficiency  and  cost,  67. 

frequency  changers,  60-64. 
Mutual  induction,  443, 
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Networks,  low-tension,  30-32. 

regulation  of,  83-85. 

alternating  secondary,  139-141. 

fusing  of,  182-187. 
Network  protector,  186-187. 

Oil  switches,  types  of,  191. 
Oil  switches  in  substations,  58-59. 
Open  delta  connection,  166,  167. 
Overhead  construction: 

poles,  kinds  and  strength,  213. 

location  of  poles,  223-225. 

setting,  229,  230. 

guying,  231-236. 

double  arming,  243. 

braces  and  hardware,  245. 

pins,  245-247. 

Pins,  wooden,  245,  246. 

iron,  247. 
Pole  construction: 

kinds  of  wood,  213-216. 

steel,  217-218. 

strength,  221. 

selection,  223-225. 

setting,  229,  230. 

guying,  231-236. 
Poljfphase  boosters,  transformer,  159- 

161. 
Potheads,  328-330. 
Power,  secondary  mains  for,  142. 
Pressure  drop: 

D.C.  circuits,  421. 

three-wire  circuits,  423. 

alternating  circuits,  431-435. 

polyphase  circuits,  436-439. 
Pressure  regulation,  83-88. 
Primary  mains,  26-27. 
Protective  apparatus: 

fuses,  174-178. 

application  of  fuses,  179-181. 
low-tension  fuses,  182-185. 
high-tension  fuses,  188-190. 
circuit  breakers,  191-193. 


Protective  apparatus: 
relay  control,  194. 
Merz-Price  system,  196-198. 
lightning  arresters,  203-211. 

Rate  making,  378. 
Reactance  of  wires,  316. 
Regulation  of  pressure,  83. 
transformers,  148-150. 
Regulators: 

feeder,  88-90. 

automatic,  89-90. 

Tirrill,  86-87. 
Relays,  194-198. 
Reserve  capacity: 

lines,  38. 

transforming  apparatus,  53. 
Resistance  of  wires,  402. 
Rotary  converters: 

efficiency  and  cost  of,  67. 

starting  of,  75-76. 

six-phase,  72-75. 

vertical,  78. 
Routing  of  underground  cables,  321. 

Sag  and  tension  of  wires,  253-257. 
Sag  at  various  temperatures,  259. 
Secondary  distribution: 

periods  of  development,  131. 

economical  size,  132-138. 

spacing  of  transformers,  136. 

networks,  139-141. 

power  service,  142. 

polyphase  systems,  143-144. 

transformer  sizes,  145,  146. 
Secondary  grounds,  265-267. 
Series  circuits,  4-6. 
Series  cutouts,  7-8. 
Series  systems,  1-3. 
Service  connections: 

overhead,  268-270. 

underground,  286. 
Side  arms,  242. 
Single-phase  systems,  15. 
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Single-phase  from  three-phase,  172. 

Skin  effect,  444. 

Starting  of  synchronous  converters, 

75-76. 
Storage-battery  substations,  77-82. 
Substations: 

establishment  of,  49. 

transformer,  51-59. 

frequency-changer,  60-64. 

direct-current,  65-76. 

storage-battery,  77-82. 
Switchboards: 

high-tension,  58-59. 

low-tension,  66-70. 

storage-battery,  80-82. 
Synchronous  converter,  72-75. 

vertical  type,  78. 

Tables: 

B.  &  S.  gauge,  410,  411. 

reactance  of  wires,  428. 

charging  current,  449. 

cost  and   efficiency   of   converting 
apparatus,  66,  67. 

cost  of  second  distribution,  132. 

conduit  construction,  294-295. 

manhole  costs,  296. 

weight   and   size   of   lead   covered 
cables,  306-308. 

insulation  of  cables,  309. 

cost  of  lead  cables,  341. 

diversity  factors,  362. 

physical  properties  of  wire,  410. 

aluminum  cables,  416. 

dielectric  constants,  451. 
Temperature  coefficients,  407. 
Tension  of  wires,  253-257. 
Three-phase  systems,  19-25. 
Three-phase  transformers,  127-129. 
Three-phase  connections: 

open  delta,  166,  167. 

T  connection,  169. 

to  two-phase,  168-170. 
Three-wire  Edison  system,  9-13. 


Tie  wires,  252. 

Tirrill  regulator,  86,  87. 

Training  cables,  323. 

Transformer  installations,  262-264. 

Transformers: 

general  theory,  108. 

design  of,  in,  112. 

efficiency,  125. 

iron  loss,  112. 

types  of  core,  114-117. 

copper  loss  and  cooling,  118-120. 

ratio  of  transformation,  109. 

regulation,  121. 

on  inductive  load,  142. 

insulation,  121. 

three-phase,  127-129. 

selection  of  sizes,  145,  146. 

diagrams  of  connection,  151. 

boosters,  154-157. 

auto-transformers,  162-164. 

fuses,  188-190. 
Transmission  systems,  34. 

voltage,  35. 

frequency,  37. 

reserve  lines,  38. 

interurban  lines,  43. 
Two-phase  systems,  16-18. 
Two-phase    three-phase    transforma- 
tions, 168-170. 

Underground  construction: 
Edison  tube  system,  271-274. 
conduit  systems,  275-277. 
design  of  conduit  line,  278-281. 
manholes,  282-285. 
service  connections,  286-288. 
installation,  289-291. 
cost,  292-297. 

Voltage  drop: 

direct-current,  421. 
three-wire  system,  423. 
alternating  circuits,  431. 
Mershon  method,  433. 
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Voltage  drop: 

two-phase  circuit,  436. 
three-phase      three-wire      circuit, 

438- 

three-phase  four-wire  circuit,  441. 
Voltage  regulation: 

in  networks,  83-85. 

alternating  feeders,  86. 

bus-bar,  86-88. 

line-drop  compensators,  96-100. 
Voltage  regulators,  88-90. 

automatic,  90-95. 

TirriU,  87. 
Voltages  of  transmission,  35. 


Weight  of  cables,  306-308. 
Wind  pressure  on  poles,  22. 
Wire: 

weatherproof,  251. 

copper  clad,  417. 

expansion  and  contraction,  257-259. 

stringmg,  251. 

sag  at  various  temperatures,  259. 

arrangement  on  pole,  260. 

resistance  o£,  402. 

temperature  coefficient,  407. 
Wire  gages,  395-399. 
Wire,  physical  properties  of,  412-414. 
Wire  table  B,  &  S.  gauge,  410. 
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Bleaching,  Dyeing  and  Finishing  of  Fabrics 8vo, 

Cary,  E.  R.    Solution  of  Railroad  Problems  With  the  Use  of 

the  Slide  Rule i6mo,    *i  00 

easier,  M.  D.     Simplified  Reinforced  Concrete  Mathematics, 

lamo,  *i  00 
Cathcart,  W.  L.  Machine  Design.  Part  I.  Fastenings  8vo,  *3  00 
jCathcart,   W.   L.,   and   Chaffee,   J.   I.     Elements   of  Graphic 

Statics    8vo,    *3  00 

oS  I       'orazi  ••■,••■■: soiqdBjg  ui  asinoo   ^tioqg 

Caven,  R.  M.,  and  Lander,  G.  D.    Systematic  Inorganic  Chem- 
istry     i2mo, 

Chalkley,  A.  P.    Diesel  Engines 8vo, 

Chalmers,  T.  W.     The   Production  and  Treatment  of  Veg- 
etable  Oils 4to, 

Chambers'  Mathematical  Tables 8vo, 

Chambers,   G.  F.     Astronomy i6mo, 

Chappel,  E.    Five  Figure  Mathematical  Tables 8vo, 

Chamock.     Mechanical   Technology 8vo, 

Charpentier,    P.     Timber 8vo, 

Chatley,  H.     Principles  and  Designs  of  Aeroplanes.    (Science 

Series.)    i6mo, 

How  to   Use  Water  Power lamo, 

Gyrostatic   Balancing 8vo, 
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Child,  C.  D.     Electric  Arcs 8vo,    *2  oo 

Christian,   M.     Disinfection  and  Disinfectants.     Trans,   by 

Chas.   Salter    lamo,      2  00 

Christie,  W.  W.     Boiler-waters,  Scale,  Corrosion,  Foaming, 

8vo,    *3  00 

Chimney  Design  and  Theory j ^ 8vo,    *3  00 

Furnace  Draft.    (Science  Series,  No.  123) i6mo,      o  50 

Water,  Its  Purification  and  Use  in  the  Industries 8vo,    *2  00 

Church's  Laboratory  Guide.    Rewritten  by  Edward  Kinch.Svo,    *i  50 

Clapham,  J.  H.  Woolen  and  Worsted  Industries 8vo,      2  00 

Clapperton,  G.     Practical  Papennaking 8vo,      2  50 

Clark,  A.  G.     Motor  Car  Engineering. 

Vol.'  I.    Construction *3  00 

Vol.  II.     Design {In   Press.) 

Clark,  C.  H.     Marine  Gas  Engines.     New  Edition (In  Press.) 

Clark,  J.  M.    New  System  of  Laying  Out  Railway  Turnouts, 

i2mo,      I  00 
Clarke,  J.  W.,  and  Scott,  W.    Plumbing  Practice. 

Vol.      I.    Lead  Working  and  Plumbers'  Materials.  .8vo,    *4  00 

Vol.    II.    Sanitary  Plumbing  and  Fittings (In  Press.) 

Vol.  III.    Practical  Lead  Working  on  Roofs (In  Press.) 

Clarkson,  E.  B.    Elementary  Electrical  Engineering. 

(In  Press.) 
Clausen-Thue,  W.    ABC  Universal  Commercial  Telegraphic 

Code.     Sixth  Edition (In  Press.) 

Clerk,    D.,    and   Idell,   F.    E.     Theory    of    the    Gas   Engine. 

(Science  Series  No.  6a.) iSmo,      o  50 

Clevenger,   S.   R.     Treatise   on   the  Method   of   Government 

Surveying   i6mo,  mor.,      2  50 

Clouth,  F.    Rubber,  Gutta-Percha,  and  Balata 8vo,    *5  00 

Cochran,  J.    Treatise  on  Cement  Specifications 8vo,    *i  00 

^  Concrete  and  Reinforced  Concrete  Specifications. ..  .8vo,    *2  50 

Cochran,  J.    Inspection  of  Concrete  Construction 8vo,    *4  00 

Cocking,  W.  C.  Calculations  for  Steel-Frame  Structures.  lamo,  2  25 
Coffin,  J.  H.  C.  Navigation  and  Nautical  Astronomy.  .i2mo,  '*'3  50 
Colburn,  Z.,  and  Thurston,  R.  H.     Steam  Boiler  Explosions. 

(Science  Series  No.  2.) i6mo,      o  50 
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Cole,  H.  S.    Treatise  on  Photographic  Optics i2mo,  i  50 

Coles-Finch,  W.     Water,  Its  Origin  and  Use 8vo,  *5  00 

Collins,    C.    D.      Drafting    Room    Methods,    Standards    and 

Forms 8vo,  200 

Collins,  J.  £.     Useful  Alloys  and  Memoranda  for  Goldsmiths, 

Jewelers i6mo,  o  50 

CoUis,  A.  G.    High  and  Low  Tension  Switch-Gear  Design. 8vo,  *3  50 

Switchgear.     (Installation  Manuals  Series.) i2mo,  o  50 

Comstock,  D.  F.,  and  Troland,  L.  T.    The  Nature  of  Matter 

and    Electricity i2mo,  1  00 

Coombs,  H.  A.     Gear  Teeth.     (Science  Series  No.  120). .  .i6mo,  o  50 

Cooper,  W.  R.     Primary  Batteries 8vo,  "4  00 

Copperthwaite,  W.  C.     Tunnel  Shields 4to,  *9  00 

Corfield,  W.  H.  Dwelling  Houses.  (Science  Series  No.  50.)  i6mo,  o  50 

Water  and  Water-Supply.     (Science  Series  No.  17.). .  i6mo,  o  50 

Cornwall,  H.  B.     Manual  of  Blow-pipe  Analysis 8vo,  *2  56 

Cowee,  G.  A.    Practical  Safety  Methods  and  Devices. . .  .8vo,  *3  00 

Cowell,  W.  B.     Pure  Air,  Ozone,  and  Water i2mo,  *2  00 

Craig,  J.  W.,  and  Woodward,  W.  P.    Questions  and  Answers 

about  Electrical  Apparatus izmo,  leather,  i  50 

Craig,  T.    Motion  of  a  Solid  in  a  Fuel.     (Science  Series  No.  49.) 

i6mo,  o  50 

Wave  and  Vortex  Motion.     (Science  Series  No.  43.) .  i6mo,  o  50 

Cramp,  W.     Continuous  Current  Machine  Design 8vo,  *2  50 

Creedy,  F.   Single-Phase  Commutator  Motors 8vo,  *2  00 

Crehore,  A.  C.    Mystery  oi  Matter  and  Energy i2mo,  i  00 

Crocker,  F.  B.     Electric  Lighting.     Two  Volumes.     8vo. 

Vol.   I.     The  Generating  Plant 3  00 

Vol.  Ill    Distributing  Systems  and  Lamps 

Crocker,  F  B.,  and  Arendt,  M.     Electric  Motors 8vo,  *2  50 

and  Wheeler,  S.  S.    The  Management  of  Electrical  Ma- 
chinery  i2mo,  *i  00 

Cross,  C.  F.,  Bevan,  E.  J.,  and  Sindall,  R.  W.     Wood  Pulp  and 

Its  Applications.     (Westminster  Series.) 8vo,  *2  00 

Crosskey,  L.  R.    Elementary  Peigpective 8vo,  i  25 

Crosskey,  L.  R.,  and  Thaw,  J.     Advanced  Perspective.' 8vo,  150 

CuUey,  J.  L.    Theory  of  Arches.    (Science  Series  No.  87.).  i6mo,  050 
Gushing,  H.  C,  Jr.,  and  Harrison,  N.    Central  Station  Man- 
agement      *2  00 

Dadourian,  H.  M.    Analytical  Mechanics 8vo.  *3  00 
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Dana,  R.  T.    Handbook  of  Construction  Plant.  .i2mo,'  leather,  *5  oo 

Handbook  of  Construction  Efficiency {In  Press.) 

Danby,  A.    Natural  Rock  Asphalts  and  Bitumens 8vo,  *2  50 

Davenport,  C.     The  Book.     (Westminster  Series.) 8vo,  *2  00 

Davey,  N.    The  Gas  Turbine 8vo,  *4  00 

Da  vies,  F.  H.      Electric  Power  and  Traction 8vo,  *2  00 

Foimdations  and  Machinery  Fixing.   (Installation  Manuals 

Series)    i6mo,  *i  00 

Deerr,  N.    Sugar  Cane 8vo,  8  00 

Deite,  C.     Manual  of  Soapmaking.     Trans,  by  S.  T.  King.  .4tOj  *S  00 
De  la  Couz,  H.     The  Industrial  Uses  of  Water.     Trans,  by  A. 

Morris 8vo,  *4  50 

Del  Mar,  W.  A.     Electric  Power  Conductors 8vo,  *2  00 

Denny,  G.  A.     Deep-Level  Mines  of  the  Rand 4to,  *io  00 

— =:  Diamond  Drilling  for  Gold *S  00 

De  Roos,  J.  D.  C.     Linkages.     (Science  Series  No.  47.).  ..i6mo,  o  50 

Derr,  W.  L.     Block  Signal  Operation Oblong  i2mo,  *r  50 

Maintenance  of  Way  Engineering (In  Preparation.) 

Desaint,  A.     Three  Hundred  Shades  and  How  to  Mix  Them. 

8vo,  8  00 

De  Varona,  A.     Sewer  Gases.     (Science  Series  No.  55.).. ■  i6mo,  050 
Devey,R.  G.    Mill  and  Factory  Wiring.     (Installation  Manuals 

Series.) i2mo,  *i  00 

Dibdin,  W.  J.    Purification  of  Sewage  and  Water 8vo,  6  so^ 

Dichman,  C.    Basic  Open-Hearth  Steel  Process 8vo,  *3  50 

Dieterich,  IC.    Analysis  of  Resins,  Balsams,  and  Gum  Resins 

8vo,  *3  00 

Dil worth,  E.  C.     Steel  Railway  Bridges 4to,  *4  00 

Dinger,  Lieut.  H.  C.     Care  and  Operation  of  Naval  Machinery 

i2mo. 

Dixon,  D.  B.    Machinist's  and  Steam  Engineer's  Practical  Cal- 
culator   i6mo,  mor.,  i  25 

Dodge,  G.  F.     Diagrams  for  Designing  Reinforced  Concrete 

Structures    folio,  *4  00 

Dommett,  W.  E.     Motor  Car  Mechanism i2mo,  *i  50 

Dorr,  B.  F.    The  Surveyor's  Guide  and  Pocket  Table-book. 

i6mo,  mor.,  2  00 
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Draper,   C.   H.     Elementary   Text-book   of   Light,    Heat   and 

Sound i2mo,  i  00 

Draper,  C.  H.      Heat  and  the  Principles  of  Thermo-dynamics, 

i2mo,  2  00 

Oron,  R.  W.     Mining  Formulas lamo,  i  00 

Duhhel,  H.    High  Power  Gas  Engines 8vo,  *5  oq 

Dumesny,  P.,  and  Noyer,  J.    Wood  Products,  Distillate?,  and 

Extracts 8vo,  *4  50 

Duncan,  W.  G.,  and  Penman,  D.     The  Electrical  Equipment  of 

Collieries 8vo,  *4  00 

Dunkley,  W.  G.    Design  of  Machine  Elements 2  vols. 

i2mo,  each,  *i  50 
Dunstan,  A.  E.,  and  Thole,  F.  B.  T.    Textbook  of  Practical 

Chemistry ismo,  *i  40 

Durham,  H.  W.     Saws 8vo,  2  50 

Duthie,    A.    L.     Decorative    Glass    Processes.     (Westminster 

Series) 8vo,  *2  00 

Dwight,  H.  B.     Transmission  Line  Formulas 8vo  *2  00 

Dyson,  S.  S.     Practical  Testing  of  Raw  Materials 8vo,  *s  00 

and  Clarkson,  S.  S.    Chemical  Works 8vo,  *^  50 

Eccles,  W.  H.     Wireless  Telegraphy  and  Telephony.  .i2mo,  *4  50 
Eck,  J.    Light,  Radiation  and  Illumination.    Trans,  by  Paul 

Hogner 8vo,  *2  50 

Eddy,  H.  T.     Maximum  Stresses  under  Concentrated  Loads, 

8V0,  I  50 
Eddy,  L.   0.     Laboratory   Manual   of  Alternating  Currents, 

i2mo,  0  50 

Edelman,  P.    Inventions  and  Patents i2mo  *i  50 

Edgcumbe,  K.     Industrial  Electrical  Measuring  Instruments . 

8vo,    (In  Press.) 
Edler,  R.    Switches  and  Switchgear.    Trans,  by  Ph.  Laubach. 

8vo,  *4  00 

Eissler,  M.    The  Metallurgy  of  Gold 8vo,  7  50 

The  Metallurgy  of  Silver Svo,  4  oo 

The  Metallurgy  of  Argentiferous  Lead Svo,  5  00 

A  Handbook  of  Modern  Explosives 8vo,  5  00 

Ekin,  T.  C.      Water  Pipe  and    Sewage    Discharge  Diagrams 

folio,  *3  00 
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Electric  Light  Carbons,  Manufacture  of 8vo,  i  oo 

Eliot,  C.  W.,  and  Storer,  F.  H.    Compendious  Manual  of  Qualita- 
tive Chemical  Analysis l  . . . .  lamo,  "i  25 

Ellis,  C.    Hydrogenation  of  Oils.. 8vo,   {In  Press.) 

Ellis,  6.    Modern  Technical  Drawing .8vo,  *2  00 

Ennis,  Wm.  D.     Linseed  Oil  and  Other  Seed  Oils 8 vo,  *4  00 

Applied  Thermodynamics 8vo,  *4  50 

Flying  Machines  To-day i2mo,  *i  50 

Vapors  for  Heat  Engines izmo,  *i  00 

Ermen,  W.  F.  A.     Materials  Used  in  Sizing 8vo,  *2  00 

Erwin,  M.     The  Universe  and  the  Atom i2mo,  *2  00 

Evans,  C.  A.     Macadamized  Roads (In  Press.) 

Ewing,  A.  J.     Magnetic  Induction  in  Iron 8vo,  *4  00 

Fairie,  J.     Notes  on  Lead  Ores i2mo,  *o  50 

Notes  on  Pottery  Clays i2mo,  *i  50 

Fairley,  W.,  and  Andre,  Geo.  J.     Vertilation  of  Coal  Mines. 

(Science  Series  No.  58.) i6mo,  o  50 

Fairweather,  W.  C.     Foreign  and  Colonial  Patent  Laws  . .  .8vo,  "3  00 

Falk,  M.  S.    Cement  Mortars  and  Concretes 8vo,  *2  50 

Fanning,  J.  T.    Hydraulic  and  Water-supply  Engineering. 8 vo,  '5  00 

Fay,  I.  W.    The  Coal-tar  Colors 8vo,  *4  00 

Fernbach,  R.  L.    Glue  and  Gelatine 8vo,  *3  00 

Findlay,  A.    The  Treasures  of  Coal  Tar i2mo,  2  00 

Firth,  J.  B.     Practical  Physical  Chemistry i2mo,  *i  25 

Fischer,  E.    The  Preparation  of  Organic  Compounds.     Trans. 

by  R.  v.  Stanford i2mo,  *i  25 

Fish,  J.  C.  L.    Lettering  of  Working  Drawings.  ..  .Oblong  8vo,  i  00 

Mathematics    of    the    Paper    Location    of    a    Railroad, 

izmo,  paper,  *o  25 
Fisher,  H.  K.  C,  and  Darby,  W.  C.     Submarine  Cable  Testing. 

8vo,  *3  50 
Fleischmann,  W.     The  Book  of  the  Dairy.     Trans,  by  C.  M. 

Aikman 8vo,  4  00 

Fleming,   J.  A.     The   Alternate-current   Transformer.     Two 

Volumes 8vo, 

Vol.    I.     The  Induction  of  Electric  Currents *5  50 

Vol.  II.     The  Utilization  of  Induced  Currents +5  50 
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Fleming,    J.    A.      Propagation  of  Electric  Currents 8vo,  *3  oo 

A  Handbook  for  the  Electrical  Laboratory  and  Testing 

Room.     Two  Volumes 8vo,  each,  *s  oo 

Fleury,  P.    Preparation  and  Uses  of  White  Zinc  Paints.  .8vo,  *2  50 

Flynn,  P.  J.    Flow  of  Water.     (Science  Series  No.  84.)  .  i2mo,  o  50 

Hydraulic  Tables.    (Science  Series  No.  66.) i6mo,  050 

Forgie,  J.    Shield  Tunneling Bvo.  (/«  Press.) 

Foster,  H.  A.     Electrical  Engineers'  Pocket-book.     (Seventh 

Edition.) i2mo,  leather,  5  00 

Engineering  Valuation  of  Public  Utilities  and  Factories, 

8vo,  *3  00 

Handbook  of  Electrical  Cost  Data 8vo.   (In  Press) 

Fowle,  F.  F.     Overhead  Transmission  Line  Crossings  ....  i2mo,  *i  50 

The  Solution  of  Alternating  Current  Problems 8vo  (In  Press.) 

Foi,  W.  G.     Transition  Curves.     (Science  Series  No.  no.). i6mo,  o  50 
Fox,  W.,  and  Thomas,  C.  W.     Practical  Course  in  Mechanical 

Drawing i2mo,  i  25 

Foye,J.  C.     Chemical  Problems.     (Science  Series  No.  69.). i6mo,  o  50 

Handbook    of    Mineralogy.      (Science    Series    No.   86.) . 

i6mo,  o  So 

Francis,  J.  B.     Lowell  Hydraulic  Experiments 4to,  15  00 

Franzen,  H.     Exercises  in  Gas  Analysis izmo,  *i  00 

Freudemacher,  P.  W.    Electrical  Mining  Installations.     (In- 
stallation Manuals  Series.) izmo,  *i  00 

Friend,  J.  N.    The  Chemistry  of  Linseed  Oil i2mo,  i  00 

Frith,  J.    Alternating  Current  Design Bvo,  *2  00 

Fritsch,  J.    Manufacture  of  Chemical  Manures.    Trans,  by 

D.  Grant ." 8vo,  "4  00 

Frye,  A.  I.    Civil  Engineers'  Pocket-book izmo,  leather,  *5  00 

Fuller,  G.  W.     Investigations  into  the  Purification  of  the  Ohio 

River 4*°.  *io  "o 

Furnell,  J.     Paints,  Colors,  Oils,  and  Varnishes 8vo,     *i  00 

Gairdner,  J.  W.  I.    Earthwork 8vb  (/n  Press.) 

Gant,  L.  W.     Elements  of  Electric  Traction 8vo,     *2  50 

Garcia,  A.  J.  R.  V.      Spanish-English  Railway  Terms 8vo,    *4  50 

Gardner,    H.    A.      Paint    Researches    and    Their    Practical 

Application    8vo.      *5  00 
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Garforth,  W.  E.     Rules  for  Recovering  Coal  Mines  after  Explo- 
sions and  Fires i2mo,  leather,  i  50 

Garrard,  C.  C.    Electric  Switch  and  Controlling  Gear 8vo,  *6  00 

Gaudard,  J.     Foundations.     (Science  Series  No.  34.) i6mo,  050 

Gear,  H.  B.,  and  Williams,  P.  F.     Electric  Central  Station  Dis- 
tributing   Systems 8vo,  3  00 

Geerligs,  H.  C.  P.     Cane  Sugar  and  Its  Manufacture 8vo,  *s  00 

^  Chemical  Control  in  Cane  Sugar  Factories 4to,  400 

Geikie,  J.     Structural  and  Field  Geology 8vo,  *4  00 

Mountains,  Their  Origin,  Growth  and  Decay 8vo,  *4  00 

The  Antiquity  of  Man  in  Europe 8vo,  *3  00 

Georgi,  F.,  and  Schubert,  A.    Sheet  Metal  Working.     Trans. 

by  C.  Salter 8vo,  3  00 

Gerhard,  W.  P.    Sanitation,  Water-supply  and  Sewage  Dis- 
posal of  Country  Houses lamo,  *2  00 

Gas  Lighting.     (Science  Series  No.  iii.) i6mo,  o  50 

Gerhard,  W.  P.    Household  Wastes.     (Science  Series  No.  97.) 

i6mo,  o  50 

■ House  Drainage.    (Science  Series  No.  63.) i6mo  o  30 

Sanitary  Drainage  of  Buildings.    (Science  Series  No.  93.} 

i6mo,  o  so 

Gerhardi,  C.  W.  H.    Electricity  Meters 8vo,  *6  00 

Geschwind,  L.    Manufacture  of  Alum  and  Sulphates.    Trans. 

by  C.  Salter 8vo,  *5  00 

Gibbings,  A.  H.    Oil  Fuel  Equipment  for  Locomotives.  ..8vo, '  *2  50 

Gibbs,  W.  E.    Lighting  by  Acetylene i2mo,  *i  50 

Gibson,  A.  H.    Hydraulics  and  Its  Application 8vo,  *5  00 

Water  Hammer  in  Hydraulic  Pipe  Lines i2mo,  *2  00 

Gibson,  A.  H.,  and  Ritchie,  E.  G.    Circular  Arc  Bow  Girder. 4to,  *3  50 

Gilbreth,  F.  B.    Motion  Study i2mo,  *a  00 

Bricklaying    System 8vo,  *3  00 

Field  System izmo,  leather,  *3  00 

■  Primer  of  Scientific  Management i2mo,  *i  00 

Gillette,  H.  P.    Handbook  of  Cost  Data i2mo,  leather,  '*'5  00 

Rock  Excavation  Methods  and  Cost i2mo,  leather,  *$  00 

Handbook  of  Earth  Excavation r (In  Press.) 

Handbook   of  Tunnels  and  Shafts,   Cost  and  Methods 

of  Construction. (In  Press.) 

- — Handbook  of  Road  Construction,  Methods  and  Cost,  .(/n  Press.) 
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Gillette,  H.  P.,  and  Dana,  B.  T.    Cost  Keeping  and  Manage- 
ment Engineering   8vo,  *3  50 

and    Hill,    C.   S.     Concrete    Construction,    Method*    and 

Cost   8vo,  *5  00 

Gillmore,  Gen.  Q.  A.    Roads,  Streets,  and  Pavements..  ,i2mo,  i  ?.3 

Godfrey,  E.    Tables  for  Structural  Engineers.  .iSmo,  leather,  *2  50 

Golding,  H.  A     The  Theta-Phi  Diagram ." izmo,  *i  25 

Goldschmidt,  R.    Alternating  Current  Commutator  Motor .  8vo,  *3  00 

Goodchild,  W.    Precious  Stones.     (Westminster  Series.) .  8vo,  "2  00 
Goodell,  J.  M.    The  Location,  Construction  and  Maintenance 

of   Roads 8vo,  i  00 

Goodeve,  T.  M.     Textbook  on  the  Steam-engine i2mo,  2  00 

Gore,  G.     Electrolytic  Separation  of  Metals 8vo,  *3  50 

Gould,  E.  S.    Arithmetic  of  the  Steam-engine i2mo,  i  00 

Calculus.     (Science  Series  No.  112.) i6mo,  o  50 

High  Masonry  Dams.     (Science  Series  No.  22.) . . .  i6mo,  o  50 

Practical  Hydrostatics  and  Hydrostatic  Formulas.     (Science 

Series    No.    117.) i6mo,  o  50 

Gratacap,  L.  P.    A  Popular  Guide  to  Minerals 8vo,  *3  00 

iJray,  J.    Electrical  Influence  Machines i2mo,  2  00 

Gray,  J.    Marine  Boiler  Design ■  ■ . .  i2mo,  *i  25 

Greenhill,  G."  Dynamics  of  Mechanical  Flight 8vo.  *2  50 

ategorius,  R.     Mineral  Waxes.     Trans,  by  C.  Salter.  .  .i2mo,  *3  00 

Grierson,  R.    Modern  Methods  of  Ventilation Svo,  3  00 

Griffiths,  A.  B.     A  Treatise  on  Manures i2mo,  3  00 

Griffiths,  A.  B.     Dental  Metallurgy Svo,  *3  50 

Gross,  E.     Hops Svo,  *4  50 

Grossman,  J.     Ammonia  and  its  Compounds i2mo,  *i  25 

Groth,  L.  A.     Welding  and  Cutting  Metals  by  Gases  or  Electric- 
ity.    (Westminster  Series.) Svo,  *^  00 

Grover,  F.     Modern  Gas  and  Oil  Engines Svo,  *2  00 

Gruner,  A.     Power-loom  Weaving Svo,  *3  00 

Grunsky,  C.  E.    Topographic  Stadia  Surveying izmo,  2  00 

GiUdner,    Hugo.     Internal-Combustion    Engines.      Trans,    by 

H.    Diedrichs 4to,  15  00 
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Gunther,  C.  0.    Integration 8vo,  *i  25 

Gurden,  R.  L.    Traverse  Tables folio,  half  mor.,  *7  50 

Guy,  A.  E.     Experiments  on  the  Flexure  of  Beams 8vo,  *i  25 

Haenig,  A.    Emery  and  the  Emery  Industry. 8vo,  *2  50 

Hainbach,  R.    Pottery  Decoration.    Trans,  by  C.  Salter.  i2mo,  *3  00 

Hale,  W.  J.    Calculations  of  General  Chemistry i2mo,  *i  25 

Hall,  C.  H.     Chemistry  of  Paints  and  Paint  Vehicles i2mo,  *2  00 

Hall,  G.  L.    Elementary  Theory  of  Alternate  Current  Work- 
ing    8vo,  *i  50 

Hall,  R.  H.     Governors  and  Governing  Mechanism lamo,  *2  00 

Hall,  W.  S.     Elements  of  the  Differential  and  Integral  Calculus 

8vo,  '2  25 

Descriptive  Geometry 8vo  volume  and  4to  atlas,  *3  50 

Haller,  G.  F.,  and  Cunningham,  E.  T.    The  Tesla  Coil i2mo,  *i  25 

Halsey,  F.  A     Slide  Valve  Gears i2mo,  i  .so 

The  Use  of  the  Slide  Rule.     (Science  Series  No.  114.) 

lemo,  o  50 
Worm  and  Spiral  Gearing.     (Science  Series  Wo.   116.) 

i6mo,  o  50 

Hancock,  H.     Textbook  of  Mechanics  and  Hydrostatics Bvo,  i  50 

Hancock,  W.  C.  Refractory  Materials.  (Metallurgy  Senes.{In Press.) 

Hardy,  E.     Elementary  Principles  of  Graphic  Statics i2mo,  "1  50 

Haring,  H.    Engineering  Law. 

Vol.  I.     Law  of  Contract 8vo,  *4  00 

Harper,  J.  H.    Hydraulic  Tables  on  the  Flow  of  Water.  i6mo,  *2  00 

Harris,  S.  M.    Practical  Topographical  Surveying (_In  Press.) 

Harrison,  W.  B.     The  Mechanics'  Tool-book i2mo,  i  50 

Hart,  J.  W.     External  Plumbing  Work 8vo,  *3  00 

Hints  to  Plumbers  on  Joint  Wiping 8vo,  *3  00 

Principles  of  Hot  Water  Supply 8vo,  *3  00 

Sanitary  Plumbing  and  Drainage 8vo,  "3  00 

Haskins,  C.  H.     The  Galvanometer  and  Its  Uses i6mo,  i  50 

Hatt,  J.  A.  H.    The  Colorist •. square  lamo,  *i  50 

Hausbrand,  £.     Drying  by  Means  of  Air  and  Steam.     Trans. 

by  A.  C.  Wright i2mo,  "2  00 

Evaporating,  Condensing  and  Cooling  Apparatus.     Trans. 

by  A.  C.  Wright 7 8vo,  *5  00 
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Hausmann,   E.     Telegraph   Engineering 8vo,  *3  00 

Hausner,  A.     Manufacture  of  Preserved  Foods  and  Sweetmeats. 

Trans,  by  A.  Morris  and  H.  Robson 8vo,  "3  00 

Hawkesworth,  J.     Graphical  Handbook  for  Reinforced  Concrete 

Design 4to,  *2  50 

Hay,  A.     Continuous  Current  Engineering 8vo,  *2  50 

Hayes,  H.  V.    Public  Utilities,  Their  Cost  New  and  Deprecia- 
tion  .-  ..._. 8vo,  *2  00 

Public  Utilities,  Their  Fair  Present  Value  and  Return, 

8vo,  *2  00 

Heath,  F.  H.     Chemistry  of  Photography 8vo   (/«  Press.) 

Heather,  H.  J.  S.     Electrical  Engineering 8vo,  *3  50 

Heaviside,  0.    Electromagnetic  Theory. 

Vols.  I  and  II 8vo,  each,  *5  00 

Vol.   Ill 8vo,  *7  50 

Heck,  R.  C.  H.     Steam  Eng'.ne  and  Turbine 8vo,  *3  50 

Steam-Engine  and  Other  Steam  Motors.    Two  Volumes. 

Vol.    I.     Thermodynamics  and  the  Mechanics 8vo,  *3  50 

Vol.  II.     Form,  Construction  and  Working Svo,  *s  00 

Notes  on  Elementary  Kinematics Svo,  boards,  *i  00 

Graphics  of  Machine  Forces Svo,  boards,  *i  00 

Heermann,  P.     Dyers'    Materials.     Trans,   by   A.  C.  Wright. 

i2mo,  *2  50 
Heidenreich,    E.    L.     Engineers'    Pocketbook    of    Reinforced 

Concrete    i6mo,  leather,  *3  00 

Hellot,  Macquer  and  D'Apligny.     Art  of  Dyeing  Wool,  Silk  and 

Cotton -r Svo,  *2  00 

Henrici,_0.     Skeleton  Structures Svo,  r  50 

Hering,  C,  and  Getmann,  F.  H.    Standard  Tables  of  Electro- 
chemical Equivalents *2  00 

Hering,  D.  W.    Essentials  of  Physics  for  College  Students. 

Svo,  *i  7S 
Hering-Shaw,  A.    Domestic  Sanitation  and  Plumbing.    Two 

Vols 8vo,  '^s  00 

— —  Elementary    Science 8vo,  *2  00 

Herington,  C.  F.    Powdered  Coal  as  a  Fuel 8vo,  3  00 

Hermann,  G.     The  Graphical  Statics  of  Mechanism.     Trans. 

by  A.  P.  Smith izmo,  2  00 

Herzfeld,  J,     Testing  of  Yarns  and  Textile  Fabrics Svo,  *3  50 
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Hildebrandt,  A.     Airships,  Past  and  Present 8vo,  *3  So 

Hildenbrand,  B.  W.     Cable-Making.     (Science  Series  No.  32.) 

i6mo,  o  50 

Hilditch,  T.  P.    Concise  History  of  Chemistry 12010,  *i  25 

Hill,  C.  S.    Concrete  Inspection i6mo,  *i  00 

Hill,  C.  W.     Laboratory  Manual  and  Notes  in  Beginning 

Chemistry (/«  Press.) 

Hill,  J.  W.    The  Purification  of  Public  Water  Supplies.    New 

Edition (In  Press.) 

Interpretation  of  Water  Analysis {In  Press.) 

Hill,  M.  J.  M.    The  Theory  of  Proportion 8vo,  *2  50 

Hiroi,  I.     Plate  Girder  Construction.     (Science  Series  No.  95.) 

i6mo,  o  50 

Statically-Indeterminate  Stresses i2mo,  "2  00 

Hirshfeld,    C.    F.      Engineering     Thermodynamics.     (Science 

Series  No.  45) i6mo,  o  50 

Hoar,  A.    The  Submarine  Torpedo  Boat i2mo,  *2  00 

Hobart,  H.  M.     Heavy  Electrical  Engineering.. 8vo,  *4  50 

Design  of  Static  Transformers i2mo,  *2  00 

Electricity 8vo,  *2  00 

Electric  Trains 8vo,  *2  50 

■ Electric  Propulsion  of  Ships 8vo,  *2  50 

Hobart,  J.  F.    Hard  Soldering,  Soft  Soldering,  and  Brazing . 

i2mo,  *i  00 
Hobbs,  W.  R.  P.     The  Arithmetic  of  Electrical  Measurements 

i2mo,  o  75 

Hoff,  J.  N.     Paint  and  Varnish  Facts  and  Formulas i2mo, "  *i  50 

Hole,  W.     The  Distribution  of  Gas 8vo,  *7  50 

HoUey,  A.  L.     Railway  Practice folio,  6  00 

Hopkins,  N.  M.    Model  Engines  and  Small  Boats i2mo,  i  25 

Hopkinson,  J.,  Shoolbred,  J.  N.,  and  Day,  R.  E.     Dynamic 

Electricity.     (Science  Series  No.  71.) i6mo,  o  50 

Horner,  J.     Practical  Ironfounding 8vo,  *2  00 

Gear  Cutting,  in  Theory  and  Practice 8vo,  *3  00 

Hornimany  R.    How  to  Make  the  Railways  Pay  for  the  War, 

i2mo,  3  00 

Houghton,  C.  E.    TheElementsof  Mechanics  of  Materials.  i2mo,  *2  00 

Houstoun,  R.  A.    Studies  in  Light  Production i2mo,  2  00 
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Hovenden,  F.    Practical  Mathematics  for  Young  Engineers, 

i2mo,  *i  50 

Howe,  G.     Mathematics  for  the  Practical  Man i2mo,  *i  25 

Howorth,  J.     Repairing  and  Riveting  Glass,  China  and  Earthen- 
ware  8vo,  paper,  *o  50 

Hoyt,  W.  F.     Chemistry  by  Experimentation i2mo,  *o  70 

Hubbard,  E.     The  Utilization   of  Wood- waste 8vo,  *2  00 

Hubner,  J.    Bleaching  and  Dyeing  of  Vegetable  and  Fibrous 

Materials.    (Outlines  of  Industrial  Chemistry.)  Svo,  *5  00 

Hudson,    O.    F.    Iron    and    Steel.     (Outlines    of    Industrial 

Chemistry.)    Svo,  *2  00 

Humphrey,  J.  C.  W.    Metallography  of  Strain.     (Metallurgy 

Series)    (In  Press.) 

Humphreys,    A.    C.     The    Business   Features    of   Engineering 

Practice    Svo,  *i  25 

Hunter,  A.    Bridge  Work Svo    (In  Press.) 

Hurst,  G.  H.     Handbook  of  the  Theory  of  Color Svo,  *2  50 

Dictionary  of  Chemicals  and  Raw  Products Svo,-  *4  50 

Lubricating  Oils,  Fats  and  Greases Svo,  *4  00 

Soaps Svo,  *s  00 

Hurst,  G.  H.,  and  Simmons,  W.  H.     Textile  Soaps  and  Oils, 

Svo,  3  00 

Hurst,  H.  E.,  and  Lattey,  R.  T.     Text-book  of  Physics. .  .  .Svo,  *3  00 

Also  published  in  Three  Parts: 

Vol.      I.     Dynamics  and  Heat *i  25 

Vol.    II.     Sound  and  Light *i  25 

Vol.  III.     Magnetism  and  Electricity *i  50 

Hutchinson,  R.  W.,  Jr.     Long  Distance  Electric  Power  Trans- 
mission       i2rao,  "3  00 

Hutchinson,  R.  W.,  Jr.,  and  Thomas,  W.  A.     Electricity  in 

Mining (In  Press.) 

Hutchinson^  W.  B.     Patents  and  How  to  Make  Money  Out  of 

Them    i^mo.  i  00 

Hutton,  W.  S.    The  Works'  Manager's  Handbook •Svo,  6  00 

Hyde,  E.  W.     Skew  Arches.     (Science  Series  No.  15.)..  .  .i6mo,  050 

Hyde,  P.  S.     Solvents,  Oils,  Gums  and  Waxes ...8vo,  *2  00 
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Induction  Coils.     (Science  Series  No.  53.) i6mo,  o  50 

Ingham,  A.  E.    Gearing.    A  practical  treatise 8vo,  *2  50 

Ingle,  H.     Manual  of  Agricultural  Chemistry 8vo,  *3  00 

Inness,  C.  H.    Problems  in  Machine  Design i2mo,  *2  00 

Air  Compressors  and  Blowing  Engines i2mo,  *2  00 

Centrifugal  Pumps i2mo,  *2  00 

The  Fan i2mo,  *2  00 

Jacob,  A.,  and  Gould,  E.  S.     On  the  Designing  and  Construction 

of  Storage  Reservoirs.     (Science  Series  No.  6.).  .  i6mo,  u  50 
Jannettaz,  E.     Guide  to  the  Determination  of  Rocks.     Trans. 

by  G.  W.  Plympton i2mo,  i  50 

Jehl,  F.     Manufacture  of  Carbons 8vo,  *4  00 

Jennings,  A.  S.     Commercial  Paints  and  Painting.     (West- 
minster Series.)    8vo,  *2  00 

Jennison,  F.  H.     The  Manufacture  of  Lake  Pigments 8vo,  *$  00 

Jepson,  G.     Cams  and  the  Principles  of  their  Construction. . .  8vo,  *  1  50 

^ Mechanical  Drawing , 8vo  {In  Preparation.) 

Jervis-Smith,  F.  J.     Dynamometers 8vo,  *$  50 

Jockin,  W.     Arithmetic  of  the  Gold  and  Silversmith   ..  .    i2mo,  *i  00 
Johnson,  J.  H.    Arc  Lamps  and  Accessory  Apparatus.     (In- 
stallation Manuals  Series.) i2mo,  *o  75 

Johnson,    T.    M.      Ship   Wiring    and    Fitting.      (Installation 

Manuals  Series.) i2mo,  *o  75 

Johnson,  W.  McA.     The  Metallurgy  of  Nickel (In  Preparation.) 

Johnston,  J.  F.  W.,  and  Cameron,  C.     Elements  of  Agricultural 

Chemistry  and  Geology i2mo,  2  60 

Joly,  J.     Radioactivity  and  Geology i2mo,  "3  00 

Jones,  H.  C.     Electrical  Nature  of  Matter  and  Radioactivity 

i2mo,  *2  00 

Nature  of  Solution 8vo,  *3  50 

Nev/  Era  in  Chemistry i2mo,  *2  00 

Jones,  J.  H.     Tinplate  Industry 8vo,  *3  00 

Jones,  M.  W.     Testing  Raw  Materials  Used  in  Paint i2mo,  *2  00 

Jordan,  L.  C.     Practical  Railway  Spiral i2mo.  Leather,  *i  50 
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Joynson,  F.  H.     Designing  and  Construction  of  Machine  Gear- 
ing  8vo,      2  00 

/ilptner,  H.  F.  V.     Siderology:  The  Science  of  Iron 8vo,     *5  00 

Kapp,  G.     Alternate  Current  Machinery.     (Science  Series  No. 

96.) i6mo,      o  50 

Kapper,  F.     Overhead  Transmission  Lines 4to,    *4  00 

Keim,  A.  W.     Prevention  of  Dampness  i  1  Bi  ildings  .....  .8vo,     *2  00 

Keller,  S.  S.     Mathematics  for  Engineering  Students. 

i2mo,  half  leather, 

and  Knox,  W.  E.    Analytical  Geometry  and  Calculus..     *2  00 

Kelsey,  W.    R.      Continuous-current    Dynamos  and  Motors. 

8vo,     *2  50 
Kemble,  W.  T.,  and  Underbill,  C.  R.     The  Periodic  Law  and  the 

Hydrogen  Spectrum 8vo,  paper,     "o  50 

Kemp,  J.  F.     Handbook  of  Rocks 8vo,     *i  So 

Kendall,  E.    Twelve  Figure  Cipher  Code 4to,  *i2  50 

Kennedy,   A.   B.   W.,   and   Thurston,   R.   H.     Kinematics   of 

Machinery.     (Science  Series  No.  54.) i6mo,      o  go 

Kennedy,  A.  B.  W.,  Unwin,  W.  C,  and  Idell,  F.  E.     Compressed 

Air.     (Science  Series  No.  106.) i6mo, 

Kennedy,  R.    Electrical  Installations.     Five  Volumes 4to, 

Single  Volumes each, 

Flying  Machines ;  Practice  and  Design izmo, 

Principles  of  Aeroplane  Construction 8vo, 

Kennelly,  A.  E.     Electro-dynamic  Machinery 8vo, 

Kent,  W.    Strength  of  Materials.     (Science  Series  No.  41.),  i6mo, 

Kershaw,  J.  B.  C.     Fuel,  Water  and  Gas  Analysis 8vo, 

Electrometallurgy.     (Westminster  Series.) 8v6, 

The  Electric  Furnace  in  Iron  and  Steel  Production.. umo, 

Electro-Thermal  Methods  of  Iron  and  Steel  Production, 

8vo, 
Kindelan,  J.    Trackman's  Helper izmo, 
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Kinzbrunner,  C.     Alternate  Current  Windings 8vo,     *i  50 

Continuous  Current  Armatures 8vo,   "*!  50 

Testing  of  Alternating  Current  Machines 8vo,     *2  00 

Kirkaldy,  A.  W.,  and  Evans,  A.  D.    History  and  Economics 

of   Transport 8vo,    *3  00 

Kirkaldy,    W.    G.     David    Kirlialdy's   System    of    Mechanical 

Testing 4to, 

Eirkbride,  J.     Engraving  for  Illustration Svo, 

Eirkham,  J.  E.    Structural  Engineering Svo, 

Kirkwood,  J.  P.     Filtration  of  River  Waters 4to, 

Kirschke,  A.     Gas  and  Oil  Engines lamo. 

Klein,  J.  F.     Design  of  a  High  speed  Steam-engine Svo, 

Physical  Significance  of  Entropy Svo, 

Klingenberg,  G.    Large  Electric  Power  Stations 4to, 

Knight,  R.-Adm.  A.  M.    Modern  Seamanship Svo, 

Knott,  C.  G.,  and  Mackay,  J.  S.     Practical  Mathematics.  .  .'Svo, 

Knox,  G.  D.    Spirit  of  the'  Soil i2mo,    *i  25 

Knox,  J.    Physico-chemical  Calculations i2mo.    *i  25 

Fixation   of   Atmospheric   Nitrogen.     (Chemical   Mono- 
graphs.)     i2mo,      I  00 

Koester,  F.    Steam-Electric  Power  Plants 4to,    *5  00 

■ Hydroelectric  Developments  and  Fngineering 4to,     *5  00 

Koller,  T.    The  Utilization  of  Waste  Products Svo,    *3  00 

Cosmetics t-. Svo,     *2  50 

Koppe,  S.  W.    Glycerine i2mo,    *^  50 

Kozmin,  P.  A.     Flour  Milling.     Trans,  by  M.  Falkner.  .Svo,      7  50 
Kremann,  R.    Application  of  Phy.sico  Chemical  Theory  to 
Technical    Processes    and    Manufacturing    Methods. 

Trans,  by  H.  E,  Potts ,  .Svo,    *3  00 

Kretchmar,  K.    Yam  and  Warp  Sizing Svo,    *4  00 

IiaSargue,  A.    The  Attack  in  Trench  Warfare 32mo,  o  50 

Lallier,  E.  V.    Elementary  Manual  of  the  Steam  Engine. 

i2mo,  *2  00 

Lambert,  T.     Lead  and  its  Compounds Svo,  *3  50 

Bone  Products  and  Manures Svo,  "3  00 
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Lamborn,  L.  L.     Cottonseed  Products 8vo,  *3  oo 

— —  Modern  Soaps,  Candles,  and  Glycerin 8vo,  *^  50 

Lamprecht,  R.     Recovery  Work  After  Pit  Fires.      Trans,  by 

C.  Salter 8vo,  *4  00 

Lancaster,  M.    Electric  Cooking,  Heating  and  Cleaning.  Svo,  *i  00 
Lanchester,  F.  W.    Aerial  Flight.    Two  Volumes.    Svo. 

Vol.   I.     Aerodynamics   *6  00 

Vol.  II.    Aerodonetics *6  00 

The  Flying  Machine Svo,  *3  00 

Lange,  K.  R.     By- Products  of  Coal-Gas  Manufacture.  .i2mo,  2  00 

Larner,  E.  T.    Principles  of  Alternating  Currents i2mo,  *i  25 

La  Rue,  B.  F.     Swing  Bridges.     (Science  Series  No.  107.) .  i6mo,  o  50 
Lassar-Cohn,  Dr.     Modern  Scientific  Chemistry.     Trans,  by  M 

M.  Pattison  Muir i2mo,  *2  00 

Latimer,  L.  H.,  Field,  C.  J.,  and  Howell,  J,  W      Incandescent 

Electric  Lighting.     (Science  Series  No.  57.) i6mo,  o  50 

Latta,  M.  N.     Handbook  of  American  Gas-Engineering  Practice. 

Svo,  *4  50 

American  Producer  Gas  Practice 4to,  *6  00 

Laws,  B.  C.  Stability  and  Equilibrium  of  Floating  Bodies.Svo,  *3  50 
Lawson,  W.  R.    British  Railways,  a  Financial  and  Commer- 
cial Survey Svo,  -^  00 

Leask,  A.  R.     Breakdowns  at  Sea i2mo,  2  00 

Refrigerating  Machinery  , i2mo,  2  00 

Lecky,  S.  T.  S.     "Wrinkles"  in  Practical  Navigation.  ..  .Svo,  *io  00 
Le  Douz,  M.    Ice-Making  Machines.     (Science  Series  No.  46.) 

i6mo,  o  50 

Leeds,  C.  C.  Mechanical  Drawing  for  Trade  Schools .  oblong  4to,  *2  00 

Mechanical   Drawing  for  High  and  Vocational  Schools, 

4to,  *i  25 
Lef£vre,  L.     Architectural  Pottery.     Trans,  by  H.  K.  Bird  and 

W.  M.  Binns 4to,  ^7  50 

Lehner,  S.     Ink  Manufacture.     Trans,  by  A.  Morris  and  H 

Robson Svo  '2  so 

Lemstrom,  S.     Electricity  in  Agriculture  and  Horticulture. . Svo,  *i  50 

Letts,  E.  A.    Fundamental  Problems  in  Chemistry Svo,  *2  00 
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Le  Van,  W.  B.    Steam-Engine  Indicator.    (Science  Series  No. 

78.) i6mo,       o  so 

Levires,  V.  B.    Liquid  and  Gaseous  Fuels.    (Westminster  Series.) 

8vo,     *2  00 

■  Carbonization  of  Coal 8vo,    *3  00 

/  Lewis  Automatic  Machine  Rifle ;  Operation  of i6mo,    *o  60 

Lewis,  L.  P.     Railway  Signal  Engineering 8vo,    *3  50 

Licks,  H.  E.    Recreations  in  Mathematics i2mo,      i^  25 

Lieber,  B.  F.    Lieber's  Five  Letter  Standard  Telegraphic  Code, 

8vo,  *io  00 

Spanish  Edition 8vo,  *io  00 

■ ^French   Edition    8vo,  *io  00 

Terminal   Index    '. 8vo,    *2  50 

■  Lieber's  Appendix    folio,  *i5  00 

Handy  Tables 4to,    *2  50 

'Bankers    and    Stockbrokers'    Code    and    Merchants    and 

Shippers'  Blank  Tables  8vo,  *i5  00 

Lieber,  B.  F.     100,000,000  Combination  Code.  .  ., 8vo,  "lo  00 

Engineering  Code 8vo,  *I2  50 

Livermore,  V.  P.,  and  Williams,  J.     How  to  Become  a  Com- 
petent Motorman i2mo,     *i  00 

Livingstone,  R.   Design  and  Construction  of  Commutators. 8vo,    *2  25 

Mechanical  Design  and  Construction  of  Generators.  ..8vo,    *3  50 

Lloyd,  S.  L.    Fertilizer  Materials (In  Press.) 

Lobben,  P.     Machinists'  and  Draftsmen's  Handbook 8vo,       2  50 

Lockwood,  T.  D.     Electricity,  Magnetism,  and  Electro-teleg- 
raphy  8vo,       250 

Electrical  Measurement  and  the  Galvanometer ....  i2mo,      o  75 

Lodge,  0.  J.     Elementary  Mechanics i2mo,       i  50 

Signalling  Across  Space  without  Wires 8vo,     *2  00 

Loewenstein,  L.  C,  and  Crissey,  C.  P.  Centrifugal  Pumps . .     *4  50 

Lomax,  J.  W.    Cotton  Spinning i2mo,      i  50 

Lord,  R.  T.     Decorative  and  Fancy  Fabrics 8vo,     *3  50 

Loring,  A.  Ev    A  Handbook  of  the  Electromagnetic  Telegraph, 

i6mo,      o  so 

Handbook.     (Science  Series  No.   39) i6mo,      o  50 

Lovell,  D.  H.    Practical  Switchwork.    Revised  by  Strong  and 

Whitney   : (/«  Press.) 
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Low,  D.  A.     Applied  Mechanics    (Elementary) i6mo,      080 

Lubschez,  B.  J.    Perspective lamo,     *i  50 

Lucke,  C.  E.     Gas  Engine  Design 8vo,     *3  00 

Power  Plants:  their  Design,  Efficiency,  and  Power  Costs. 

2  'vols {In  Preparation.) 

Luckiesh,  M.     Color  and  Its  Application 8vo,    "^s  00 

Light  and  Shade  and  Their  Applications Bvo,    *2  50 

The  two  when  purchased  together *5  00 

Lunge,  G.    Coal-tar  Ammonia.    Three  Parts Bvo,  *2o  00 

Manufacture  of  Sulphuric  Acid  and  Alkali.    Four  Volumes. 

8vo, 

Vol.  I.    Sulphuric  Acid.    In  three  parts *i8  00 

Vol.  I.    Supplement 5  00 

Vol.  II.     Salt  Cake,  Hydrochloric  Acid  and  Leblanc  Soda. 

In  two  parts {In  Press.) 

Vol.  III.     Ammonia  Soda {In  Press.) 

Vol.  IV.    Electrolytic  Methods {In  Press.) 

Technical  Chemists'  Handbook i2mo,  leather,     *3  50 

Technical   Methods   of   Chemical   Analysis.     Trans,   by 

C.   A.  Keane.     In   collaboration   with   the    corps   of 
specialists. 

Vol.    I.     In  tw6  parts i .  . . .  8vo,  "15  00 

Vol.  n.    In  two  parts Bvo,  *i8  00 

Vol.  III.    In  two  parts 8vo,  *i8  00 

The  set  (3  vols.)  complete -^50  00 

Technical  Gas  Analysis 8vo,    *4  00 

Luquer,  L.  M.     Minerals  in  Rock  Sections. . .' 8vo,  '  *i  50 

Macewen,  H.  A.     Food  Inspection Bvo,  *2  50 

I/Tackenzie,  H.  F.     Notes  on  Irrigation  Works , Bvo,  *2  50 

Mackie,  J.     How  to  Make  a  Woolen  Mill  Pay Bvo,  *2  00 

Maguire,  Wm.  R.     Domestic  Sanitary  Drainage  and  Plumbing 

Bvo,  4  00 

Malcolm,  C.  W.    Textbook  on  Graphic  Statics 8vo,  *3  00 

Malcolm,  H.  W.    Submarine  Telegraph  Cable (In  Press.) 

Mallet)    A.     Compound    Engines.     Trans,    by    R.    R.    Buel. 
(Science  Series  No.  lo.) i6mo, 
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Mansfield,  A.  N.     Electro-magnets.     (Science  Series  No.  64) 

i6mo,  o  5t 
Marks,  E,  C.  R.     Construction  of  Cranes  and  Lifting  Machinery 

izmo,  *i  so 

■  Construction  and  Working  of  Pumps larno,  *i  50 

Manufacture  of  Iron  and  Steel  Tubes. . , i2mo,  *2  00 

Mechanical  Engineering  Materials izmo,  "i  00 

Marks,  G.  C.     Hydraulic  Power  Engineering 8vo,  3  50 

Inventions,  Patents  and  Designs i2mo,  "i  00 

Marlow,  T.  G.     Drying  Machinery  and  Practice 8vo,  *S  00 

Marsh,  C.  F.     Concise  Treatise  on  Reinforced  Concrete.. .  .8vo,  *2  50 
Marsh,  C.  F.     Reinforced    Concrete    Compression    Member 

Diagram  Mounted  on  Cloth  Boards ■,....  *i  50 

Marsh,  C.  F.,  and  Dunn,  W.    Manual  of  Reinforced  Concrete 
and  Concrete  Block  Construction. . . .  i6mo,  fabrikoid, 

(In  Press.) 
Marshall,  W.J.,  and  Sankey,  H.  R.    Gas  Engines.    (Westminster 

Series.) 8vo,  *2  co 

Martin,  G.    Triumphs  and  Wonders  of  Modern  Chemistry. 

8vo,  *2  00 

Modern  Chemistry  and  Its  Wonders 8vo,  *a  00 

Martin,  N.     Properties   and  Design  of   Reinforced   Concrete, 

i2mo,  *2  50 

Martin,  W.  D.    Hints  to  Engineers i2mo,  i  50 

Massie,  W.  W.,  and  Underbill,  C.  R.     Wireless  Telegraphy  and 

Telephony I2m0j  '  i  00 

Mathot,  R.  E.    Internal  Combustion  Engines ...8vo,  *4  00 

Maurice,  W.     Electric  Blasting  Apparatus  and  Explosives  ..8vo,  *3  50 

Shot  Firer's  Guide 8vp,  '  i  50 

Maxwell,  F.    Sulphitation  in  White  Sugar  Manufacture.  i2mo,  300 
Maxwell,  J.  C.     Matter  and  Motion.     (Science  Series  No.  36.) 

i6mo,  o  So 
Maxwell,  W.  H.,  and  Brown,  J.  T.     Encyclopedia  of  Municipal 

and  Sanitary  Engin'eering 4to,  '10  co 

Mayer,  A.  M.    Lecture  Notes  on  Physics 8vo,  2  00 

Mayer,  C,  and  Slippy,  J.  C.    Telephone  Line  Construction .  8vo,  *3  00 

McCullough,  E.     Practical   Surveying i2mo,  *2  00 

Engineering  Work  in  Cities  and  Towns 8vo,  *3  00 

Reinforced  Concrete lamo,  *i  so 
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McCuUough,  R.  S.     Mechanical  Theory  of  Heat 8vo,  3  50 

McGibbon,  W.  C.    Indicator  Diagrams  for  Marine  Engineers, 

8vo,  *3  50 

Marine  Engineers'  Drawing  Book oblong  4to,  *2  50 

Marine  Engineers'  Pocketbook i2mo,  leather,  *4  00 

Mcintosh,  J.  G.     Technology  of  Sugar 8vo,  *5  00 

Industrial  Alcohol 8vo,  *3  00 

Manufacture  of  Varnishes  and  Kindred  In  dustries. 

Three  Volumes.     8vo. 

Vol.  I.     Oil  Crushing,  Refining  and  Boiling *3  50 

Vol.  II.     Varnish  Materials  and  Oil  Varnish  Making "4  00 

Vol.  in.     Spirit  Varnishes  and  Materials *4  S^ 

McKay,   C.   W.     Fundamental   Principles   of   the   Telephone 

Business  8vo,  (In  Press.) 

McKillop,    M.,    and    McKillop,    D.    A.      Efficiency    Methods. 

i2mo,  I  50 
McKnight,   J.   D.,   and   Brown,   A.   W.     Marine    Multitubular 

Boilers *  r   50 

McMaster,  J.  B.     Bridge  and  Tunnel  Centres.     (Science  Series 

No.  20.) i6mo,  o  S3 

McMechen,  F.  L.     Tests  for  Ores,  Minerals  and  Metals. .  .izmo,  *i  co 

McPherson,  J.  A.     Water-works  Distribution 8vo,  2  30 

Meade,  A.    Modern  Gas  Works  Practice 8vo,  *7  50 

Meade,   R.   K.     Design  and   Equipment  of   Small   Chemical 

Laboratories   8vo, 

Melick,  C.  W.     Dairy  Laboratory  Guide i2mo  *  i  25 

Mensch,  L.  J.    Reinforced  Concrete  Pocket  Book.  i6mo,  leather  *4  00 
Merck,    E.      Chemical    Reagents:    Their    Purity   and   Tests. 

Trans,  by  H.  E.  Schenck 8vo,  i  00 

Merivale,  J.  H.     Notes  and  Formulae  for  Mining  Students, 

i2mo,  I  50 

Merritt,  Wm.  H.  Field  Testing  for  Gold  and  Silver.  i6mo,  leather,  1  50 
Mertens,  Colonel.    Tactics  and  Technique  in  River  Crossings. 

Translated  by  Major  Walter  Krueger 8vo,  2  50 

Mierzinski,  S.     Waterproofing  of  Fabrics.     Trans,  by  A.  Morris 

and  H.  Robson Svo,  *2  50 

Miessner,  B.  F.     Radiodynamics i2mo,  *2  00 

Miller,  G.  A.     Determinants.     (Science  Series  No.  105.). .  i6mo, 

Miller,  W.  J.     Historical  Geology lamo,  *2  00 

Mills,  C.  N.    Elementary  Mechanics  for  Engineers i2mo,  *i  00 

Milroy,  M.  E.  W.    Home  Lace-making. lamo,  *i  oo 
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Mitchell,  C.  A.    Mineral  and  Aerated  Waters 8vo,    *3  oo 

and    Prideaux,    R.    M.      Fibres    Used    in    Textile    and 

Allied  Industries 8vo,     ""3  00 

Mitchell,  C.  F.  and  G.  A.    Building  Construction  and  Draw- 
ing     i2nio 

Elementary  Course,    *i  50 
Advanced  Course,    *2  50 
Monckton,  C.  C.  F.     Radiotelegraphy.     (Westminster  Series.) 

8vo,     *2  00 
Monteverde,  R.  D.     Vest  Pocket  Glossary  of  English-Spanish, 

Spanish-English  Technical  Terms 64mo,  leather,     "i  00 

Montgomery,  J.  H.    Electric  Wiring  Specifications. ..  .lemo,    *i  06 
Moore,  E.  C.  S.     New  Tables  for  the  Complete  Solution  of 

Ganguillet  and  Kutter's  Formula 8vo,     "s  00  ■ 

Morecrof t,  J.'  H.,  and  Hehre,  F.  W.    Short  Course  in  Electrical 

Testing    8vo,    *i  50 

Morgan,  A.  P.    Wireless  Telegraph  Apparatus  for  Amateurs, 

i2mo,     *i  So 

Moses,  A.  J.     The  Characters  of  Crystals 8vo,     *2  00 

and  Parsons,  C.  L.    Elements  of  Mineralogy 8vo,    *3  00 

Moss,    S.    A.     Elements    of    Gas    Engine    Design.     (Science 

Series  No.   121) i6mo,      o  50 

The  Lay-out  of  Corliss  Valve  Gears.     (Science  Series 

No.   119.)    i6mo,      o  50 

Mulf ord,  A.   C.     Boundaries  and  Landmarks i2mo,    *i  00 

Mullin,  J.  P.     Modern  Moulding  and  Pattern-making. ...  i2mo,       2  50 
Munby,  A.  E.     Chemistry  and  Physics  of  Building  Materials. 

(Westminster  Series.) 8vo,     *2  00 

Murphy,  J.  G.     Practical  Mining i6mo,       i  00 

Murray,  J.  A.     Soils  and  Manures.     (Westminster  Series.). 8vo,     *2  00 

Nasmith,  J.     The  Student's  Cotton  Spinning 8vo,  3  00 

Recent  Cotton  Mill  Construction i2mo,  2  50 

Neave,  G.  B.,  and  Heilbron,  I.  M.    Identification  of  Organic 

Compounds i2m0|  *i  25 

Neilson,  R.  M.    Aeroplane  Patents 8vo,  *2  00 
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lerz,  F.     Searchlights.     Trans,  by  C.  Rodgers 8vo,  *3  00 

Heuberger,   H.,   and  Noalhat,  H.     Technology  of  Petroleum. 

Trans,  by  J.  G.  Mcintosh 8vo,  '10  00 

fJewall,  J.  W.  Drawing,  Sizing  and  Cutting  Bevel-gears.  .8vo,  i  50 
Newbiging,  T.     Handbook  for  Gas  Engineers  and  Managers, 

8va,  *6  50 
Kewell,  F.  H.,  and  Drayer,  C.  E.     Engineering  as  a  Career. 

121UO,  cloth,  *i  00- 

paper,  o  75 

Nicol,  G.     Ship  Construction  and  Calculations 8vo,  *5  00 

Nipher,  F.  E.     Theory  of  Magnetic  Measurements i2mo,  i  00 

Nisbet,  H.     Grammar  of  Textile  Design Svo,  *3  00 

Rolan,  H.     The  Telescope.     (Science  Series  No.  51.) i6mo,  o  50 

Norie,  J.  W.     Epitome  of  Navigation octavo,  8  00 

— • — A  Complete  Set  of  Nautical  Tables  vrith  Explanations 

of  Their  Use octavo,  6  50 

North,  H.  B.    Laboratory  Experiments  in  General  Chemistry 

i2mo,  *i  00 

Nugent,  E.     Treatise  on  Optics i2mo,  i  so 

O'Connor,  H.  The  Gas  Engineer's  Pocketbook. ..  i2mo,  leather,  3  50 
Ohm,  G.  S.,  and  Lockwood,  T.  D.     Galvanic  Circuit.     Trans,  by 

Williani  Francis.     (Science  Series  No.  ro2.). .  .  .i6mo,  o  so 

Olsen,  J.  C.  Textbook  of  Quantitative  Chemical  Analysis.  .8vo,  *3  50 
Olsson,  A.     Motor  Control,  in  Turret  Turning  and  Gun  Elevating. 

(U.  S.  Navy  Electrical  Series,  No.  i.)  .  ...i2mo,  paper,  *o  50 

Ormsby,  M.  T.  M.    Surveying i2mo,  i  50 

Oudin,  M.  A.     Standard  Polyphase  Apparatus  and  Systems  ..  Svo,  *3  00 

Owen,  D;    Recent  Physical  Research : Svo,  ''i  50 

Pakes,  W.  C.  C,  and  Nankivell,  A.  T.    The  Science  of  Hygiene. 

Svo,  "I  75 
Palaz,  A.     Industrial  Photometry.     Trans,  by  G.  W.  Patterson, 

Jr Svo,  *4  00 

Pamely,  C.     Colliery  Manager's  Handbook Svo,  *io  00 

Parker,  P.  A.  M.     The  Control  of  Water Svo,  *5  00 

Parr,  G.  D.  A.     Electrical  Engineering  Measuring  Instruments. 

8vo,  *3  so 
Parry,  E.  J.     Chemistry  of  Essential  Oils  and  Artificial  Per- 
fumes  ' (/»  Press.) 
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Parry,  E  J.    Foods  and  Drugs.    Two  Volumes 8vo, 

Vol.  I.    Chemical  and  Microscopical  Analysis  of  Food 

and  Drugs *7-S0 

Vol.  n.    Sale  of  Food  and  Drugs  Acts *3  oo 

and  Costa,  J.  H.     Chemistry  of  Pigments 8vo,  *4  50 

Parry,  L.    Notes  on  Alloys 8vo,  *3  00 

Metalliferous  Wastes  8vo,  *z  00 

Analysis  of  Ashes  and  Alloys 8vo,  *2  00 

Parry,  L.  A.     Risk  and  Dangers  of  Various  Occupations 8vo,  *3  00 

Parshall,  H.  F.,  and  Hobart,  H.  M.     Armature  Windings  ....  410,  *7  50 

Electric  Railway  Engineering 4to,  *io  00 

Parsons,  J.  L.    Land  Drainage 8vo,  *i  50 

Parsons,  S.  J.     Malleable  Cast  Iron 8vo,  *2  50 

Partington,  J.  R.    Higher  Mathematics  for  Chemical  Students 

i2mo,  *2  00 
Textbook  of  Thermodynamics 8vo,  *4  00 

Passmore,  A.  C.     Technical  Terms  Used  in  Architecture  ...8 vo,  *3  So 

Patchell,  W.  H.     Electric  Power  in  Mines 8vo,  *4  00 

Paterson,  G.  W.  L.    Wiring  Calculations izmo,  *2  00 

^  Electric  Mine  Signalling  Installations izmo,  *i  50 

Patterson,  D.     The  Color  Printing  of  Carpet  Yarns 8vo,  *3  50 

Color"  Matching  on  Textiles 8vo,  *3  00 

Textile  Color  Mixing 8vo,  *$  00 

Paulding,  C.  P.     Condensation  of  Steam  in  Covered  and  Bare 

Pipes 8vo,  *2  00 

Transmission  of  Heat  Through  Cold-storage  Insulation 

i2mo,  *i  00 

Payne,  D.  W.     Founders'  Manual Svo,  *4  00 

Peckham,  S.  F.    Solid  Bitumens Svo,  *$  00 

Peddle,  R.  A.    Engineering  and  Metallurgical  Books. .  .  .  i2mo,  *i  50 

Peirce,  B.     System  of  Analytic  Mechanics 4to,  10  00 

Linnear   Associative   Algebra 4to,  3  00 

Pendred,  V.     The  Railway  Locomotive.     (Westminster  Series.) 

8vo,  "2  00 

Perkin,  F.  M.     Practical  Method  of  Inorganic  Chemistry ..  i2mo,  *i  00 

and  Jaggers,  E.  M.     Elementary  Chemistry lamo,  *i  00 

Perwn,   J.     Atoms Svo,  *2  50 

Perrine,  F.  A.  C.    Conductors  for  Electrical  Distribution  .  . .  Svo,  *3  50 
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Petit,  G.     White  Lead  and  Zinc  White  Paints 8vo,  *i  50 

Petit,  R.     How  to  Build  an  Aeroplane.     Trans,   by  T.   O'B. 

Hubbard,  and  J.  H.  Ledeboer 8vo,  'i  so 

Pettit,  Lieut.  J.  S.     Graphic  Processes.     (Science  Series  No.  76.) 

*           i6mo,  o  50 
Philbrick,  P.  H.     Beams  and  Girders.     (Science  Series  No.  88.) 

i6mo, 

Phillips,  J.    Gold  Assaying 8vo,  *2  so 

Dangerous  Goods 8vo,  3  50 

Phin,  J.     Seven  Follies  of  Science i2mo,  "i  25 

Pickworth,  C.  N.     The  Indicator  Handbook.     Two  Volumes 

i2mo,  each,  i  So 

Logarithms  lor  Beginners i2mo,  boards,  o  50 

The  Slide  Rule i2mo,  i  00 

P'attner's  Manual  of    Blowpipe  Analysis.     Eighth  Edition,  re- 
vised.    Trans,  by  H.  B.  Cornwall 8vo,  "4  00 

Plympton,  G.W.  The  Aneroid  Barometer.  (Science  Series.). i6mo,  o  so 

How  to  become  an  Engineer.     (Science  Series  No.  100.) 

i6mo,  o  so 

Van  Nostrand's  Table  Book.    (Science  Series  No.  104). 

i6mo,  d  50 
Pochet,  M.  L.     Steam  Injectors.     Translated  from  the  French. 

(Science  Series  No.  29.) i6mo,  o  so 

Pocket  Logarithms  to  Four  Places.     (Science  Series.) i6mo,  0  50 

leather,  i  00 

PoUeyn,  F.    Dressings  and  Finishings  for  Textile  Fabrics .  8vo,  *3  00 

Pope,  F.  G.     Organic  Chemistry i2mo,  *2  50 

Pope,  F.  L.     Modern  Practice  of  the  Electric  Telegraph. . .  .  8vo,  i  50 

Popplewell,  W.  C.    Prevention  of  Smoke 8vo,  *3  50 

Strength   of  Materials 8vo,  *i  75 

Porritt,  B.  D.    The  Chemistry  of  Rubber.     (Chemical  Mono- 
graphs, No.  3.) i2mo,  *i  00 

Porter,  J.  R.    Helicopter  Flying  Machine i2mo,  *i  50 

Potts,  H.  E.  Chemistry  of  the  Rubber  Industry.     (Outlines  of 

Industrial    Chemistry.) 8vo,  *2  50 

Practical  Compounding  of  Oils,  Tallow  and  Grease 8vo,  *3  so 
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Pratt,  K.    Boiler  Draught i2mo, 

High  Speed  Steam  Engines 8vo, 

Pray,  T.,  Jr.     Twenty  Years  with  the  Indicator 8vo, 

Steam  Tables  and  Engine  Constant 8to, 

Prelini,  C.     Earth  and  {lock  Excavation 8vo, 

• Graphical  Determination  of  Earth  Slopes 8vo, 

Tunneling 8vo, 

Dredging.    A  Practical  Treatise 8vo, 

Prescott,  A.  B.     Organic  Analysis 8vo, 

and  Johnson,  0.  C.    Qualitative  Chemical  Analysis. 8vo, 

and  Sullivan,  E.  C.    First  Book  in  Qualitative  Chemistry 

izmo, 

Prideaux,  E.  B.  R.    Problems  in  Physical  Chemistry 8vo, 

Theory  land  Us3  of  Indlcatoits 8vo, 

Prince,  G.  T.    Flow  of  Water i2mo, 

Pullen,  W.  W.  F.     Application  of  Graphic  Methods  to  the  Design 

of  Structures i2mo,     *2  50 

• Injectors:  Theory,  Construction  and  Working i2mo,     "i  50 

Indicator  Diagrams   8vo,    *2  50 

Engine   Testing 8vo, 

Putsch,  A.     Gas  and  Coal-dust  Firing 8vo, 

Pjmchon,  T.  R.    Introduction  to  Chemical  Physics. 8vo, 

Rafter,  6.  W.     Mechanics  of  Ventilation.     (Science  Series  Ro. 

330 i6mo, 

Potable  Water.     (Science  Series  Ho.  103.) x6mo, 

Treatment  of  Septic  Sewage.    (Science  Series  No.  118.) 

lemo, 

and  Baker,  M.  N.    Sewage  Disposal  in  the  United  States 

4to, 

Raikes,  H.  P.    Sewage  Disposal  Works 8vo, 

Randau,  P.     Enamels  and  Enamelling 8vo, 

Rankine,  W.  J.  M.     Applied  Mechanics 8vo, 

Civil  Engineering 8vo, 

Machinery  and  Millwork 8vo, 

The  Steam-engine  and  Other  Prime  Movers 8vo, 

and  Bamber,  E.  F.     A  Mechanical  Textbook, Svo, 
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Ransome,  W.  R.    Freshman  Mathematics izmo,  *i  35 

Raphael,  F.  C.     Localization  of    Faults  in  Electric  Light  and 

Power    Mains 8vo,  *3  50 

Rasch,  E.    Electric  Arc  Phenomena.    Trans,  by  K.  Tornberg. 

8vo,  *2  00 

Rathbone,  R.  L.  B.     Simple  Jewellery 8vo,  "2  00 

Rateau,   A.     Flow  of  Steam  through  Nozzles    and    Orifices. 

Trans,  by  H.  B.  Brydon 8vo,  *i  So 

Rausenberger,  F.    The  Theory  of  the  Recoil  of  Guns. ..  .8vo,  *4  50 
Rautenstrauch,  W.     Notes  on  the  Elements  of  Machine  Besign, 

8vo,  boards,  *i  50 
Rautenstrauch,  W.,  and  Williams,  J.  T.     Machine  Drafting  and 
Empirical  Design. 

Part   I.  Machine  Drafting 8vo,  *i  25 

Part  II.  Empirical  Design {In  Preparcdion.) 

Raymond,  E.  B.    Alternating  Current  Engineering i2mo,  *2  50 

Rayner,  H.    Silk  Throwing  and  Waste  Silk  Spinning. .  .8vo,  *2  50 
Recipes  for  the  Color,  Paint,  Varnish,  Oil,  Soap  and  Drysaltery 

Trades 8vo,  *3  50 

Recipes  for  Flint  Glass  Making i2mo,  *4  50 

Redfem,  J.  B.,  and  Savin,  J.    Bells,  Telephones.     (Installa- 
tion Manuals  Series.) i6mo,  *o  50 

Redgrove,  H.  S.    Experimental  Mensuration i2mo,  *i  25 

Redwood,  B.    Petroleum.     (Science  Series  No.  92.) . ..  .i6mo,  o  50 

JReed,  S.    Turbines  Applied  to  Marine  Propulsion *S  00 

Reed's  Engineers'  Handbook 8vo,  *9  00 

Key    to    the    Nineteenth    Edition    of   Reed's    Ingineers' 

Handbook   8vo,  *4  00 

Useful  Hints  to  Sea-going  Engineers i2mo,  3  00 

Reid,  E.  E.    Introduction  to  Research  in  Organic  Chemistry. 

(In  Press.) 
Reid,  H.  A.     Concrete  and  Reinforced  Concrete  Construction, 

8vo,  *5  00 
Reinhardt,  C.  W.     Lettering  for  Draftsmen,  Engineers,  and 

Students oblong  4to,  boards,  i  00 

^The  Technic  of  Mechanical  Drafting,  .oblong  4to,  boards,  *i  00 
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Reiser,  F.     Hardening  and  Tempering  of  Steel.     Trans,  by  A. 

Morris  and  H.  Robson i2mo,  '2  $0 

Reiser,  N.     Faults  in  the  Manufacture  of  Woolen  Goods.     Trans. 

by  A.  Morris  and  H.  Robson   8vo,  *2  50 

• Spinning  and  Weaving  Calcula  lians 8vo,  *S  00 

Renwick,  W.  G.     Marble  and  Marble  Working 8vo,  5  00 

Reuleaux,  F.    The  Constructor.    Trans,  by  H.  H.  Suplee.  .4to,  *4  00 
Reuterdahl,  A.     Theory  and  Design  of  Reinforced  Concfete 

Arches 8vo,  *2  00 

Rey,  J.    Range  of  Electric  Searchlight  Projectbrs 8vo,  *4  50 

Reynolds,   0.,   and   Idell,   F.   E.     Triple   Expansion   Engines. 

(Science  Series  No.  99.) i6nio,  o  50 

Rhead,  G.  F.    Simple  Structural  Woodwork izmo,  *i  00 

Rhodes,  H.  J.    Art  of  Lithography 8vo,  3  50 

Rice,  J.  M.,  and  Johnson,  W.  W.    A  New  Method  of  Obtaining 

the  Differential  of  Functions i2mo,  o  50 

Richards,  W.  A.     Forging  of  Iron  and  Steel i2mo,  i  50 

Richards,  W.  A.,  and~North,  H.  B.    Manual  of  Cement  Testing, 

i2mo,  *i  50 

Richardson,  J.     The  Modern  Steam  Engine 8vo,  *3  50 

Richardson,  S.  S.    Magnetism  and  Electricity i2mo,  *2  00 

Rideal,  S.     Glue  and  Glue  Testing 8vo,  "4  00 

Riesenberg,  F.    The  Men  on  Deck izmo,  3  00 

Rimmer,  E.  J.    Boiler  Explosions,  Collapses  and  Mishaps. 8vo,  *i  75 

Rings,  F.    Concrete  in  Theory  and  Practice i2mo,  *2  50 

Reinforced  Concrete  Bridges 4to,'  *s  00 

Ripper,  W.     Course  of  Instruction  in  Machine  Drawing.,  .folio,  *6  00 
Roberts,  F.  C.     Figure  of  the  Earth.     (Science  Series  No.  79.) 

i6mo,  o  so 
Roberts,  J.,  Jr.     Laboratory  Work  in  Electrical  Engineering 

8vo,  *2  00 

Robertson,  L.  S.    Water-tube  Boilers 8vo,  2  00 

Robinson,  J.  B.     Architectural  Composition 8vo,  *2  50 

Robinson,  S.  W.    Practical  Treatise  on  the  Teeth  of  Wheels. 

(Science   Series  No,   24.) i6mo,  o  50 

Railroad  Economics.     (Science  Series  No.  59.) i6mo,  o  50 

Wrought  Iron  Bridge  Members.     (Science   Series  No. 

60.) v^ i6mo,  o  50 
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Q,  J.  H.    Machine  Drawing  and  Sketching Svo,  2  oo 

Roebling,  J.  A.     Long  and  Short  Span  Railway  Bridges . .   folio,  25  00 

Rogers,  A.    A  Laboratory  Guide  of  Industrial  Chemistry .  Svo,  2  00 

Elements  of  Industrial  Chemistry i2mo,  3  00 

Manual  of  Industrial  Chemistry Svo,  *5  00 

Rogers,  F.     Magnetism  of  Iron  Vessels.     (Scienpe  Series  No.  30.) 

s6mo,  o  so 
Rohland,  P.    Colloidal  and  its  Ciystalloidal  State  of  Matter. 

Trans,  by  W.  J.  Britland  and  H.  E.  Potts   .      .  i2mo,  'i  25 

RoUinson,  C.    Alphabets .oVtoag    izmo,  *i  00 

Rose,  J.     The  Pattern-makers'  Assistant Svo,  2  50 

Key  to  Engines  and  Engine-running i2mo,  2  50 

Rose,  T.  K.  The  Precious  Metals.  (Westminster. Series.)..  Svo,  *2  00 
Rosenhain,  W.  Glass  Manufacture.  (Westminster  Series.).  Svo,  *2  00 
Physical  Metallurgy,  An  Introduction  to.     (Metallurgy 

Series.) Svo,  *3  50 

Roth,  W.  A.     Physical  Chemistry Svo,  *2  00 

Rowan,  F.  J.  Practical  Physics  of  the  Modern  Steam-boiler.Svo,  "3  00 
and    Idell,    F.    E.     Boiler    Incrustation    and   Corrosion. 

(Science  Series  No.  27.) i6mo,  o  50 

Roxburgh,    W.      General    Foundry    Practice.      (Westminster 

Series.)     Svo,  *2  00 

Ruhmer,    E.     Wireless    Telephony.     Trans,    by    J.    Erskine- 

Murray Svo,  "3  50 

Russell,  A.     Theory  of  Electric  Cables  and  Networks Svo,  *3  00 

Rutley,  F.    Elements  of  Mineralogy , i2mo,  *i  25 

Sanford,  P.  G.     Nitro-explosives Svo,  *4  00 

Saunders,  C.  H.     Handbook  of  Practical  Mechanics i6mo,  1  00 

leather,  i  25 

Sayers,  H.  M.     Brakes  for  Tram  Cars Svo,  *i  25 

Scheele,  C.  W.     Chemical  Essays Svo,  *2  00 

Scheithauer,  W.    Shale  Oils  and  Tars Svo,  *3  50 

Scherer,  R.     Casein.     Trans,  by  C.  Salter Svo,  "3  00 
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Schidrowitz,  P.    Rubber,  Its  Production  and  Industrial  Uses, 

8vo,    *5  00 

Schindler,  E.    Iron  and  Steel  Construction  Works izmo,  *i  25 

Schmall,  C.  N.     First  Course  in  Analytic  Geometry,  Plane  and 

Solid i2mo,  half  leather,  *i  75 

Schmeer,  L.     Flow  of  Water 8vo,  *3  00 

Schumann,  F.     A  Manual  of  Heating  and  Ventilation. 

i2mo,  leather,  i  50 

Schwartz,  E.  H.  L.     Causal  Geology 8vo,  *2  50 

Schweizer,  V.  Distillation  of  Resins 8vo,  *4  50 

Scott,  W.  W.    Qualitative  Analysis.    A  Laboratory  Manual, 

New  Edition (/w  Press.") 

Standard  Methods  of  Chemical  Analysis Svo,  ''*6  00 

Scribner,  J.  M.     Engineers'  and  Mechanics'  Companion. 

i6mo,  leather,       i  50 

Scudder,  H.    Electrical  Conductivity  and  Ionization  Constants 

of  Organic  Compounds Svo,    *3  00 

Searle,  A.  B.     Modern  Brickmaking Svo, 

Cement,  Concrete  and  Bricks Svo, 

Searle,  G.  M.     "  Sumners'  Method."     Condensed  and  Improved. 

(Science   Series  No.   124.) iSmo, 

Seaton,  A.  E.    Manual  of  Marine  Engineering Svo, 

Seaton,  A.  E.,  and  Rounthwaite,  H.  M.     Pocket-book  of  Marine 

Engineering   i6mo,  leather,      3  50 

Seeligmann,  T.,  Torrilhon,  G.   L.,  and  Falconnet,  H.     India 

Rubber  and  Gutta  Percha.     Trans,  by  J.  G.  Mcintosh 

Svo,     *S  00 
Seidell,  A.    Solubilities  of  Inorganic  and  Organic  Substances, 

Svo,     "3  op 

Seligman,  R.    Aluminum.    (Metallurgy  Series) (/»  Press.) 

Sellew,  W.   H.     Steel   Rails 4to,  *io  00 

Railway   Maintenance    Engineering i2mo,    *2  50 

Senter,  G.    Outlines  of  Physical  Chemistry i2mo,    *2  00 

Textbook  of  Inorganic  Chemistry izmo,  *i  75 

Sever,  G.  F.     Electric  Engineering  Experiments  ....  Svo,  boards,  ''i  00 

and  Townsend,  F.     Laboratory  and  Factory  Tests  in  Elec- 

tricarEngiueering Svo,  *2  50 
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Sewall,  C.  H.     Wireless  Telegraphy 8vo,  *2  00 

Lessons  in  Telegraphy i2mo,  'i  00 

Sewell,  T.    The  Construction  of  Dynamos 8vo,  *3  00 

Sexton,  A.  H.     Fuel  and  Refractory  Materials i2mo,  *2  50 

Chemistry  of  the  Materials  of  Engineering i2mo,  *2  50 

Alloys  (Non-Ferrous) 8vo,  *3  00 

and  Ptimrosei  J.  S.  6.    The  Metallurgy  of  Iron  and  Steel, 

8vo,  *6  50 

Seymour,  A.    Modern  Printing  Inks .8vo,  *2  00 

Shaw,  Henry  S.  H.    Mechanical  Integrators.     (Science  Series 

No.   83.)    i6mo,  050 

Shaw,  S.    History  of  the  Staffordshire  Potteries Svo,  2  00 

Chemistry  of  Compounds  Used  in  Porcelain  Manufacture. Svo,  *s  00 

Shaw,  T.  R.    Driving  of  Machine  Tools i2mo,  *2  00 

Precision   Grinding   Machines i2mo,  4  50 

Shaw,  W.  N.    Forecasting  Weather Svo,  *3  50 

Sheldon,  S.,  and  Hausmann,  E.  Direct  Current  Machines.  i2mo,  *2  50 

Alternating-current  Machines    i2mo,  *2  50 

Electric  Traction  and  Transmission  Engineering.  .i2mo,  *2  50 

Physical   Laboratory  Experiments Svo,  *i  25 

Shields,  J.  E.     Note    on  Engineering  Construction i2mo,  i  50 

Shreve,  S.  H.     Strength  of  Bridges  and  Roofs Svo,  3  50 

Shunk,  W.  F.    The  Field  Engineer i2mo,  f  abrikoid,  2  50 

Simmons,  W.  H.,  and  Appleton,  H.   A.     Handbook  of  Soap 

Manufacture Svo,  '3  00 

Simmons,  W.  H.,  and  Mitchell,  C.  A.    Edible  Fats  and  Oils, 

Svo,  *3  00 

Simpson,  6.    The  Naval  Constructor i2mo,  f abrikoid,  *5  00 

Simpson,  W.    Foundations Svo    (In  Press.) 

Sinclair,  A.     Development  of  the  Locomotive  Engine. 

Svo,  half  leather,  5  00 
Sindall,  R.  W.     Manufacture  of  Paper.     (Westminster  Series.) 

Svo,  *2  00 

and  Bacon,  W.  N.    The  Testing  of  Wood  Pulp Svo,  *2  50 

Sloane,  T.  O'C.     Elementary  Electrical  Calculations i2mo,  "2  00 

Smallwood,   J.   C.     Mechanical   Laboratory  Methods.     (Van 

Nostrand's  Textbooks.) i2mo,  f abrikoid,  *3  00 

Smith,  C.  A.  M.    Handbook  of  Testing,  MATERIALS ..  Svo,  *2  50 

-and  Warren,  A.  G.  ■  New  Steam  Tables Svo,  *i  25 

Smith,  C.  F.    Practical  Alternating  Currents  and  Testing. Svo,  *3  50 

— —  Practical  Testing  of  Dynamos  and  Motors Svo,  *3  00 
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Smith,  F.  A.    Railway  Curves. izmo,  *i  oo 

Standard  Turnouts  on  American  Railroads i2mo,  *i  oo 

Maintenance  of  Way  Standards i2mo,  *i  50 

Smith,  F.  £.     Handbook  of  General  Instruction  for  Mechanics. 

i2mo,  I  50 

Smith,   H.   G.     Minerals   and   the   Microscope lamo,  '''i  25 

Smith,  J.  C.     Manufacture  of  Faint 8vo,  *3  50 

Smith,  K.  H.     Principles   of   Machine  Work izmo, 

Advanced  Machine  Work T2mo,  *3  00 

Smith,  W.     Chemistry  of  Hat  Manufacturing izmo,  *3  00 

Snell,  A.  T.     Electric  Motive  Power 8vo,  *4  00 

Snow,  W.  G.    Pocketbook  of  Steam  Heating  and  Ventilation, 

(In  Press.) 
I  Snow,  W.  G.,  and  Nolan,  T.     Ventilation  of  Buildings.     (Science 

Series  No.  5.) i6mo,  o  50 

Soddy,  F.     Radioactivity 8vo,  *3  00 

Solomon,  M.     Electric  Lamps.     (Westminster  Series.)... .  .8vo,  "i  00 

Somerscales,  A.  N.    Mechanics  for  Marine  Engineers,  .rzmo,  *2  00 

Mechanical  and  Marine  Engineering  Science 8vo,  *5  00 

Sothem,  J.  W.    The  Marine  Steam  Turbine 8vo,  *6  00 

Verbal  Notes  and  Sketches  for  Marine  Engineers. . .  .8vo,  *9  00 

Sothern,  J.  W.,  and  Sothem,  R.  M.    Elementary  Mathematics 

for    Marine    Engineers i2mo,  *i  50 

Simple  Problems  in  Marine  Engineering  Design.  .i2mo,  *i  50 

Southcombe,  J.  E.    Chemistry  of  the  Oil  Industries.     (Out- 
lines of  Industrial  Chemistry) 8vo,  *%  00 

Soxhlet,  D.  H.     Dyeing  and  Staining  Marble.     Trans,  by  A. 

Morris  and  H.  Robson 8vo,  *2  50 

Spangenburg,    L.     Fatigue    of   Metals.     Translated   by  S.   H. 

Shreve.     (Science  Series  No.  23.) i6mo,  o  50 

Specht,  G.  J.,  Hardy,  A.  S.,  McMaster,  J.  B.,  and  Walling.    Topo- 
graphical Surveying.     (Science  Series  No.  72.).    i6mD,  o  So 

Spencer,  A.  S.    Design  of  Steel-Framed  Sheds 8vo,  *3  50 

Speyers,  C.  L.    Text-book  of  Physical  Chemistry 8vo,  *i  50 

Spiegel,  I>.    Chemical  Constitution  and  Physiological  Action. 

(Trans,  by  C.  LuedeV-ing  and  A.  C.  Boylston.) .  i2mo,  *r  25 
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Sprague,  E.  H.    Elementary  Mathematics  for  Engineers  lamo,       i  50 

Elements   of   Graphic   Statics 8vo,      2  00 

Sprague,  E.  H.     Hydraulics i2mo,    *i  50 

Stability  of  Arches' i2mo,      i  50 

Stability  of  Masonry i2mo,    *i  50 

Strength   of   Structural   Elements i2mo,      175 

Stahl,  A.  W.  Transmission  of  Power.  (Science  Series   No.  28.) 

i6rao, 

and. Woods,  A.  T.     Elementary  Mechanism i2mo,    *2  00 

Staley,    C,   and    Pierson,   G.   S.     The   Separate   System   of 

Sewerage    8vo,    *3  00 

Standage,  H.   C.     Leatherworkers'  Manual 8vo,    *3  50 

Sealing  Waxes,  Wafers,  and  Other  Adhesives Svo,    *2  00 

Agglutinants  of  All  Kinds  for  All  Purposes i2mo,    *3  50 

Stanley,  H.     Practical  Applied  Physics (In  Press.) 

Stansbie,  J.  H.    Iron  and  Steel.     (Westminster  Series.) .  .8vo,    *2  00 

Steadman,  F.  M.  Unit  Photography i2mo,    *2  00 

S,techer,  G.  E.    Cork.    Its  Origin  and  Industrial  Uses..i2mo,      i  00 
Steinman,    D.     B.      Suspension    Bridges    and     Cantilevers. 

(Science  Series  No.  127.) o  50 

Melan's  Steel  Arches  and  Suspension  Bridges Svo,    *3  00 

Stevens,  E.  J.     Field  Telephones  and  Telegraphs  for  Army 

Use    i2ino, 

Stevens,  H.  P.    Paper  Mill  Chemist i6mo, 

Stevens,  J.  S.    Theory  of  Measurements i2mo, 

Stevenson,  J.  L.     Blast-Fumace  Calculations.  .i2mo,  leather, 

Stewart,  G.    Modern  Steam  Traps i2mo. 

Stiles,  A.    Tables  for  Field  Engineers i2mo, 

Stodola,  A.    Steam  Turbines.  Trans  by  L.  C.  Loewehstein.Svo, 

Stone,  H.     The   Timbers   of  Commerce Svo, 

Stopes,    M.      Ancient    Plants Svo, 

— -  The  Study  of  Plant  Life Svo, 

Sudborough,  J.  J.,  and  James,  T.  C.    Practical  Organic  Chem- 
istry     i2mo, 

Suffling,  E.  H.    Treatise  on  the  Art  of  Glass  Painting. . .  .8vo, 
Sullivan,  T.  V.,  and  Underwood,  N.     Testing  and  Valuation 

of  Building  and  Engineering  Materials (In  Press.) 

Sur,  F.  J.  S.    Oil  Prospecting  and  Extracting Svo,    *i  00 

Svenson,  C.  L.     Handbook  of  Piping 4  00 

Essentials  of  Drafting Svo,      i  50 

Swan,  K.    Patents,  Designs  and  Trade  Marks.  (Westminster 

Series.) Svo,    *2  00 
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Swinburne,  J.,  Wordingham,  C.  H.,  and  Martin,  T.  C.    Electric 

Currents.     (Science  Series  No.  109.) i6mo,  o  50 

Swoope,  C.  W.    Lessons  in  Practical  Electricity i2mo,  *2  00 

Tailfer,  L.  Bleaching  Linen  and  Cotton  Yarn  and  Fabrics.Svo,  *6  00 
Tate,  J.  S.     Surcharged  and  Different  Forms  of  Retaining- 

walls.     (Science  Series  No.  7.) i6mo,  o  50 

Taylor,  F.  N.     Small  Water  Supplies ' nmo,  *2  50 

Masonry  in  Civil  Engineering 8vo,  *2  50 

Taylor,  T.  U.     Surveyor's  Handbook i2mo,  leather,  *2  00 

Backbone   of   Perspective izmo,  *i  00 

Taylor,  W.  P.    Practical  Cement  Testing 8vo,  *3  00 

Templeton,  W.     Practical  Mechanic's  Workshop  Companion, 

lamo,  morocco,  vs  00 
Tenney,    E.    H.     Test    Methods    for    Steam    Power    Plants. 

(Van    Nostrand's    Textbooks.) i2mo,  *2  50 

Terry,  H.  L.     India  Kubberyand  its  Manufacture.     (West- 
minster  Series.) 8vo,  *2  00 

Thayer,  H.  E.     Structural  Design 8vo, 

Vol.      I.     Elements   of   Structural  Design *2  00 

Vol.    II.     Design  of  Simple  Structures *4  00 

Vol.  III.    Design  of  Advanced  Structures (In  Freparatien.) 

Foundations  and  Masonry {In  Preparation.) 

Thiess,  J.  B.,  and  Joy,  G.  A.     Toll  Telephone  Practice.  .8vo,  *3  50 
Thom,  C,  and  Jones,  W.  H.    Telegraphic  Connections, 

oblong  izmo,  i  50 

Thomas,  C.  W.    Paper-makers'  Handbook r{In  Press.) 

Thomas,  J.  B.     Strength  of  Ships 8vo,  300 

Thompson,  A.  B.    Oil  Fields  of  Russia 4to,  *^  50 

Oil  Field  Development  and  Petroleum  Mining 8vo,  *^  50 

Thompson,   S.   P.        Dynamo   Electric   Machines.      (Science 

Series  No.  75.) i6mo,  o  50 

Thompson,  W.  P.    Handbook  of  Patent  Law  of  All  Countries, 

i6mo,  I  50 

Thomson,  G.    Modern  Sanitary  Engineering izmo,  *3  00 

Thomson,  6.  S.    Milk  and  Cream  Testing izmo,  *i  75 

- — Modern  Sanitary  Engineering,  House  Drainage,  etc.  .8vo,  *3  00 
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Thornley,  T.    Cotton  Combing  Machines 8vo,  *3  00 

Cotton  Waste .8vo,  "3  00 

Cotton  Spinning   8vo, 

First  Year ^  *i  50 

Second  Year  , *3  00 

Third  Year   ="2  50 

Thurso,  J.  W.    Modern  Turbine    Practice 8vo,  *4  00 

Tidy,  C.  Meymott.     Treatment  of  Sewage.     (Science  Series 

No.  94.)   i6mo,  o  50 

Tillmans,  J.  Water  Purification  and  Sewage  Disposal.  Trans. 

by  Hugh  S.  Taylor 8vo,  *2  00 

Tinney,  W.  H.     Gold-mining  Machinery 8vo,  *3  00 

Titherley,  A.  W.  Laboratory  Course  of  Organic  Chemistry .8vo,  *2  00 

Tizard,  H.  T.     Indicators {In  Press.) 

Toch,  M.    Chemistry  and  Technology  of  Paints 8vo,  *4  ao 

Materials   for   Permanent   Painting i2mo,  *2  00 

Tod,  J.,  and  McGdbbon,  W.  C.     Marine  Engineers'  Board  of 

Trade  Examinations  8vo,  *2  00 

Todd,  J.,  and  Whall,  W.  B.     Practical  Seamanship 8vo,  8  00 

Tonge,  J.     Coal.      (Westminster   Series.).... 8vo,  *2  00 

Townsend,  F.     Alternating  Current  Engineering.  .8vo,  boards,  *o  75 

Townsend,  J.    Ionization  of  Gases  by  Collision 8vo,  *i  25 

Transactions  of  the  American  Institute  of  Chemical  Engineers. 

Eight  volumes  now  ready.    Vols.  I.  to  IX.,  1908-1916, 

8vo,  each,  *6  00 
Vol.  X.   (In  Press.) 

Traverse  Tables.     (Science  Series  No.  115.) i6mo,  o  50 

mor.,  I  00 

Treiber,  E.    Foundry  Machinery.   Trans,  by  C.  Salter.  .i2mo,  "^i  50 
Trinks,    W.,    and   Housum,    C.     Shaft    Governors.      (Science 

Series  No.  122.) i6mo,  o  50 

Trowbridge,  D.  C.     Handbook  for  Engineering  Draughtsmen. 

{In  Press.) 
Trowbridge,  W.  P.    Turbine  Wheels.     (Science  Series  No.  4'4.) 

i6mo,  '    o  50 

Tucker,  J.  H.    A  Manual  of  Sugar  Analysis 8vo,  3  3° 

Tunner,   P.  A.     Treatise  on  Eoll-turning.     Trans,   by  J.   B. 

Pearse 8vo  text  and  folio  atlas,  1000 
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Turnlaull,  Jr.,  J.,   and  Robinson,  S.  W.     A  Treatise   on  the 
Compound  Steam-engine.      (Science  Series   No.   8.) 

i6mo. 

Turner,  H.    Worsted  Spinners'  Handbook i2mo,    *2  oo 

Turrill,  S.  M.    Elementary  Course  in  Perspective izmo,    *i  25 

Twyford,   H.   B.     Purchasing 8vo,    *3  00 

Storing,  Its  Economic  Aspects  and  Proper  Methods.    8vo,      3  00 

Tyrrell,  H.  G.    Design  and  Construction  of  Mill  Buildings. 8vo,    *4  00 

■  Concrete  Bridges  and  Culverts i6mo,  leather,    *3  00 

•  Artistic  Bridge  Design 8vo,    *3  00 

Underbill,  C.  R.    Solenoids,  Electromagnets  and  Electromag- 
netic Windings i2mo,    *2  00 

Underwood,  N.,  and   Sullivan,   T.  V.     Chemistry  and  Tech- 

r-'logy  of  Printing  Inks 8vo, 

Urquhart,  J.  W.    Electro-plating i2mo, 

Electrotyping lamo, 

Usborne,  P.  0.  G.    Design  of  Simple  Steel  Bridges 8vo, 

Vachei,  F.     Food  Inspector's   Handbook i2mo. 

Van  Nostrand'is  Chemical  Annuiall.    Fourth  Issue  1913. 

fiabrikoid,  izrnb, 

Year  Book  of  Mechanical  Engineering  Data (In  Press.) 

Van  Wagenen,  T.  V.    Manual  of  Hydraulic  Mining i6mo,      i  00 

Vega,  Baron,  Von.     Logarithmic  Tables Svo,      2  50 

Vincent,  C.    Ammonia  and  its  Compounds  .    Trans,  by  M.  J. 

Salter    Svo,    *2  00 

Volk,  C.    Haulage  and  Winding  Appliances Svo,    *4  00 

Von  G«orgievics,  G.    Chemical  Technology  of  Textile  Fibres. 

Trans,  by  C.  Salter Svo,    ^^4  50 

-^ — Chemistry  of  Dyestufis.    Trans,  by  C.  Salter Svo,    *4  50 

Vose,  G.  L.    Graphic  Method  for  Solving  Certain  Questions  in 
Arithmetic  and  Algebra.     (Science  Series  No.   16.) 

i6mo,      o  50 

Vosmaer,  A.     Ozone Svo,    *2  50 

Wabner,  R.    Ventilation  in  Mines.  Trans  .  by  C.  Salter.  .Svo,    *4  50 
Wade,  E.  J.    Secondary  Batteries Svo,    *4  00 


*3 

00 

a 

00 

2 

00 

*4 

00 

*3 

00 

*3 

00 

D.   VAN   NOSTRAND  COMPANY'S  SHORT-TITLE  CATALOG     45 

Wadmore,  J.  M.    Elementary  Chemical  Theory i2mo,  *i  50 

Wadsworth,  C.    Primary  Battery  Ignition izmo,  *o  50 

Wagner,  E.    Preserving  Fruits,  Vegetables,  and  Meat. .  .izmo,  *2  50 
Wagner,  J.   B.     A   Treatise  on  the  Natural   and  Artificial 

Processes  of  Wood  Seasoning 8vo,  3  00 

Waldram,  P.  J.    Principles  of  Structural  Mechanics. .  .i2mo,  *3  00 

IWalkter,  F.    Dynamo  Building.     (Science  Series  Nlo.  98.) 

i6mo,  o  50 

Walker,  J.    Organic  Chemistry  for  Students  of  Medicine .  Svo,  *2  50 

Walker,  S.  F.    Steam  Boilers,  Engines  and  Turbines.  ..  .8yo,  3  00 

Refrigeration,   Heating   and    Ventilation   on    Shipboard, 

i2mo,  *2  00 

Electricity  in  Mining Svo,  *3  50 

Wallis-Tayler,  A.  J.    Bearings  and  Lubrication Svo,  *i  50 

Aerial  or  Wire   Ropeways Svo,  =^3  00 

Preservation   of   Wood Svo,  4  00 

Sugar    Machinery i2mo,  *2  50 

Walsh,  J.  J.     Chemistry  and  Physics  of  Mining  and  Mine 

Ventilation    i2mo,  *z  00 

Wanklyn,  J.  A.    Water  Analysis izmo,  2  00 

Wansbrough,  W.  D.    The  A  B  C  of  the  Differential  Calculus, 

lamo,  *i  50 

Slide  Valves   i2mo,  *2  00 

Waring,  Jr.,   G.   E.     Sanitary   Conditions.      (Science   Series 

No.  31.)    lemo,  o  50 

Sewerage  and  Land  Drainage *6  00 

Modern  Methods  of  Sewage  Disposal i2mo,  2  00 

How  to  Drain  a  House i2mo,  i  25 

WarneSji  A.  R.    Coal  Tar  Distillation Svo,  *5  00 

Warren,  F.  D.    Handbook  on  Reinforced  Concrete i2mo,  *2  50 

Watkins,  A.    Photography.     (Westminster  Series.) Svo,  *2  00 

Watson,  E.  P.    Small  Engines  and  Boilers '. i2mo,  i  25 

Watt,  A.    Electro-plating  and  Electro-refining  of  Metals. Svo,  *4  50 

Electrg-metallurgy    i2mo,  i  00 

The  Art  of  Soap-making Svo,  4  00 

Leather  Manufacture  Svo,  *6  00 

Paper  Making  Svo,  3  75 

Webb,  H.  L.     Guide  to  the  Testing  of  Insulated  Wires  and 

Cables    i2mD,  i  00 

Webber,  W.  H.  Y.    Town  Gas.     (Westminster  Series.) ..  .Svo,  *2  00 
Wegmann,   E.     Conveyance  and   Distribution  of  Water  for 

Water   Supply Svo,  5  00 
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Weisbach,  J.    A  Manual  of  Theoretical  Mechanics 8vo,    *6  oo 

sheep,    *7  50 

and  Herrmann,  G.    Mechanics  of  Air  Machinery 8vo,    *3  75 

Wells,  M.  B.    Steel  Bridge  Designing 8vo,    *2  50 

Weston,  E.  B.  Loss  of  Head  Due  to  Friction  of  Water  in  Pipes, 

i2mo,    *i  50 

Wheatley,  0.    Ornamental  Cement  Work 8vo,    *2  00 

Whipple,  S.    An  Elementary  and  Practical  Treatise  on  Bridge 

Building    8vo,      3  00 

White,   C.   H.     Methods   in    Metallurgical   Analysis.      (Van 

Nostrand's    Textbooks.)     izmo, 

White,  G.  F.     Qualitative  Chemical  Analysis i2mo. 

White,  G.  T.     Toothed  Gearing i2mo, 

Widmer,  E.  J.     Observation  Balloons i2mo, 

Wilcox,  R.  M.    Cantilever  Bridges.     (Science  Series  No.  25.) 

i6mo, 
Wilda,  H.     Steam  Turbines.     Trans,  by  C.  Salter.  ..  .i2mo, 

Cranes  and  Hoists.    Trans,  by  Chas.  Salter i2mo, 

Wilkinson,  H.  D.  Submarine  Cable  Laying  and  Repairing. 8vo, 

Williamson,   J.     Surveying Svo, 

Williamson,  R.  S.    On  the  Use  of  the  Barometer 4to, 

Practical  Tables  in  Meteorology  and  Hypsometry.  .4to, 

Wilson,  F.  J.,  and  Heilbron,  I.  M.    Chemical  Theory  and  Cal- 
culations     i2mo, 

Wilson,  J.  F.    Essentials  of  Electrical  Engineering 8vo, 

Wimperis,  H.  E.     Internal  Combustion  Engine Svo, 

Application  of  Power  to  Road  Transport i2mo, 

• Primer  of  Internal  Combustion  Engine i2mo, 

Winchell,  N.  H.,  and  A.  N.  Elements  of  Optical  Mineralogy.  Svo, 
Winslow,  A.  Stadia  Surveying.  (Science  Series  No.  77.)  .  i6mo, 
Wisser,  Lieut.  J.  P.     Explosive  Materials.     (Science  Series  No. 

70.) i6mo,       o  go 

Wisser,  Lieut.  J.  P.      Modern  Gun  Cotton.     (Science  Series  No. 

Sp.) i6mo,       o  50 

yTolfi,  C.  E,     Modern  Locomotive  Practice. , Svo,    *4  20 
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Wood,  De  V.     LuminifeTous  Aether.     (Science  Series  No.  85.) 

i6mo,  o  So 
Wood,  J.  K.    Chemistry  of  Dyeing.    (Chemical  Monographs 

No.  a.)   i2mo,  *i  oo 

Worden,  E.  C.   The  Nitrocellulose  Industry.   Two  vols..8vo,  ''lo  oo 

Technology  of  Cellulose  Esters.    In  10  vols Svo. 

Vol.  VIII.    Cellulose  Acetate *5  oo 

Wren,  H.    Organometallic  Compounds  of  Zinc  and  Magnesium. 

(Chemical  Monographs  No.   i.) lamo,  *i  00 

Wright,  A.  C.    Analysis  of  Oils  and  Allied  Substances Bvo,  *3  50 

Simple  Method  for  Testing  Painter's  Materials Svo,  *2  so 

Wright,  F.  W.     Design  of  a  Condensing  Plant lamo,  *i  50 

Wright,  H.  E.     Handy  Book  for  Brewers Svo,  *5  00 

Wright,  J.     Testing,  Fault  Finding,  etc.  for  Wiremen  (Installa- 
tion Manuals  Series) i6mo,  *o'  50 

Wright,  T.  W.     Elements  of  Mechanics ISvo,  *2  so 

and  Hajrf ord,  J.  F.     Adjustment  of  Observations Svo,  "3  00 

Wynne,  W.  E.,  ^nd  Spraragen,  W.    Handbook  of  Engineering 

Mathematics    lamo,  leather,  *2  00 

Yoder,  J.  H.    and  Wharen,   G.  B.    Locomotive  Valves  and 

Valve  Gears , Svo,  3  00 

Young,  J.  E.     Electrical  Testing  for  Telegraph  Engineers...  Svo,  "4  00 

Youngson,  P.     Slide  Valve  and  Valve  Gearing 4to,  2  50 

Zahner,  R.     Transmission  of  Power.     (Science  Series  No.  40.) 

i6mo, 

Zeidler,  J.,  and  Lustgarten,  J.     Electric  Arc  Lamps Svo,     *2  00 

Zeuner,    A.     Technical     Thermodynamics.     Trans,    by    J.    F. 

Klein.     Two  Volumes Svo,     *8  00 

Zimmer,  G.  F.    Mechanical  Handling  and  Storing  of  Materials, 

4tO,  *I2  50 
■ Mechanical  Handling  of  Material  and  Its  National  Im- 
portance During  and  After  the  War 4to,      4  00 

Zipser,  J.     Textile  Raw  Materials.     Trans,  by  C.  Salter Svo,     *s  00 

Zur   Nedden,  F.     Engineering  Workshop  Machines  and  Proc- 


esses,    Trans,  by  J.  A.  Davenport  ..,...,.,.,..  .8vo,     *2 
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